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PREFACE 


This issue represents the first step in the transition from an annual to a 
quarterly volume of A. I. E. E. TRANSACTIONS. The amount of technical 
papers published annually by the Institute has been constantly increasing, and 
during the past year reached a volume that could not economically be bound in 
a single book. To avoid discarding a large number of acceptable papers in 
order to keep within the limits of a single book, it has been planned to issue the 
TRANSACTIONS quarterly, in pamphlet binding, which makes them eligible to 
entry as second-class mail. A limited number of the quarterlies will be bound 
in cloth to meet the demand of those who desire a more permanent binding, for 
which an additional price is charged. Aside from its mechanical make-up the 
quarterly TRANSACTIONS will be exactly like the former annual volumes as to 
their contents, which will consist, as heretofore, of those papers and discussions 
presented before the Institute that are judged worthy of being included in its 
permanent records. It is believed that the present plan will take care of the 
increasing publication demands for several years. 


~ Advance Planning of the Telephone Toll Plant 


BY J. N. CHAMBERLIN: 


Member, A. I, E. E. 
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_ differ but little in individual locations. 
- large community, similar subscribers apparatus is in 


HE advance planning activities of a large telephone 
company is a field of endeavor that perhaps is 
not very generally understood by those not in- 

timately. associated with the communication art. 
This may be due to many circumstances, the more 
probable of which is the fact that telephone service 
has grown to be one of the necessities of social and 
business life and, from casual observation, seems to 
In the small or 


general use; wires and poles of like character are in 
evidence and service is apparently rendered in 
much the same manner. These observations are 
basically correct. In structural design and operating 
practises, however, widely different problems are 
encouritered in the rendering of service in separate 
communities. 

Satisfactory service to the customer and economic 
operation in all locations require continuous study of 
both the present and probable future service demands, 
operating practises and characteristics of the physical 
plants design. In the small communities or exchanges, 
as they are called, problems of less complexity are 
encountered than in the metropolitan areas. The 
solution of these, however, whether they be large or 
small, are important functions of successful operation. 
Small exchanges grow and change in character and the 
telephone company must so plan its activities as to 
meet satisfactorily the future conditions as they may 
present themselves and at the same time, provide a 
financially sound structure in the rendering of a uni- 
versal service. As a community develops and more 
service is rendered, more than proportionate amounts of 
capital and labor are required in providing the service 
for each additional customer. Interconnecting devices 
or switchboards are limited to a definite number of 
subscriber’s lines. When the switchboard’s capacity is 
reached, new offices or replacing switchboards of larger 
size are required. The number of operators employed 


is dependent upon the amount of service rendered and 


as service demands increase, more operators are em- 
ployed. Pole line, wire, and cable are installed as 
needed to meet the expected future requirements of 
customers. The character and extent of this part of a 
telephone structure are governed by the size and density 
in population of the area served. 

The average individual, not fully informed in the 
complexity of telephone equipment or the details of 
operation, is very apt, in his appraisal of the business, 
to use as a unit of measure, the telephone instrument. 

1. Outside Plant Engineer, Pacific Tel. & Tel. Co., San Fran- 
eisco, Calif. 

Presented at the Pacific Coast Convention, Del Monte, Calif., 
Sept. 13-16, 1927. 


He fails to realize that, in a telephone system, 
separate and complicated pieces of equipment are 
permanently assigned on the switchboard to individual 
subscriber’s lines and that large amounts of equipment 
and apparatus are required for the establishment of an 
independént channel of communication for each pair 
of talkers. The telephone instruments, channels of 
communication and switchboards are the mediums 
through which service is rendered. Therefore, the 
three components rather than any individual one should 
be used as a unit in a general analysis. Service, on the 
other hand, is what is being offered under the various 
tariffs and it, rather than any of the physical properties, 
is a more correct measure of value. If service is 
restricted as to hours, distances and types, the cost of 
rendering it lessens; likewise its value to the user. 

The term “telephone plant” very aptly describes the 
structure by which communication service is rendered. 
It is ever varying in its charactristics and must grow 
in size and nature in a manner consistent with the 
demands resulting from the population within the area 
served. When people move into or within a community 
and want telephone service, the company must be 
prepared by the extension of its lines to give the service. 
As compared with other utility fields, the telephone 
business is somewhat unique in that applicants for 
service are not the only ones interested in obtaining it. 
The value of the service to those who already have it, is 
of course increased by the number connected with the 
system. Also the service rendered must always satisfy 
two individuals rather than one and must be available 
at such time of the day or night and for such duration 
as the customers, themselves, may elect. 

During the pioneering days of the telephone business, 
little realization could be had of the development of the 
art to the state in which we find it today. To attempt, 
at the present, a detailed prediction of future attain- 
ments would result in but individual theory and is 
in no way herein attempted. Effort is to be made to 
simply set forth, in a very general manner, some of the 
fundamentals that are used today in advance planning, 
particularly as they concern long distance telephone 
service. In doing this, it will be necessary frequently to 
refer to some of the fundamentals underlying local or 
exchange plant planning, as such activities are intimately 
related to the planning of long distance service. 

While similar to other structures in many ways, a 
long distance telephone plant is quite dissimilar, 
especially in regard to the ever present indeterminate 
demand that may, without any appreciable warning, 
be placed upon it. Local disasters and climatic dis- 
turbances repeatedly give rise to heavy service demands. 
These can, in no way, be anticipated as to time or im- 
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portance. Their occurrence, however, must be ex- 
pected and means provided in a general way for caring 
for these occasional surges in demands for service. 
Seasonal loads resulting from accelerated business 
activities occur at different times of the year in widely 
separated localities. The demand for service to and 
from recreation resorts during the summer months 
presents another rather indeterminate demand for 
service. These latter loads, as they are termed, can 
be better anticipated than the former as their annual 
recurrence can be made a matter of record and their 
characteristics closely studied. 

The linking together of two separate communities of 
meager population, as was repeatedly done in the past, 
is incomparable with the demands for the network of 
circuits made upon the telephone company of today by 
the ever growing metropolitan and suburban areas. 
Closely allied to the demand resulting from increased 
population is the growing demand as a result of the 
increased use of the telephone in business and social 
activities. 

Experience has indicated that the telephone service 
grows much more rapidly than the population because 
of the necessity of meeting the service demands of not 
only the new population but also the increasing demands 
of the existing population. The term “population” as 
herein used denotes families, rather than a per capita 
population, it being obvious that such a unit is more 
closely related to communication service requirements 
than would be a per capita unit. 

It is, therefore, a function of good telephone manage- 
ment to estimate population increases as accurately as 
is possible in advance in order that facilities may be 
extended with confidence that the future service de- 
mands will be satisfactorily met and that they will be 
handled along basically sound lines and with maximum 
economy. This requires what are termed “commercial 
surveys” or “development surveys’ which are detailed 
estimates of future expectancies. The compilation of 
these surveys demands a large amount of field work, 
the tabulation of existing statistics and forecasting of 
the probable changes in amounts and distribution of 
the future population. Analyses are made of the 
amount of the past growth and of the reasons for this 
growth. The factors affecting future growth are 
considered and evaluated, and estimates made of the 
most probable future population growth. 

As any estimate of future population may be in 
error, due to occurrence of some unpredictable event, 
it is highly essential that the management be ever on 
the alert to observe the first indications and the im- 
portance of changing circumstances and conditions. 
Selected and highly trained personnel, therefore, are 
continually employed in analyzing the economic and 
business conditions of the community being served and 
are closely studying the details of the probable moves of 
population within and between both urban and sub- 
urban areas. Such prophecy as an estimate of the 
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probable redistribution of the population as will result 
from better roads or improved transportation facilities 
between communities is a typical example of this 
development engineering. Another example and one 
which is highly important in local or exchange line 
development survey activities, is the forecasting of the 
effect that will result from the constant change of 
individual properties from residence to apartment house 
and business purposes. 

The estimates of future population are made of 
individual communities for a major portion of the area 
served and forecast the probable population for several 
periods into the future. These estimates picture the 
size, distribution, and character of the future market for 
telephone service. Additional estimates of the service 
demands from this market must then be made so that 
the final estimates may indicate the probable number of 
telephones that will be required at different future 
periods. As both individual and party line service are 
usually offered in an exchange area and telephone plant 
investment and operating costs vary in the rendering 
of the several grades of service, it is necessary to proceed 
further with the prediction of the estimated “telephone 
development”’ by classifying it into the various types of 
service rendered. After this has been accomplished 
these data are transcribed in numerical form to large 
scale survey maps covering the area being studied. 
These maps are called “telephone line distribution 
maps,” and serve to indicate the density and approxi- 
mate location by small areas of the total number of 
anticipated subscribers lines. 

When the features of the development survey neces- 
sary to prepare the line distribution map have been con- 
cluded for individual communities, it is necessary to 
then make predictions as to the amount of service that 
will result from the estimated telephones. In telephone 
language this means the determination of the “calling 
rate’ or average use of the service per customer’s station. 
In small communities this is not a feature of major 
concern. In the metropolitan areas, where several 
operating central offices are maintained, it is a highly 
important function in developing the detail design of 
the future plant structure. 

Interrelated and associated with the study of calling 
rates in a multi-office exchange area is a further activity 
which has to do with the forecasting of the direction of 
the flow of service between the several operating areas 
within the exchange. Between adjacent central office 
districts there usually exists a different community of 
interest among the customers than between non- 
adjacent offices or between residence and business areas. 

The ratio of the present telephone development to 
the population, location, average number of daily 
calls per customer’s station, and the direction of flow of 
the past service is, of course, a matter of record. These 
statistics are extensively used in making predictions 
but in no way preclude the necessity for the exercise of 
sound judgment in forecasting the probable future 
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trend of service demands and characteristics. Upon 
the results of these series of studies and forecasts, 
operating plans are adopted and construction details 
determined. It is therefore, apparent that this portion 
of advance planning work is a highly important part of 
telephone engineering. 

In the exchange lines or local plant planning, these 
data are used to prepare basic plant layouts to be used 
as guides in construction and future extension work. 
These plant layouts, or “fundamental plans” as they are 
called, depict both present and anticipated future 
_ central operating centers, local service limitations, 
economic plant arrangements, and such other pertinent 
data as may be reasonably forecast. Their preparation 
requires a large amount of time and study by a personnel 
that has a thorough knowledge of telephone funda- 
mentals. Detailed consideration in these studiesis given 
to the determination of the ultimate number, size, and 
location of central offices. Comparisons are made of 
various types of equipment, operating methods, and 
construction details. The wire mileage required in 
concentrating the subscriber’s lines as indicated on the 
previously mentioned line distribution map under 
different plans are determined, land values and costs of 
construction and maintenance estimated and studied 
before the selection of a plan is undertaken. In ex- 
changes requiring but one central office, these tasks are 
comparatively simple. In the multi-office exchange, 
however, and those approximating such size, many 
additional factors, such as trunk and tie lines between 
central offices, present themselves as influencing factors 
in arriving at an ultimate decision. Many other 
features of importance are concerned in these funda- 
mental plan studies but cannot be dealt with here in 
the time allowed for the subject in hand. 

In long distance or toll line advance planning, these 
same data are used in the formulation of a long range 
basic toll line plant layout or toll fundamental plan. 
In these latter studies, however, it is necessary to 
analyze, among other things, the flow of calls between, 
rather than within, individual communities. How 
service between separate and distant areas is to be 
handled, where interconnection between circuits and 
recording is to be done, and how many circuits will be 
required to satisfactorily serve the long distance service 
demand over future periods of years, are the desired 
conclusions to be obtained from these studies. 

The item of cost in relation to service finds its fullest 
application in these fundamental plan activities. Ad- 
vancement in the art is to be anticipated and the cost of 
all progress must be judicially interpreted and forecast. 
Technical development is of necessity an all important 
factor in the giving and extension of communication 
service. Its mastery, however, in no way excludes the 
study of economies; on the contrary, it creates economic 
problems that require extensive study and ultimate 
solution before general application can be made of any 
individual improvement. 
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Many different general plans of varying details 
present themselves for solution during the activities 
concerned in these studies. These must be indepen- 
dently worked out and comparisons made, both from 
the service and cost viewpoint, before conclusions are 
formed. This is done through the medium of engineer- 
ing cost comparison studies which usually express in 
terms of equivalent present worths, the total costs of 
the different plans over an extended cycle of years. 
Special problems concerned with detailed features of 
individual additions to the plant structure, quite 
naturally cannot be intimately dealt with and fully set 
forth in a general study of basic fundamentals. These 
must be studied as they arise during current activities 
dealing with changes and additions to the plant and 
their solutions obtained through individual study. 

The engineering cost comparison study, in which the 
initial investment, deferred investments, annual charges 
and credits for future salvage returns of different plans 
of comparable design are analyzed, is a most important 
element in future planning. The initial and deferred 
costs of the different plans are usually very readily 
obtained. The annual costs and salvage credits to be 
anticipated at the termination of the service life of the 
plant structure are more difficult of correct interpreta- 
tion. They are, nevertheless, of equalimportance in the 
solution. Similar to all analyses of future cost factors, 
these engineering cost comparison studies involve the 
making of definite assumptions of future anticipation. 
Due to the climatic and human elements, that con- 
tinually affect the service life and maintenance expense 
of a large part of a telephone company’s investment, 
it is highly essential that the assumptions in these 
studies be based upon an intimate knowledge of present 


-and anticipated factors, and that proper decisions be 


made in appraising the results that are indicated at the 
conclusion of the studies. 

It is very necessary in their interpretation, therefore, 
to give thorough consideration to many intangible 
elements. A few of these may be cited as follows: 

1. The practicability of the several plans under 
possible future changing conditions. 

2. The adaptability of the separate plans to existing 
plant units and to future technical advancement. 

3. The new money required to put the individual 
plans into effect. 

4. The weighing of assured immediate economies 
of one plan with the estimated future economies of 
other plans. 

There is no simple method for determining exactly 
how many toll calls will flow to or from individual 
communities. The experience of competent engineers 
and a thorough study of past and present statistics and 
related forecasts is the best available guide in planning 
for the expansion of the service. Extensive records are 
kept of the average number of long distance calls 
placed per customer’s station; of how the originating 
traffic of individual communities is distributed over 
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existing circuits; of the time consumed in making the 
desired connection or interconnection, and the average 
time the circuit is held for conversation. 


Kor the purpose of planning, schedules of the call 
carrying capacity of the circuits under different operat- 
ing methods and under different conditions as regards 
service delays have been formulated. Their applica- 
tion varies with the length of the circuit, number of 
circuits in a group, and the ratio of direct calls-to-calls 
requiring built up connections. In planning for the 
future, these theoretical circuit capacity schedules are 
set up on a premise of a different degree of freedom from 
service delays, on account of no circuit conditions, 
occurring on a given number of calls. By a no circuit 
condition is meant that all circuits in a particular 
circuit group are in use at the time a connection is 
desired. 

The determination of future circuit requirements 
over long term periods is carried on by the use of these 
schedules and the estimates of future traffic. In 
predicting the immediate necessity for circuit re- 
arrangements and additions they are, however, modified 
to meet the circumstances under individual review. 
As operating conditions and local service demands 
result in a considerable varying of speed of service and 
circuit capacity between individual communities, it is 
necessary that intensive study be given to individual 
groups. Such matters as the size of the circuit group, 
the type of service to be rendered, the average length of 
conversation, and the distribution of the traffic through 
the hours of the day, must receive careful consideration. 


A record is usually taken over a period of 20 business 
days during the month, in which the distribution of the 


traffic is representative of the conditions for which the . 


plant is to be engineered. When encountering con- 
ditions that are not similar throughout the territory, 
this record is adjusted for the different seasonal con- 
ditions. As circuit groups do not experience their 
greatest traffic in the same month or maintain the same 
trend throughout the year, supplemental checks of the 
traffic volumes are made. Ordinarily additional cir- 
cuits are provided less liberally for groups showing a 
traffic peak of relatively short duration than for groups 
carrying heavy traffic over periods of two or three 
months. These checks are also studied for the purpose 
of determining the possibility of overflowing traffic 
to groups having margins and of rearranging the circuit 
layout either temporarily or permanently to meet 
fluctuations. ~ 

These detailed studies of circuits and load character- 
istics have been used extensively in the past in determin- 
ing the immediate and early necessity for circuit re- 
arrangements and additions to individual groups. 
Today it is necessary to use them as a guide in the pro- 
jection of future requirements over long periods of 
years. This is due to the changing design of long dis- 
tance telephone plant and is made necessary by the 
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installation of a large portion of the circuit facilities on 
a somewhat different basis than in former years. 

Until a comparatively few years ago, practically all 
long toll circuits were of open wire construction; that is, 
individual wires separately attached to crossarms on the 
poles. These have been installed as required and were a 
natural development due to the small number of 
circuits required to handle early day long distance 
demands. The wires have very generally comprised 
two sizes, namely, No. 8 Birmingham wire gage, 
(165 mil.), weighing 485 Ib. per mi., and No. 12 New 
British standard gage, (104 mil.), weighing 173 lb. 
per mi. These two types of uninsulated wire have 
admirably lent themselves to the many changes and 
improvements in the communication art. For many 
years the limits for the highest grade service with these 
conductors were approximately 400 and 200 mi., re- 
spectively. The development of associated equipment, 
however, has so increased the distance over which service 
may be rendered with these sizes of wire, that today 
finds them in general use over distances of thousands of 
miles. 

The introduction of the inductance or loading coil on 
open wire circuits, many years ago, so reduced the 
attenuation loss of open wire circuits that satisfactory 
voice communication was greatly extended in range. 
Distance of transmission on open wire circuits was 
later further increased by the installation of the 
mechanical repeater into the circuit to be used in con- 
junction with the loading coil. Experience, however, 
soon indicated that improvement must be made in the 
uniformity of the amplification given by the repeaters 
in order to raise the intelligibility of the voice trans- 
mission to a higher standard. This led to the use of 
the vacuum tube repeater which economically and 
satisfactorily eliminated the limitations of the mechani- 
cal type repeater. As a result, the vacuum tube 
repeater soon replaced the mechanical type and is today 
exclusively used in voice amplification. 

Improvements and modifications in the design of the 
repeater and reduction in its cost of manufacture have 
made it desirable and economical to use it more fre- 
quently on long-distance lines in lieu of the loading coil. 
At present, therefore, we find the use of the loading coil 
on open wire lines very generally restricted. In its 
place is found the vacuum tube repeater, with service 
range increased and quality of transmission improved. 

The non-loaded No. 165 and 104-mil open wire circuit 
have also permitted the development and use of the 
higher frequency ranges in voice communication. 
Without distortion or sacrifice to the quality of the 
service, frequencies ranging up to 30,000 can be used on 
non-loaded repeatered open wire lines. The applica- 
tion of these higher frequency ranges to what are termed 
“carrier current systems,” in voice communication, 
has extended the field of use of the open wire circuit 
many fold. In brief explanation of this statement, a 
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typical open wire line, carrying four fully equipped ten 
pin crossarms, is capable of providing the following 
voice channels. Four crossarms supporting 40 wires 
of the standard configuration of 12-in. horizontal and 
24-in. vertical separation, when properly transposed, 
produce 20 physical and 10 phantom circuits or a total 
of 30 voice-frequency talking circuits. By the proper 
coordinating or additional transposing of 8 of the wires 
on the top crossarm four carrier current systems can 
_ be superposed on the 8 wires. As each system is 
capable of producing 3 speech channels a total of 12 
additional circuits is thus provided. Without any 
loss in the number of voice frequency circuits on the 
lead four similar carrier systems with like circuit possi- 
bilities can be superposed on eight wires of the third 
crossarm. This complete arrangement therefore in- 
creases the speech channels on a 40-wire line from 30 to 
54 circuits or nearly one hundred per cent. 

Carrier current: telegraph systems of ten channels 
each can also be similarly superposed on the open wire 
circuits, thus in another manner greatly extending the 
use of open wire for communication service. At the 
present time it does not appear economical, due to the 
excessive expense of balancing the open wire for purpose 
of eliminating interference or ‘‘cross-talk’”’ to superpose 
telephone carrier current systems of the three channel 
type on adjacent crossarms. 

These three-channel carrier systems require highly 
expensive terminal equipment and well insulated and 
evenly balanced open wire lines. The economy of their 
installation generally speaking is confined to lines of 
150 mi. and over in length. Often however, major 
reconstruction work on a pole line that would be 
required by additional open wire placements can be 
advantageously deferred by the judicious use of the 
carrier systems. Recent developments in _high-fre- 
quency systems have resulted in a new system of one 
channel. This type is proving economical for super- 
posing on open wire lines of approximately 50 mi. in 
length. 

The rapidly increasing: demands for toll service several 
years ago indicated many difficulties in providing for 
future long distance communication service on a wholly 
open wire basis. The number of open wires that can be 
placed upon a pole line is limited. The number of 
pole lines that can be .constructed along highway 
routes is restricted and the costs of purchasing private 
rights-of-way for open wire lines is becoming excessive. 
These conditions prompted the development of some 
other practicable method of providing for the increasing 
number of toll circuits. 

To meet this situation, effort was made to provide 
means which would permit of satisfactory conversation 
over long lengths of cable. In other words it appeared 
desirable to provide along one path a greater number of 
circuits of a type that require less space and structural 
support: In this endeavor highly successful results 
have been attained. Satisfactory conversation can 
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now be given over an extended network of cable plant. 
Repeater operation appears to have solved the problem 
of distance and in so doing has made possible reductions 
in the use of copper to approximately 10 per cent of the 
amount used in open wire circuits of equal length. 
For example instead of the No. 8-gage open wire weigh- 
ing 870 lb. per circuit mi. and the No. 12-gage weigh- 
ing 344 lb. per circuit mi., the conductors, which are 
extensively used today in cable design weigh but 80 
and 40 lb. per circuit mi. In the cable type of con- 
struction from 100 to 300 voice frequency circuits are 
provided in a cross sectional area of less than 6 sq. in. 
To accomplish this, relatively small gage wire must be 
used and some dielectric other than air must be provided 
for maintaining separation of the wires. 

Two types of cable conductors present an economic 
balance at this time for general use. These comprise 16- 
gage wire, weighing about 40 lb. per mi. and 19- 
gage wire, weighing about 20 lb. per mi. These 
wires are each individually insulated by means of a 
spiral wrapping of paper ribbon of approximately 0.004 
in. thickness and 0.625 in. in width. The wires are 
twisted into pairs, the pairs laid up into groups of 4 
wires, termed “‘quads’’ and the “quads” stranded to- 
gether and enclosed in a lead-antimony sheath of 
approximately 1 in. in thickness. In a large portion 
of toll cable installations it is found economical to 
provide a complement of both sizes of conductors in an 
individual cable sheath. This feature can be deter- 
mined only after an extensive and detailed study of the 
use to which the individual circuits are to be placed. 
In a majority of instances comparisons. must be made 
as to the economies of a larger gage with those of a 
smaller gage provided with a greater number of tele- 
phone repeaters, it being possible to obtain the same 
grade of circuits having given characteristics, by either 
size of conductor equipped with a different number of 
repeaters. 

It is conceivable, although obviously impracticable, 
to design all circuit groups on a toll lead as individual 
units. Practical operation requires the centralizing 
of loading coils and repeaters at a minimum of locations. 
In the average cable installation loading coils are placed 
at regular intervals of approximately 6000 ft. and re- 
peaters at approximately 50 mi. intervals. In locating 
these latter, consideration must be given to housing 
facilities as from one hundred to several hundred 
repeaters are usually installed at a given location. 
They must also be located in close proximity to the 
location dictated by electrical requirements. 

Toll cable construction presents many advantages 
over open wire plant. It provides at one time an 
equivalent number of circuits that are offered by seven 
or eight open wire lines. The ever annoying foliage 
interference occasioned on open wire circuits passing 
through wooded sections is largely eliminated by cable 
construction. Of major importance also is the relief 
afforded from service interruption occasioned by sleet 
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and wind storms and the resultant costs of the restora- 
tion of service. 

Thorough studies of the economic design of toll cables 
are important before proceeding with an installation. 
Due to the many circuits provided at one time and the 
relative high cost of cable construction it is necessary 
in economic planning to design a cable to serve for an 
extended period of years into the future. This requires 
not only an intimate knowledge of the present use to 
which an individual cable is to be placed but also a well 
coordinated plan of its fitness to form an important unit 
in an ultimate cable network. 

In long-distance wire communication, therefore, 
consideration is given in advance planning to the pro- 
vision of three types of service facilities. Between the 
scattered and sparsely settled areas, the open wire 
circuit is at first provided. As demands for more service 
are encountered additional facilities are provided by 
means of more open wire or the superposing on existing 
wire of carrier current systems. Between the well 
developed and fast growing areas, however, where an 
extensive network of circuits is already in service the 
matter of planning for future additions is a decidedly 
different problem. Here is encountered the solving 
of many problems relative to the continuance of open 
wire construction versus toll cable installation. 

Questions of route, both as to desirability and 
permanency of location are of major importance in 
designing additions and changes in the character of 
construction. In the early days of the telephone 
business this was not a matter of great concern. With 
electrical development in the power and communication 
fields and the gradual extension of both services, the 
problem of the coordination of the network of wires 
makes necessary an intimate study of the induced 
disturbances that may result when wires of either service 
are located in close proximity to wires rendering another 
type of service. 

Many fundamental differences exist between power 
and telephone transmission systems. The former 
transmits large amounts of power usually at relatively 
low frequencies while the latter transmits speech waves 
through the use of a very small amount of electrical 
energy at a comparatively high frequency. Even with 
the use of relatively small amounts of electrical energy 
in wire communication, the economy of placing circuits 
close together and of superposing several channels of 
communication on each pair of wires, justifies and re- 
quires an elaborate scheme of coordination between 
the telephone wires themselves to eliminate mutual 
interference between channels. These requirements 
are closely related to those for prevention of interference 
from external sources. Induced disturbances from 
electrical circuits rendering other services, when in 
close proximity to communication channels, may 
seriously interfere with satisfactory voice transmission 
and cause interruptions to service, damage to plant, and 
hazard to personnel. 


This subject of interference from other sources has 
been extensively discussed on previous occasions. 
Reference is made to it in passing for the purpose of 
indicating the continued importance of coordination 
work by those concerned in the advance planning of 
telephone and power long distance service. If the 
more general use of toll cable construction should elim- 
inate the inductive coordination problem of today it 
would indeed be fortunate. Such attainment however, 
cannot be anticipated. Freedom through separation 
from other electrical circuits and the cooperation in 
the application of remedial measures by all wire using 
companies must continue to be effected in the planning, 
maintenance, and operating practises of the different 
electrical systems. In the advancement of such co- | 
operative effort notable contributions have been made 
by the interutility joint committees, such as the General 
Joint Committee of the National Electric Light Asso- 
ciation and the Bell Telephone System. 

Other problems, not of an electrical nature, are con- 
cerned with the construction details of both open wire 
and toll cable installations. Pole structures must be 
designed to withstand not only the dead weight of the 
anticipated attachments but the storm stresses that 
may occasionally be experienced. These of course 
vary in different locations and are an individual field 
of study and research. Studies of this nature are not 
confined in particular to the telephone business but 
they are an important element in the work of rendering 
proper service. Sub-surface structures, such as con- 
duits and splicing vaults form a large item of investment 
in all telephone companies plant. This type of con- 
struction is rapidly being extended, particularly in 
connection with extensive toll cable conditions. Under- 
ground conduits, into which cables may be drawn, offer 
reasonable permanency of location and freedom from 
fire destruction and the devastating effects of climatic 
disturbances. In order to obtain economies in under- 
ground construction however, it is necessary to provide 
for many years into the future; therefore well established 
fundamentals must underlie-any major conduit in- 
stallation. In this connection it differs from the other 
branches of advance planning work only in that it 
usually concerns the provision of a type of plant for 
greater periods into the future. 

The results obtained by making the studies which 
have been very briefly discussed indicate the anticipated 
relative economies of the future plant structure under 
assumed conditions. It is necessary however, before 
undertaking any major plant work, particularly if large 
expenditures are involved, to formulate a well balanced 
and orderly construction program. This is a very 
essential part of advance planning. Materials and 
labor must be available at widely separate locations 
and at prearranged periods and all unfavorable reactions 
to the service while carrying on the construction pro- 
gram must be avoided. For purpose of indicating the 
scope of these planning activities and their results the 
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following brief review is given of a portion of the Pacific 
Telephone and Telegraph Company’s present toll plant 
structure and current extension program. 

In the Northern California area of the Pacific Com- 
pany’s territory, comprising a majority of the communi- 
ties in the State of California situated north of the 
Tehachapi Mountains, there are some 380 separate 
company operated exchanges. These vary in size from 
the small hamlet of a few inhabitants to the large cities 
of several hundred thousand population. Intercon- 
necting and serving these localities with long distance 
telephone service are 178 main or toll center groups of 
circuits and 424 so called tributary circuit groups. 
At the present time most of these are in open wire 
construction. In planning for the future, quite nat- 
urally the major problems center around the larger 
and more rapidly growing groups. Correct solution of 
the future service on these groups however, cannot be 
obtained without thorough consideration being given 
to the tributary groups. This is being carried on by 
members of the Pacific Company’s staff. Many 
circuit miles of open wire construction is included in 
the future program. Extensive carrier current systems 
are contemplated and approximately 1000 mi. of toll 
cable installation is being designed for the provision of 
service over the next 10 year period. 

- Within the past 12 months a 90-mi. section of this 
cable network has been completed between the San 
Francisco Bay area and Sacramento, California. The 
cable was designed to provide 295 voice communication 
channels for rendering service to Sacramento and points 
north and east. Liberal provision was also made for 
service to intermediate points. The cable is of 19 and 
16 gage design, is equipped with loading coils at 
intervals of 6000 ft. and is provided with repeater service 
at the town of Crockett, located 30 mi. northeast of 
San Francisco. The repeater station is equipped at 
the present time with 100 repeaters and is designed to 
house approximately 200 additional repeaters over the 
next few years. This toll cable has been designed for 
extension northward and eastward at a future date, 
at which time it will form an intimate unit of a cable 
network extending very generally throughout the State 
of California. 

In the 1000 mi. of toll cable network included in the 
present program, studies indicate the desirability of 
proceeding with the installation of approximately 
100-mi. of cable per annum. A large part of this will 
be along existing open wire routes, although con- 
siderable relocating will be required and many under- 
ground sections will be constructed. 

In the San Francisco Bay area there exists today an 
extensive toll cable network. This provides cable 
circuits to and between surrounding communities and 
toll entering facilities for the long distance open wire 
circuits radiating from the San Francisco Exchange. 
The continued maintenance and future planning of a 
large portion of this network presents an additional 
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and independent problem, not previously referred to 
and not very extensively encountered in other localities. 
This has to do with the planning of a large amount of 
submarine cable plant. 

San Francisco Bay is an extensive body of water, both 
in area and depth. To cross it at strategic points with 
communication service and place the necessary plant 
structures in reasonable permanent locations, requires 
the use of submarine cables of closed sheath lengths of 
from 10,000 to 13,000 ft. These cables must be main- 
tained at depths ranging to 200 ft. In the crossing of 
the Bay from San Francisco to the East Bay communi- 
ties, a water distance of approximately 4 mi., two 10,000 
ft. sections are required to form an individual cable. 
The presence of Yerba Buena Island about mid-distant 
makes it possible to so sectionalize the cables into 
two units. This is a fortunate circumstance as ad- 
vantage can be taken at the shore of the island to install 
cable loading coils. 

In the short haul circuit groups rendering transbay 
service between the Bay area communities there are in 
use at the present time approximately 1400 circuits. 
Some conception of the magnitude of this number of 
voice frequency circuits may be obtained by realizing 
their equivalent number expressed in open wire. Were 
it possible to render this transbay service with standard 
open wire construction there would be required 24 
individual pole lines each supporting 8 crossarms of 
10 wires each. 

Until a comparatively short time ago all circuits en- 
tering and leaving San Francisco, with the exception of 
one very short circuit required in their path the use of 
submarine cable. This was a very undesirable situa- 
tion due to the ever present hazards to that type of 
plant and the serious service interruptions that usually 
accompany a submarine cable failure. Recent local 
developments and major toll underground cable exten- 
sions, have made possible a partial change in this 
regard, although it will continue to be necessary 
in providing future additional service to install and 
maintain a large amount of submarine plant and 
equipment. 

In the advance planning of these submarine facilities 
attention is given to the judicious safeguarding of the 
plant and to the adoption of such operating methods 
and arrangement of circuits that will require a minimum 
number of submarine cables. As the volume of service 
over individual circuit groups and plant conditions 
permit, circuits previously interconnected at or switched 
through San Francisco, are otherwise routed. While 
the development of economies that may be antici- 
pated from a change in circuit routings is an important 
part in the advance planning of other parts of a 
telephone plant, as previously referred to in the 
fundamental plan activities, it is of major importance 
in the planning of toll circuits across San Francisco 
Bay. 

Many other and equally important features of 
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telephone long distance advance planning could be set 
forth in this discussion. Those of an electrical and 
mechanical character have been often presented in 
various forms and thereforehavebeen omitted. This has 
been donewith no intent to stress the importance of any 
part of the activities concerned with the advance planning 
of long distance service but more in an endeavor to set 
forth briefly certain fundamentals of the work that are 
not generally realized by those not connected with 
telephone work. While classed a branch of the electri- 
cal profession, telephone planning and operation com- 
prehend important elements not at all electrical in their 
character. Electrical phenomena and their adaptation 
to the art of communication are essential features, but 
of equal importance is the solution of problems unre- 


lated to the electrical science. Successful management 
of a telephone company as a result of these circum- 
stances, depends in part upon the study and appli- 
cation of electrical accomplishment, in part upon 
the analysis and forecast of economic conditions 
prevailing and anticipated in the area _ being 
served with communication service, and in part 
upon the solution of mechanical problems relating 
to the construction and maintenance of a plant 
structure, the whole combined to render an economic 
service and produce a fair return on the invest- 
ment. 


Discussion 
For discussion of this paper see page 20. 


; ‘TandemSystem of Handling Short-Haul Toll Calls 
; In and About Los Angeles 
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INTRODUCTION 


N telephone practise there are, broadly considered, 
two distinct methods of completing telephone calls 
between central offices, one by means of direct 

trunking and the other by means of tandem trunking. 
The fundamental difference between these two methods 
may be best obtained by referring to Fig. 1. It will be 
noted that direct trunking, as the name implies, re- 
quires a separate group of trunks from any one office to 
every other office, whereas tandem trunking provides 
for a single group of trunks from each office to a central- 
ized point, known as the tandem center or office, at 
which are means for switching together any desired 
combination of trunks. Under the direct trunking 
plan, 30 groups of trunks are required to interconnect 
completely the six offices illustrated, while under the 
tandem trunking arrangement only six groups are 
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positions tributary to the tandem office, was recently 
installed at Los Angeles to handle the short-haul toll 
traffic within a radius of approximately 40 mi. This 
system is known as a dial tandem system. 

It is the purpose of this paper to describe the Los 
Angeles dial tandem system. A brief description is 
first given of the telephone area of southern California 
and of the various methods which existed for completing 
short-haul toll calls, and is followed by a discussion of 
some of the considerations which led to the adoption 
of the particular type of tandem system in question. 
A detailed description is then given of the equipment 
employed at the tandem center and at the outlying 
points, together with a method of operation. 

It should not be inferred that a system similar to the 
one installed in Los Angeles should necessarily be 
regarded as suitable for other large cities, as there were 
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necessary. The tandem trunking plan has the ad- 
vantage that the trunk groups are comparatively large 
and therefore can be used more efficiently. It is 
obvious that the advantages of tandem trunking become 
very marked as the number of offices to be intercon- 
nected increases. 

A great many tandem systems are in operation today 
where the switching at the tandem office is done manu- 
ally. There are a few installations where a moderate 
amount of tandem switching is done automatically. 
The first tandem trunking system to employ, on a 
large'scale, apparatus for switching which is under the 
control of dials located at the various operators’ 
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certain conditions in this area, described later on, which 
made this type of installation particularly desirable. 


THE HANDLING OF SHORT-HAUL TOLL TRAFFIC IN THE 
AREA OF SOUTHERN CALIFORNIA PRIOR TO THE 
INSTALLATION OF THE DIAL TANDEM SYSTEM 


The portion of the area in southern California in 
which short-haul toll calls are handled is approximately 
300 mi. in length, along the Pacific Coast, varying in 
width from 5 to 100 mi., limited by ocean, mountain- 
ous contour and desert stretches, extending from the 
northern Santa Barbara County line to the southern 
international boundary. This area of approximately 
24,000 sq. mi. is shown in Fig. 2 and consists of all or 
parts of the following California counties: 


Santa Barbara San Diego 
Ventura San Bernardino 
Los Angeles Riverside 
Orange Imperial 
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These eight counties increased in population from 
1,347,000 in 1920 to 2,412,000 in 1927, while the city of 
Los Angeles, alone, nearly doubled its population in 
the same seven years, from 612,000 in 1920 to 
1,210,000 in 1927. . 

There are 145 telephone exchanges in the area varying 
in size from less than 10 to more than 325,000 stations. 
The type of local equipment and number of offices in 
these exchanges are: 

42 Magneto manual offices 

20 Small common battery offices 

68 Large common battery offices 

57 Dial system (step-by-step) offices 

9 Semi-automatic offices (machine switching equip- 
ment controlled manually by means of 
operators). 

In addition to, and separate from, the local, there are 
one or more toll boards located at the following places: 


Alhambra Long Beach San Diego 
Anaheim Los Angeles San Pedro 
Corona Pomona Santa Ana 
Covina Oxnard Santa Barbara 
Downey Redlands Santa Monica 
El Centro Redondo . Ventura 
Fullerton Riverside Whittier 


San Bernardino 
Notable outposts in our national telephone system, to 
which local toll calls to and from this area are completed, 
are Avalon, Catalina Island; Tia Juana, Mexico; and 
Mexicali, Mexico. 

There is in the area, terminating at manual toll 
positions and at dial tandem equipment, a total of 
3148 toll lines and 3294 trunks representing 52,866 
circuit mi. of cable, 27,950 circuit mi. of open wire, 
and 1683 circuit mi. of telephone carrier. There are 
two toll offices in Los Angeles, one consisting of 222 
positions, handling both short-haul toll and long dis- 
tance calls, and a smaller office consisting of 96 posi- 
tions, handling short-haul toll calls, exclusively. 

Previous to 1919, short-haul toll calls in southern 
California were handled via toll switchboards with the 
exception of those between Los Angeles, Glendale, and 
Pasadena. The latter calls were handled either by 
direct trunks or by tandem trunks. Following this, 
some dial equipment was made available in Los Angeles, 
Santa Monica, and Long Beach, which permitted direct 
calling from the Santa Monica and Long Beach toll 
boards to Los Angeles dial stations. Certain Los 
Angeles toll board positions were also arranged for 
direct calling of all Santa Monica stations. In 1924, 
three Los Angeles toll board positions were arranged for 
straightforward tandem trunking for handling a portion 
of the short-haul toll calls from Los Angeles to Alham- 
bra, Inglewood, Long Beach, Montebello, San Pedro, 
and Wilmington. In the same year it was necessary 
to make rather extensive provision of toll switchboard 
equipment to take care of the large amount of tributary 
toll traffic recorded in Los Angeles from Alhambra, 
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Arcadia, Burbank, Compton, Covina, Cresenta, — 
Downey, El Monte, El Segundo, Gardena, Hawthorne, 
Hynes, Inglewood, Lankershim, Monrovia, Montebello, 
Owensmouth, Redondo, San Fernando, Sierra Madre, 
Sunland, and Torrance. 

It is apparent from the foregoing that a considerable 
number of channels existed for the handling and the 
completion of short-haul calls summarized as follows: 

1. Calls recorded at toll boards via: 

a. Toll board and ringdown toll lines, 

b. Toll board and _ limited toll line dialing 
arrangements, 

ec. Tributary recording board and toll lines. 

2. Calls recorded at local boards: 

a. Direct trunks, 

b. Local tandem trunks, 

e. Straightforward tandem trunks and toll 
lines. 

1. Calls Recorded at Toll Board. 

a. Toll Board and Ringdown Toll Lines. 

On originating person-to-person calls the subscriber’s 
line was connected by the local operator first answering 
to a trunk terminating in the toll offices at segregated 
positions for recording the subscriber’s call. The toll 
ticket prepared there, was passed to a line position 
arranged for completing toll calls to outlying exchanges. 
The line operator then connected the calling subscriber 
over a special trunk known as a toll switching trunk to 
the called party over the ringdown toll line terminating 
at an inward position at the distant exchange. Number 
service calls made use of similar equipment, except that 
the recording trunk terminated in the toll office ata 
particular: position arranged for both recording and 
completing. The toll line on inward calls, whether 
person-to-person or station-to-station, was connected 
by the inward toll operator directly to the subscriber’s. 
multiple or over a toll switching trunk, to the called 
station. 

b. Toll Boardand Limited Toll Line Dialing Arrange- 
ments. 

Toll calls completed by the limited dialing ar- 
rangements were identically handled, and required 
equipment similar to that described in the preceding 
paragraph, except that the toll line dialing equipment 
permitted the operator at the originating end to dial 
and obtain the called station at the distant end without 
passing through the inward toll board. 

ce. Tributary Recording Board and Toll Lines. 

The toll calls from nearby outlying points that were 
handled at tributary recording boards, terminated on toll 
line equipment at the toll center on positions arranged 
for recording and completing. The toll line was there 
connected over a toll switching trunk to the called 
station, or if the call was to another exchange the line 
was connected to another toll line terminating at an 
inward position at the distant exchange. 

2. Calls Recorded at Local Boards. 

a. Direct Trunks. 
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Onan originating call completed over direct trunks, 
the subscriber’s line was connected by the local opera- 
tor first answering to interoffice trunk equipment 
terminating at a ‘‘B” position at the called office, and 
there was connected directly to the multiple of the 
called station. 

b. Local Tandem Trunks. 

On a call completed via the local tandem board 
the subscriber’s line was connected by the local 
operator to trunk equipment terminating in the 
tandem office. This tandem trunk was then con- 
nected to interoffice. trunk equipment terminating 
at a “B” position at the called office, and there 
was connected directly to the multiple of the 
called station. If the called station was in a dial 
office, the calling subscriber’s line was connected by the 
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local.operator to dial trunk equipment terminating on 
incoming selectors in a dial office in the called exchange 
and there through the local trunk to the particular dial 
office. 

ce. Straightforward Tandem Trunks and Toll Lines. 

In the straightforward trunking the information 
necessary for completing the call is passed to the distant 
operator over the same conductors used for establishing 
the connection. On an originating call completed via 
the straightforward tandem trunk board the sub- 
scriber’s line was connected by the local operator to the 
straightforward trunk equipment terminating at a 
position in the Los Angeles toll office. This trunk was 
then connected to a ringdown toll line terminating at an 
inward toll position at the called office, and there was 
connected to the called station. 
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CONSIDERATION WHICH LED TO THE INSTALLATION OF 
THE DIAL TANDEM SYSTEM 


The abnormal demands for telephone service between 
cities and communities have more than kept pace with 
the growth in population. The facilities at times have 
been taxed to the limit and a few years ago it became 
evident that new methods of handling the short-haul 
toll traffic must be devised. The toll board method is 
adequate for long distance toll traffic, butfa faster 
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method was required for moving the unprecedented 
increase in short-haul traffic. 

The requirements for a more rapid and adequate 
method for handling the short-haul toll traffic have 
caused the telephone company to focus its efforts on 
furnishing short-haul toll service comparable to local 
service, and in 1923 a study was made of the application 
of tandem systems for handling the station-to-station 
traffic around Los Angeles. Step-by-step tandem and 
straightforward manual tandem systems were studied, 
both proving to be more economical and faster than the 
toll board method, the former being more economical 
than the latter. Decision to proceed with the Los 
Angeles tandem system project was made as soon as the 
results of the study were determined; and the engineer- 
ing work for specific installations was _ started 
immediately. 

In 1924, switchboard position equipment was placed 
in service in various Los Angeles central offices to care 
for the necessary manual services for dial stations which 
provided a practical means for handling short-haul toll 
calls originating from dial stations. In the same year 
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equipment was installed in all manual offices in order 
that dial stations could complete calls to manual stations 
in the same manner as calls to dial stations. This 
equipment is known as call indicator equipment and 
employs decimal switches and a bank of numbered 
lamps to record and display before an operator the 
number of the desired station. The operating features 
that these manual service positions and call indicator 
equipment provided, materially aided in reaching the 
decision to adopt the dial tandem system. 

The Los Angeles dial tandem system was gradually 
placed in service, starting March 30, 1926. It is 
designed to handle all of the short-haul toll traffic in- 
cluded within a maximum radius of approximately 40 
mi. from the tandem center as indicated in Fig. 38, 
except that which transmission and other considerations 
have prevented. 

It was initially arranged to handle all the number 
service traffic between metropolitan area exchanges, 
Culver City, Los Angeles, Pasadena, Glendale, and the 
following outlying exchanges: 


Alhambra Fullerton San Fernando 
Anaheim Gardena San Pedro 
Arcadia Hawthorne Santa Ana 
Burbank | Inglewood Santa Monica 
Compton Lankershim Sierra Madre 
Covina Long Beach Sunland 
Crescenta Monrovia Torrance 
Downey Montebello Van Nuys 

El Monte Pomona Whittier 

El Segundo Redondo Wilmington 


The sizes of these areas in stations at the first of each 
year from 1925 to 1929, actual and estimated, are as 
follows: 


Actual 


Estimated 


1928 1929 


1925 


Area Stations 
Metropolitan area: 
Four Exchanges............ 293,577 |318,440 |352,634 |388,235 |419,585 
Outlying Area: 
Pacific Co. Exchanges...... 23,803 | 27,435] 31,646| 37,645] 42,620 
Connecting Co. Exchanges..| 51,206] 55,315] 62,646| 70,635] 79,120 
POUR); iach tn einateus seis. aye Witenes 368,586 |401,190 |446,926 1496,515 '541,325 


Fig. 4 indicates the routes and miles of cable and 
open-wire circuits between exchanges. 

In June, 1927, the system was expanded to handle 
number service between exchanges within the metro- 
politan area, and in addition, to handle about 95 per 
cent of the number service between exchanges in the 
outlying area. 

Under present conditions, the longest through con- 
nection practicable to establish over the tandem sys- 
tem is 55.7 mi. from office to office. 


DESCRIPTION OF THE TANDEM SYSTEM 


In general, the tandem system provides for a number 
of tandem trunks from the various offices in the tandem 
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area terminating on first selectors of the step-by-step 
type located at the tandem center. Each level of the 
first selectors is wired to a group of second selectors on 
which are terminated completing trunks to the various 
offices served by the system. It will be noted that the 
use of first and second selectors will theoretically permit 
of reaching 100 different points, although practically 
this is somewhat limited because the first and zero 
levels of the first selectors are reserved for testing and 
special calls. As the system grows, third selectors can 
be introduced which will provide sufficient codes to care 
for the ultimate requirements. Two groups of first 
and second selectors are provided, one to handle calls 
from the outlying points to subscribers in Los Angeles, 
the other for calls from Los Angeles to subscribers in the 
outlying offices. 

A subscriber in an outlying office desiring a Los 
Angeles number, see Fig. 5, will pass to his local lop- 
erator the desired number as listed in the Los Angeles 
city directory. The local operator will then select an 
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idle trunk to the tandem center and dial the number. 
If the call is to a dial system office, the first and second 
selectors at the tandem point will respond to the first 
two digits pulled by the operator to select the desired 
office.' The remaining four or five digits, as the case 
may be, will be repeated on through the selectors and 
connectors at the terminating office to reach the proper 
called subscriber’s line. If the called station is busy, 
a busy signal will be given to the originating operator. 
If the station is idle, the subscriber’s bell will be rung 
automatically and upon the answer of the called party 
the supervisory cord lamp at the originating position 
will be extinguished as an indication to her that the 
called station has answered. The operation of the 
supervisory lamp by the called subscriber’s switch 
hook provides the originating operator with complete 
supervision and a visual means for timing the call. 
After the completion of conversation, the calling and 
called parties will restore the receivers to the hooks, 
thereby causing the supervisory lamps on both cords to 
be lighted. The originating operator will then com- 
plete the timing, remove the answering cord from the 
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subscriber’s jack and the calling cord from the trunk 
to the tandem system which will cause the automatic 
release of all switches involved in setting up the con- 
nection. If the call is to a manual office, see Fig. 5, the 
connection will be established in exactly the same way 
except that the desired number will be displayed on one 
of the call indicator positions in the terminating manual 
office. The call indicator operator will complete the 
call in the same manner as she would a local call. The 
supervision obtained by the originating operator is the 
same as that described above for a call to a dial system 
subscriber. On calls from a manual office in Los 
Angeles to one of the outlying points, the functions 
performed by the subscriber and the local operator will 
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Fig. 6 


be generally the-same as that described above. On 
calls from a Los Angeles dial system office to 
an outlying office, the subscriber will first dial zero to 
reach his local operator after which the call will proceed 
in the same manner as described above for a call 
originating in a manual office. . If the outlying point is 
a dial system office, the call will be completed in the 
same manner as described for a call from an outlying 
office to a dial system office in Los Angeles. If the call 
is for a manual outlying office, however, it will be 
completed by a straightforward operation; that is, 
the operator in Los Angeles will first dial the proper 
code to select a trunk to the desired outlying office. 
As soon as the trunk is seized, a signal will be displayed 
on the trunk before an incoming position. The in- 
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coming operator at the outlying office, upon answering 
the call, will automatically place a momentary tone on 
the connection which will indicate to the first operator 
that the incoming operator is ready to receive the 
desired number. The incoming operator, upon re- 
ceiving the number, will complete the call to the desired 


subscriber by selecting the proper line jack in the 
manual switchboard multiple. As in the description 
of previous calls, the local operator in this case will 
also have complete supervision over both the calling 
and called subscribers. 

The equipment required at an outlying office to 


14 


provide the above described, operating features consists 
in providing a sufficient number of tandem and com- 
pleting trunks with their associated terminal equipment 
to handle the peak load of the traffic. The operator’s 
cord circuits are modified so that her position dial can 
be associated with any cord; or in cases where the 
volume of traffic is relatively small, a cheaper arrange- 
ment, consisting of the provision of a dial cord, would 
be installed. It would be well to mention here that no 
equipment of this nature was required for the Los 
Angeles manual offices. These switchboards had 
already been modified for dialing and for call indicator 
operation in order to provide a suitable method for 
completing calls to and from dial system offices in the 
local metropolitan exchange area. If these modifica- 
tions had not been made, the economies of the machine 
switching in preference to manual straightforward 
tandem operation might be questionable. Figs. 6 
and 7 show the local operator’s switchboard equipment 
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at the tandem office and 4000 selectors are required to 
do the switching. 

The group of switches designated short-haul system 
performs the same functions as the group designated 
long-haul system except that it provides for the comple- 
tion of calls to and from certain of the neighboring 
points to Los Angeles. The purpose of providing the 
so-called short-haul group is to permit of the use of 
small gage conductors on trunks which carry a relatively 
high volume of traffic between Los Angeles and outlying 
offices within approximately a10-mi.radius. Asanillus- 
tration of the economy of this arrangement, it would be 
necessary, if all callsto Pasadena were completed through 
asingle group of tandem switches, to provide approxi- 
mately 150 16-gage conductors in order that calls from 
Santa Ana, for example, would receive satisfactory trans- 
mission, althoughsuch callsarerelatively few as compared 
with the total volume of traffic to Pasadena. By providing 
a separate group of selectors, known as the short-haul 
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and the tandem relay repeating equipment for seven 
outgoing and nine incoming phantomed trunks for the 
Hawthorne, California, office, which is typical of the 
outlying manual offices served by the tandem. 

Fig. 8 gives a general view of the tandem equipment 
at Los Angeles. The floor plan layout of the equipment 
is shown in Fig. 9. On the left-hand side are the 
first and second selectors, pulse repeaters, distributing 
frame and outgoing secondary switches for completing 
calls to and from the more distant points; on the right- 
hand side the first and second selectors and pulse 
repeaters for completing calls to and from the nearby 
points are served by the tandem system. The first 
group, as noted on the sketch, is designated for con- 
venience as the long-haul system and the second group 
as the short-haul system. These terms are merely 
equipment group designations and it should not be 
inferred that the two groups are provided for handling 
two types of traffic. A total of 2500 trunks terminates 


system, 20 conductors of 16 gage would be required 
on the long-haul system, whereas the remaining 130 
trunks to Pasadena from the selectors of the short-haul 
system are of 19 gage and entirely satisfactory for the 
transmission requirements of the calls which it handles. 
The annual charges on 16-gage conductors per mile are 
approximately two times those for 19 gage. 

A description of the selectors employed in the tandem 
system at Los Angeles is not required as they are of the 
well-known standard step-by-step type and are wired 
together in accordance with standard practises except 


_that a cross-connecting frame is provided between 


selectors in order that the system will lend itself readily 
to. expansion or other necessary rearrangement which 
may be brought about by future changes in traffic 
conditions. 

The power for operating the various selectors, pulse 
repeaters, and out-trunk secondary switches is obtained 
from the power plant of a standard step-by-step dial 
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system central office located in the same building as 
the tandem equipment. At a number of the outlying 
offices it was necessary to add cells to the battery in 
order to raise the voltage to 48, which is required for the 
proper operation of the circuits. 

The pulse repeaters which are used on both the in- 
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The associated composite and repeating coils are shown 
mounted directly above the repeater relay equipment. 
It is the usual practise in engineering toll telephone 
equipment to mount the composite and repeating coils 
together with their associated condensers on separate 
frames and wire this apparatus to test jacks on the toll 
testboard. Such an arrangement will provide a rapid 


_ means for replacing defective apparatus which may have 


rendered an expensive toll line inoperative. It was 
decided in the engineering of this installation to forego 
some of this flexibility since the toll lines involved did 
not exceed approximately 40 mi. It was, therefore, 
practical to associate the composite and repeating coils 
on the same frames as the relays, an arrangement which 
effects considerable economy in floor space, mounting 
racks, and cabling, and also facilitates maintenance. 
The results of the operation of the tandem system with 
respect to maintenance, apparently justify our engi- 
neering decision in this respect. 

In cases where large groups of trunks were required 
to handle traffic, such as between Long Beach and 
Los Angeles, considerable economy was effected by the 
use of outgoing trunk secondary switches. These 
switches perform the same function as the standard 
primary and secondary line switch arrangement em- 
ployed in step-by-step dial system offices, the theory of 
which has been described in previous papers. Of 
course, in the case of the tandem system the economies 
are somewhat more marked, due to the fact that the 
trunks involved are considerably more expensive than 
the trunks which are saved by the use of secondary line 
switches in local step-by-step office practises. 

Where phantom trunks are not used, the pulse re- 
peaters are the same as those employed between local 
Los Angeles offices. 

Referring now to the operating features of the princi- 
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coming and outgoing trunks from the tandem and out- 
lying offices to repeat dial impulses from one section 
of the circuit to another are new both with respect to 
circuits and to the association of various pieces of 
apparatus required in circuits. Fig. 10 shows the 
typical layout of a pulse repeater frame for phantom 
trunks. The relays of the pulse repeater are mounted 
on a removable base and covered as a protection 
against dust in the same manner as standard equipment. 


pal circuits involved in completing a call through the 
tandem system, see Fig. 11 which illustrates a typical 
circuit at an outlying manual office used in a call to a 
Los Angeles dial system subscriber. Particular at- 
tention will be given to a description of the novel 
dialing and signaling arrangement for phantom trunks 
and to the pulse correcting device of the incoming 
pulse repeater circuit. 

When a calling subscriber in an outlying office lifts 


16 WHEELOCK AND JACOBSEN: TANDEM TRUNKING SYSTEM 


his receiver to originate a call, a circuit is closed from 
battery through the line relay on the contacts of the 
station switchhook. The resultant operation of the 
line relay closes a circuit to light the line lamp appearing 
before the operator who answers the call by inserting 
a plug of an answering cord into the subscriber’s jack 
associated with the lighted line lamp. This closes a 
circuit by way of the sleeve of the answering cord to 
the cutoff relay in the line circuit, causing it to operate 
and disconnect the line relay from the subscriber’s 
line, opening the lamp circuit, and extinguishing the 
line lamp. Battery is fed from the cord circuit re- 
peating coil to the subscriber’s set to energize his 
transmitter, and the calling supervisory lamp is under 
the control of the station switchhook. 

The operator then obtains the desired number from 
the calling subscriber and if the number is in a local 
dia] system office in Los Angeles she will select an idle 
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trunk to the Los Angeles tandem office and insert therein 
the other end of thecord which she has used to answer the 
calling subscriber. Plugging into the outgoing trunk 
jack closes the circuit of the sleeve relay in the trunk 
to battery on the sleeve of the’ calling cord. The 
resultant operation of the sleeve relay, designated S L 
on the sketch, closes a circuit from ground through the 
winding of the S relay to battery on the ring conductor 
of the trunk. Relay S operates and locks on its own 
front contact, closing a circuit to operate the P relay and 
apply battery to the midpoint of the differential winding 
of the C X relay. Relay S also applies battery to the 
winding of the A relay which does not operate at this 
time. 

The operator in dialing pulls the dial off normal, 
closing its off-normal contacts and operating the dial 
relay to associate the dial with the calling cord. The 
operation of this relay disconnects the repeating coil 
from that end of the cord and connects ground through 
the pulsing contacts of the dial to the tip conductor and 
ground through the off-normal contacts to the ring 
conductor of the cord. This latter application provides 
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an operating ground for the A relay in the trunk, whose 
principal function is to connect the P relay to the tip 
conductor so as to prepare it to receive the pulses from 
the dial. The P relay repeats the pulses to a relay, . 
corresponding to the C X relay of the trunk, in the 
incoming repeater at the tandem center, at the same 
time not affecting the C X relay in the trunk, which is 
used to receive a signal upon the answer of the called 
party and so extinguish the lighted supervisory lamp in | 
the calling cord. 

This two-way signaling feature, 7. e., pulsing in one 
direction and supervising in the other, over a single wire, 
is accomplished by an application to telephone signaling 
circuits of the familiar duplex principle of telegraphy. 
This application makes possible the use of phantomed 
trunks from the outlying points to the tandem center 
with accompanying economies in outside plant. 

These trunks, as shown in Fig. 12, are provided with 
phantom coils and simplified composite sets, through 
which the four metallic leads of the phantom group are 
brought out to duplex relays. All of this apparatus is 
interposed on these trunks between the regular out- 
dialing trunks, already described, and the incoming 
pulse repeaters at the tandem center. — 


Referring to the diagram, the action of an out-trunk 
circuit when picked up by an operator is to furnish 
battery instead of ground to the lead designated S on 
the particular channel selected. The resultant battery 
flow passes to the midpoint of the differential winding 
of the duplex relay and there divides in equal parts, one 
part passing by way of one-half of the differential 
winding over the line to the distant relay at the tandem 
center and the other part passing through the other 
winding and through an artificial network of electrical 
characteristics similar to the line attached to the other 
winding. These two current flows, being equal in 
strength, produce equal magnetomotive forces opposite 
in direction which have no effect upon the relay. 
That part of the current, however, which has passed 
over the line flows through the two windings of the 
distant duplex relay to ground through its associated 
artificial line and through the two windings of the relay 
in an aiding direction, operating this relay to actuate 
the repeater circuit and so pick up an incoming selector. 
Pulses from the operator’s dial, therefore, will control 
this distant duplex relay, which in turn sets up the 
connection through the tandem system in the usual 
way. 

On the answer of the called party, the incoming pulse 
repeater furnishes battery instead of ground to the lead 
designated S, which flows in opposite directions through 
the duplex relay windings, one part through the 
artificial line and the other over the line, through the 
two windings of the duplex relay at the outlying point. 
The operation of this relay retires the operator’s 
supervisory lamp in the calling cord, indicating to her 
that the called party has answered. 
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At the completion of conversation, the hang-up of the 
called station causes the incoming selector to remove 
battery from the duplex circuit, releasing the C X 
relay which lights the supervisory lamp associated with 
the calling cord as a disconnect signal. The disconnect 
of the operator removes the battery from the lead S, 
thereby releasing the distant duplex relay, which in 
- turn releases the switch train. 

A similar operation takes place when the phantom chan- 
nel, designated “Trunk 2,” in Fig. 12, is selected by an 
operator. The signaling, however, is done over the 
second wire of the first metallic pair. For the other 
side circuit, designated “Trunk 3, ’’the signaling is done 
over one of the wires of the other metallic pair. This, 
it will be observed, utilizes but three wires of the four 
in the phantom group, allowing the use of the fourth to 
overcome any effect on the signaling relays which might 
be occasioned by current flow due to adverse ground 
potentials, This is accomplished by adding to each of 
the duplex relays a third winding, all connected in 
series by means of the fourth lead. Any ground 
potential difference between the two ends of the circuit 
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which might cause current to flow through thedifferen- 
tial windings of the duplex relays will be neutralized in 
effect by a similar current flowing through the com- 
pensating windings over the fourth wire. 

The incoming pulse repeaters into which the duplex- 
composite circuits work have embodied in them a 
means for correcting for the distortion of dial pulses 
due to line characteristics. The use of this feature in 
the incoming repeaters makes it feasible to provide 
reliable service over longer trunks than has heretofore 
been practicable and so embrace in the system as many 
towns within the wide range of the tandem area as 
are economically warranted. 

When the trunk is selected by an operator at an out- 
lying point, the C X relay of the incoming repeater at 
the tandem center shown in Fig. 13 is energized, as has 
been explained. This relay operates the A relay of the 
incoming repeater directly on its front contact, closing a 
circuit to operate a ‘‘slow operate” relay C and a 
“slow release” relay B in series. The latter relay 
closes a circuit to operate the K relay which locks, 
operated on its own front contact through a back 
contact of the J relay. The K relay also closes a circuit 
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to operate the H relay which opens the original operat- 
ing circuit of the K relay and closes on the contacts 
designated P, a bridge across the inside terminals of 
the repeating coil consisting of resistance F and relay E 
in series. 

Current from the first selector of the tandem train 
flows through this bridge operating the A relay of the 
first selector in the usual way. Relay E is not affected 
by this current flow since it is polarized to operate on a 
current in the reverse direction. 

At the first pulse from the operator’s dial at the 
outlying point, the circuit operating the C X relay is 
opened, causing the release of that relay. The A relay 
in turn is released, opening the circuit through the C 
and B relays. The former releases, and being slow to 
operate, remains released during the train of pulses 
following, while the latter, being slow to release, remains 
operated during this time. On its other back contact, 
the relay A grounds the condenser A through the resis- 
tance B. 

On the opening of the circuit at the first pulse, 
nothing occurs in the repeater to affect the condition 
of the associated first selector. On the closure of the 
circuit at the end of the first pulse, a pulse of measured 
length is sent to operate the first selector as follows: 

The operation of the C X relay closes the circuit to 
the A relay which connects the discharged condenser 
A to battery through the winding of relay J. On the 
short surge of charging current the relay J momentarily 
operates, opening the locking circuit of the K relay, 
causing it to release, and open the contacts designated P 
to start the first pulse to the selector. The release of 
the K relay also opens the circuit to the winding of the 
H relay which, when released, establishes the original 
operating circuit of the K relay, which operates to close 
the P contacts completing the pulse and to lock through 
the now restored back contact of the J relay. 

The length of the pulse to the first selector is deter- 
mined by the release and operate time of the H and K 
relays, respectively, thus correcting for any distortion 
of dial pulses due to line characteristic. 

Succeeding pulses of the first digit and following 
digits are repeated in like manner to the selectors of 
the tandem train of switches, and through an outgoing 
trunk repeater to the switch train of the local office, 
to select in the manner well known in step-by-step 
practise, the terminal of the called line. 

Upon the answer of the called subscriber, the battery 
flow from the tandem switch train to the incoming 
repeater is reversed, operating the polarized relay EF. 
The midpoint of the differential winding of the C X 
relay is thereby changed from ground to battery, 
causing, as previously outlined, the operation of the 
C X relay in the outgoing trunk at the outlying office 
and the subsequent extinguishing of the calling super- 
visory lamp. 

At the completion of conversation the current flow 
through the E relay again reverses, causing the release 
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of the relay and lighting of the distant supervisory lamp 
as a disconnect signal. The disconnection by the opera- 
tor releases the C X and A relays, opening the circuit to 
release the B and K relays. The opening of contact P 
of the K relay restores the switches of the tandem train. 

Where the trunks outgoing from the tandem office 
terminate in local manual offices equipped with call 
indicator completing positions, a pulse repeater is 
provided to repeat the decimal pulses directly to the 
call indicator display apparatus. This apparatus is 
substantially the same as that in use in panel dial system 
offices which has been described in early papers on the 
panel system?. 

Trunks outgoing to manual offices not equipped with 
call indicator are operated by what is known as the 
straightforward trunking method. This method em- 
braces most of the offices in the outlying towns which 
connect to the tandem system, and a simplified diagram 
of one of the types of trunk circuits is shown on Fig. 14. 

When the trunk is selected at the tandem point, the 
outgoing repeater sends battery over one of the wires 
of the phantom trunk group, in a manner similar to 
that already described for the outgoing trunks, to cause 
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the relay C X to operate, lighting the guard lamp 
through a chain of relays to appraise the operator of a 
waiting incoming call. The operator answers by 
operating the talking key on the completing trunk, 
bringing into play apparatus in her telephone circuit 
which sends a momentary tone to the calling operator, 
to advise her that the completing operator is ready to 
receive the call. She then plugs the completing cord 
into the multiple jack of the line desired. 

The sleeve circuits of the cord and line are closed, 
operating the cut-off relay in the line to remove the 
associated line relay and setting in operation the 
machine ringing apparatus in the cord. 

When the called subscriber answers, machine ringing 
is tripped and the circuit closed through to the repeating 
coil in the cord. Battery through the repeating coil 
flows over the line to energize the station transmitter 
and operates the series supervisory relay S. This relay 
in operating places battery on the midpoint of the 
differential winding of the C X relay, causing the C X 
relay in the outgoing repeater to operate, and by means 
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of a reversing relay, reverse the battery flow through the 
tandem switch train to the incoming repeater. As 
already described, this results in retiring the calling 
supervisory lamp at the originating office. 

At the completion of conversation the hang-up of ue 
calling party lights the calling supervisory lamp as a 
disconnect signal and the called party’s hang-up lights 
the other supervisory lamp. The disconnect of the 
originating operator releases the tandem switch train, 
in turn releasing the outgoing trunk and lighting the 
disconnect lamp through the back contact of the now 
restored C X relay at the completing position. 


PLACING THE TANDEM SYSTEM IN OPERATION ' 


With the introduction of the dial tandem service came 
many interesting problems. As in most cases where 
communities are joined together by new communica- 
tion methods, the various interests and general view- 
points of those concerned present an interesting and 
difficult problem to solve on a mutually satisfactory 
and equitable basis. The area includes 12 connecting 
companies which were using five different makes of 
equipment. The two larger of these included one ex- 
change of 28,000 stations and another of more than 
13,000 stations, both of which originated a large amount 
of toll traffic in proportion to their size. In addition 
to providing new equipment and rearranging existing 
equipment at the outlying points,-it was necessary to 
instruct the local operating force at each place in the 
proper operation and maintenance of their equipment 
in order to obtain the desired service results. 


In order to acquaint the operators with the tandem 
system, a number of bulletin cards with the names and 
codes of offices was prepared and placed on each posi- 
tion handling tandem calls. Information and instruc- 
tions as to whether the tandem code together with the 
subscriber’s number or only the code should be dialed 
in passing the order to the completing operator, also 
were included. The accompanying table shows one of 
these bulletins. Very little educational work wasrequired 
in the training of the operators in Los Angeles as they 
werealready accustomed to dialing. The straightforward 
completing feature of the tandem system was quite like 
the manual straightforward tandem system already in 
operation. Considerable training was done in the 
outlying offices, however, as many of the operators were 
not accustomed to dialing and in some cases were not 
familiar with the requirements in the proper handling 
of short-haul toll traffic. A brief description of the 
tandem method of operation was prepared for each 
outlying town, which was discussed with the super- 
visory officials who presented the problem to their 
forces. The questions and answers presented in these 
conferences resulted in a knowledge of the system as well 
as the details of the operators’ work being known to the 
operating forces before service was started. In estab- 
lishing the many routes which were made effective with 
the opening of the tandem system, it was essential that 
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Complete by name or number Complete by number 
Fire Department Fitzroy 3131 | Without charge Without charge 
Emergency Hospital Information 113 | FAber 9000 to FAber 9999 
4 FAber 1441 | Repair Clerk 114 | All Offices 0000 to 0009 
Receiving Hospital Wire Chief 117 
Police Department MEtropolitan 6100 | U. S. Long Distance 118 
Sheriff's Office TRinity 9111 | Pacific Long Distance 110 
Pacific Telegraph FAber 9045 
Telephone Company FAber 9060 
NUMBER SERVICE INFORMATION 
Initial Initial 
Name Abr. Route—Code| Rate Name Abr. Route—Code | Rate 
PATHAN DIAL: «cies oye oye foals wens del weno vine 2 Alb I H-21 10c Ong TBCACR os selcie cleus le W atatereleTiais. eneiata, «i's L Beh | LH-52* 20c 
BPATATLOUAE TL occ, esl si0ia)o,<[ersi aici vires ore e's Anhm | LH-42 25¢ IG Teo oes Ad) ae Bie Oe OG BOS DOOR LH-25-Gard 10¢ 
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TERT ays Sick et oe nl Sui chen ie eae an oe 2# Montebello eae i hades teri iets oo, Mont | LH-37 10¢ 
PELULE ED) INI HET NE AL ok atv his Gl eleva on) Sistas. of svaleie.0 Brb LH-32 10c New Halls setrss aheusrectieiacsisie oecrere sears: aera": 2% 
OHI ee eee a eat veuetierssscaiahciaeys ioig 2% INIA Rear ete reat eee Meets Sie, wr: Nig Stf (Col) 10¢ 
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TNE Rises hetevotis. cleterele’s aielsle! oldisiets s\Galet Cov A-BT 20c¢ POMONA say, soko el telnet she Genesee epee Pma 12 # 
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MARV IC Lyi toner. Pete clara eusls) ake iol oiaeis)c: cna se. Clv A-BT 10¢ 
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*To these points the subscriber’s number must be dialed in addition to the code 
On Calls by Name to Offices Underlined in Red Advise the Calling Party that the Call Should be Given to U. 8S. L. D. 


On Calls by Name to Offices in Red Advise the Calling Party that Particular Person Calls are not Accepted 
On calls by name to offices in black connect the calling party with long distance 


Computed Charges 


means be provided so that customers might easily obtain 
telephone numbers in other exchanges and the neces- 
sary routines were established to accomplish this. 
Aseries of tests of equipment was made at the outlying 
offices where limits were severe. These tests included di- 
aling and signaling from minimum to maximum limits 
with respect to line leakage and line balance resistance, 


relay adjustments, and voltage variation. The amount 
of cross-talk and audible interference from dialing and 
signaling was determined. On open-wire routes, par- 
ticular attention was directed to line leakage and 
balance of composite sets located at the cable junction. 
When placed in service, each cut-over operation was 
limited to trunks in one direction only and, as far as 
possible, but one office was brought in at a time. 
Thus, the change from the toll board to the dial tandem 
method was carried out in an orderly manner with the 
least possible confusion to and reaction on service. 


5.1 to 6.1 to 7.1 to 8.1 to 9.1 to 10.1 to 11.1 to 12.1 to 13.1 to 14.1 to 
Initial rate 6 min, 7 min. 8 min. 9 min. 10 min. 11 min. 12 min. 13 min. } 14 min. 15 min. Overtime rate 
10c for 5 min. 15¢ 15¢ 15¢ 20c 20c 20¢ 25c 5 25¢ 25¢ 5c for ea. 3 min. 
EBC gece abe 20c 20c 25¢ 25¢ 30c 30c 35¢ 35¢ 40c 40c ENS, Sal OL as 
2O0Gr so 25¢ 25¢ 30c 30¢ 35¢ 35¢ 40c 40c 45¢c 45c ee Oe 
Bac 75 os 30c 35¢ 40c 45c 50¢ 55¢ 60c 65c 70c 75¢ BC se 


In some cases, a few trunks only were placed in operat- 
ing condition several days before actual service was 
established over the route in order to give the operators 
preliminary training during their regular work. Main- 
tenance routines and practises were issued sufficiently 
in advance of the cut-over so that practically no difficul- 
ties were experienced in equipment failures. Very 
close cooperation was necessary between the equipment 
and traffic engineers and the cut-over field forces of the 
Traffic and Plant Maintenance Departments. The 
schedule of cuts was thoroughly coordinated and the 
people who were finally charged with the responsibility 
of operating and maintaining the system were well 
trained. 

It was originally planned to cut-over all the offices 
involved during May, 1926, and in addition, to intro- 
duce number service to other points within a 40-mi. 
radius of Los Angeles. With the completion of the 
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installation at the tandem office in March, it was found 
possible to start service earlier to most of the offices 
handling a comparatively large volume of the traffic. 
A sequence cut, therefore, was planned which would 
permit the tandem system to carry the traffic gradually, 
avoiding any too abrupt change in operation or labor 
requirements in the various offices. The actual cut- 
over of the initial equipment comprised a period of 
nearly two months. Following this, other exchanges 
have been given the service from time to time, tem- 
porary equipment being replaced with permanent, so 
that there now remain only six points originally planned 
for the tandem system that are not actually receiving 
its full benefit. These exchanges are Arcadia, Covina, 
Pomona, Redondo, Sunland, and Torrance. The most 


recent cut-over of magnitude in this connection was in 


June, 1927, when Pasadena was changed from manual 
to dial operation. At this time a tandem center was 
established serving Pasadena exchange with direct 
connections to four Los Angeles offices and to the fol- 
lowing outlying exchanges: Alhambra, Arcadia, Cres- 
centa, Glendale, Monrovia, and Sierra Madre. 


Discussion. 


ADVANCE PLANNING OF THE TELEPHONE TOLL 
PLANT IN LONG-DISTANCE COMMUNICATION 
(CHAMBERLIN) 


TANDEM SYSTEM OF HANDLING TOLL CALLS IN 
AND ABOUT LOS ANGELES 
(JACOBSEN AND WHEELOCK) 
Det Montes, CaAt., SEPTEMBER 14, 1927 

M. R. Sullivan: Speaking as a telephone traffic engineer, I 
should like to endorse what Mr. Chamberlin has said with 
respect to the traffic features involved in advance planning of 
telephone toll plants. 

Traffic in the telephone industry takes the form of telephone 
calls or messages and since the plant is provided for the purpose 
of transmitting messages, the traffic features—the volume of 
traffic, the character of the traffic, the routing of the traffic, and 
the manner of handling of the traffic—are of controlling impor- 
tance in the determination of the size and type and arrangement 
of the plant to be provided. 


Mr. Chamberlin has outlined the important function of the 
commercial surveys in forecasting telephone developments with 
respect to growth in the number of telephones and their distri- 
bution by area, and by classes of telephone service. 


Of equal importance are the forecasts of telephone calls per 
telephone. Telephone usage per telephone—particularly toll 
usage—does not remain constant year by year, but varies with 
business activities, and is subject to other influences, so that in 
the advance planning of the telephone toll plant it is necessary to 
give very careful study to the trend in the usage per telephone. 


During the past few years, and especially during the last one 
or two years, there has been a marked trend upward in the toll 
usage per telephone. Many infiuences, no doubt, have played 
a part in this greater usage of the service. <A feature of outstand- 
ing importance in this increase in toll usage lies, undoubtedly, in 
the results secured through various improvements which have 
been made in the toll service. For example, transmission within 
the last few years has been materially improved. It is easier 
to carry on intelligible conversation over the circuits, and that, 
of course, has had an effect upon the amount of toll business 
offered. In addition, the speed of handling the calls, and the 
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convenience with which the call can be placed, has materially 
improved. ; 

Up to a year or so ago, for a long-distance eall, the calling 
party had to give details of the call to the long-distance operator, 
hang up the receiver, and later be called back when the connec- 
tion was ready, or when a report on the call was obtained. This 
manner of handling a toll call required five or six minutes. 


Today by giving the number desired to the long-distance 
operator, the chances are about nine to ten that the call will be 
completed immediately and without the necessity of even hanging 
up the receiver. The convenience of placing calls and the 
improved speed which this change has brought about has an 
effect in stimulating the number of toll calls offered. 


Another recent change of considerable importance in the 
handling of toll calls is the proportion of calls handled by the 
“exchange operator.’”’ When IJ say exchange operator I refer to 
those completing connections from one telephone to another in 
the same exchange. The easiest way of placing a toll call is for 
the party calling simply to give the number of the desired call 
to the exchange operator, in the same manner as for a local 
connection. This method also produces the fastest service. 
For many years, large numbers of the toll calls have been handled 
by this method but of recent years there have been developments 
which greatly extended the range to which this most desirable 
of operating methods can be applied. ; 

One of the developments is the improved tandem system of 
routing toll calls, which Mr. Wheelock has described. The 
result is that today a very much larger proportion of the toll 
ealls is handled by this method. Take the exchange of 
Monterey; something like 48 per cent of all the toll calls originat- 
ing at this exchange are handled by the exchange operator; 
whereas two or three years ago none of the toll calls was so 
handled. This improved method, therefore, has had application 
not only at the large metropolitan exchanges but also at the small 
exchanges. 

I think it might be said that, like the automobile industry, the 
telephone toll business is constantly producing a bigger and 
better service; and in the advance planning of the toll plant, it is 
necessary to foresee the further improvements which will be 
made in the toll service and the effect these improvements will 
have on the volume of toll business offered and the size of the 
plant required. 

R. C. Barton: Mr. Chamberlin’s paper makes clear 
certain high lights of technic of the telephone business, and why 
universal and uniform telephone service is a natural objective. 

As he has pointed out the value of the service to those who 
have it is inereased by each addition to the system. Universal 
service, therefore, becomes a strong objective. He has indicated 
that the service must satisfy the party called as well as the calling 
party, so that service from the customer’s viewpoint is demanded, 
and that calls for uniformity and standardization. 

The paper brings out three important and distinctive charac- 
teristics of the telephone plant. One ‘is that there is a very great 
multiplicity of lines and associated apparatus; another, that 
each line must be electrically smooth and stable in its operation; 
and the third, that the character of the telephone plant is con- 
tinuously and rapidly changing. 

In regard to this great multiplicity of lines exclusive use of the 
lines between parties is, to some extent, obviated in the toll- 
plant through the use of phantom circuits and. earrier channels; 
however, Mr. Chamberlin’s description of the San Francisco- 
Sacramento toll cable shows that multiplicity of lines is a strong 
characteristic of the telephone plant. This is more pronounced 
in the exchanges where the lines provided in one office district 
may be of the order of 100,000 and the conductor footage of the 
order of hundreds of millions. 

Stability and smoothness are required in the electrical charac- 
teristics of the lines because of the complicated wave pattern 
which must be faithfully transmitted. The effect of rapid change 
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may be appreciated by considering the condition produced when 
it becomes necessary to throw all the wires on a 50- or 60-wire 
toll line into eable. 

These distinctive characteristics of the plant and of the 
service are largely responsible for the special engineering, con- 
struction and maintenance practises which are followed in the 
telephone art. One of the practises which receives very special 
emphasis has been made the key-note of Mr. Chamberlin’s 
paper. It touches those activities which have to do with the 
study of the field of operations with respect to potential telephone 
development and the preparation of well matured plans, looking 
far to the future, to serve as a guide in the orderly placing of the 
plant. 

Now the nature of the problem also requires another kind of 
advance preparation which takes the form of engineering, con- 
struction and maintenance handbooks. These are prepared to 
relieve the engineers of much of the work they would have if 
each job were designed from the ground up at the time it was 
being planned. These handbooks also insure the orderly plac- 
ing of the plant in accordance with practises which have received 
nation-wide study and application. 


It may be of interest to indicate something of the extremes to 
which it is desirable to go in such activities. 


As one illustration, The Pacific System maintains a supply 
eatalog which is available to all interested employees, and this 
eatalog lists all materials, tools, and apparatus used in the con- 
duct of their work. It is profusely illustrated and comprises 
about 500 letter-size pages. Among the items listed in this 
catalog are the handbooks previously mentioned. There are 75 
of these devoted to the subject of construction methods alone, 
and some 100 supplementary leaflets affecting these. The con- 
struction methods handbooks cover such subjects as pole-line 
placing, underground conduit construction, guying, aerial-cable 
placing, ete. To the subject of aerial-cable placing alone, 120 
handbook pages are devoted. These are well illustrated, and 
this book is typical of the others. Illustrative of the engineering 
handbooks is one on pole-line design. With this book, the 
engineer may quickly and easily determine the class of pole to 
select for any set of conditions, such as service value of the line, 
wire and cable load, temperature, wind and sleet conditions, span 
length, etc. Illustrative of the maintenance handbooks is one 
devoted to pole-line replacement and reinforcement inspection: 
This handbook prescribes the methods to be used in making 
inspections and includes tables of minimum ground-line cireum- 
ference below which poles under the various conditions of load, 
service value, ete., are not permitted to go. 

I should like to endorse Mr. Chamberlin’s remarks regarding 
the value of cost-comparison studies in engineering, and the value 
to the student engineer of a fundamental knowledge of the 
procedure in such studies. 

Making cost comparisons is a measurement process in which 
the principal unit is the dollar. One of the great physicists— 
Lord Kelvin, I believe—has written: ‘‘When you can measure 
what you are talking about, you know something about it; and 
when you cannot measure it, when you cannot express it in 
numbers, your knowledge is of a meager and unsatisfactory 
kind.” 

The rules of the mathematics employed when relating the 
various quantities developed in a measuring process require all 
quantities to be expressed in like units. For example, in a 
space measurement, units of length may arise as inches, feet, 
and yards, and require all to be expressed as feet by the applica- 
tion of suitable conversion factors. Likewise, in measurements 
where the dollar is the unit, it is required that before quantities 
of money may be properly compared, they must be operated upon 
by suitable conversion factors which will reduce all expendi- 
tures and investments such as first costs, present values, periodic 
payments, future recoveries, and the like, to a common time 
basis. The laws governing the set-up of the postulates and the 
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facts in this sort of problem, and the method of solution, consti- 
tute the fundamentals of cost analysis, and it is these funda- 
mentals which I agree with Mr. Chamberlin should be given 
some prominence during the college course. This is not done 
now. 

Bancroft Gherardi: 1] was particularly interested in the 
remarks about inductive coordination, for, in the last five or six 
years, I have been the representative of the Bell system, working 
with R. F. Peck, the representative of the National Electric 
Light Association on the Joint Engineering Subcommittee, to 
solve our problems of inductive coordination; and before we had 
gone very far into that work, we came to the conelusion that 
10 per cent of our problem was technical and 90 per cent was to 
bring about between the people on both sides of the question, a 
friendly and cooperative approach to that question. 

It is evident that here, as in other parts of the United States, 
the problem is generally being approached cooperatively, and 
thus we are able to find mutually satisfactory solutions. 

N. B. Hinson: Mr. Gherardi has called attention to the 
fact that there are certain classes of work that can hardly be 
classed as electrical engineering being done by the telephone 
companies. Mr. Chamberlin in his paper has emphasized this 
fact, and the same thing is true of the power system where there 
are certain elements of planning which are not electrical at all. 

The telephone companies were the pioneers in the making of 
development surveys and population studies which could be 
used in advanced planning. A number of the power companies 
are falling in line with the same idea and finding population sur- 
veys in rapidly growing territory, like southern California, very 
useful, especially where yearly increases as high-as 15 and 20 
per cent occur. 

J. E. Heller: (communicated after adjournment) Mr. 
Chamberlin has pointed out that the advance planning of 
telephone toll plant requires the coordinated effort of several 
departments, who, in turn, require specialists to solve the prob- 
lems requiring their participation in the project. 

As indicated in the paper, open-wire carrier-current systems 
and cable conductors may be used to provide long-distance 
communication circuits. The use of a given type of facility 
requires the determination of electrical as well as economic 
factors. After making allowance for the transmision losses of 
the trunking and local loop plant used at each terminal, it is 
electrically possible at the present time to talk with various 
facilities over the distances given below: 


Type of Facility Mi. 
1045 OPEN wir Gia exes sods rectiate tos lead aes 5000 
TBO POM WAT Ose: oisghs hc di enero thee See ole. 6700 
19-Gage 2-wire cable circuits........... 700 
16-Gage 2-wire cable circuits........... 1200 
19-Gage 4-wire cable circuits........... 1500 


Since a given circuit may be used as a link in a long built-up 
connection, consideration must be given to the number of links 
involved and each link designed so that it may be connected . 
to any other link in the system. This requires that individual 
links must be somewhat shorter than indicated previously. The 
overall length for a given grade of transmission will also be . 
affected by the amount of transmission loss allowed in the termi- 
nating trunks andloops. Undoubtedly future developments will 
materially extend the length over which it is practicable to talk 
with the present types of conductors. 

Usually several plans are considered when a large addition 
to a plant, such as a toll cable, isindicated. Preliminary studies 
require an approximate electrical design of the circuits for each 
plan together with the cost of providing the facilities for a long 
period of years.- The preliminary studies together with other 
basic data as presented by Mr. Chamberlin determine the plan 
to be adopted. After a particular plan has been adopted it is 
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necessary to review the electrical design in order to determine 
the loading arrangement of the conductors, the location of 
repeater stations, and the equipments to be placed at each 
station from year to year. 

Carrier-current systems are being used extensively in the 
provision of additional facilities. The increase in facilities 
possible on a given lead by this means has been indicated in the 
paper. Before a number of systems can be operated on a lead 
it is necessary to rearrange the wires by transposition to reduce 
the interference between systems. The present standard 
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arrangement makes use of alternate crossarms. .While, in. 
general, the costs are such as to make the use of adjacent cross- 
arms for multi-channel carrier-telephone operation undesirable, 
in special cases, the added expense may be justified by other 
considerations. 

The single-channel system developed for use on short hauls 
may be placed on the flat phantom groups of adjacent crossarms 
since the interference between systems of this type is less than 
that between multi-channel systems which occupy a higher 
frequency range. 


A Carrier-Current Pilot System 


of Transmission Line Protection 
A. S. FITZGERALD: 


INTRODUCTION 
HE increasing complexity of modern transmission 
Ap networks presents many difficult problems in 
connection with the design and application of 
protective relays. 

On the larger systems, the use of increased time delay 
may be inadmissible on account of the difficulties met 
with in maintaining stable operation. Rather, there is 
a tendency in the direction of reduction in the time of 
operation of relays. 

Thus, there is a growing interest in differential 
methods of protection; that is, in systems in which com- 
parison is made between currents which under normal 
conditions are necessarily equivalent. These have the 
advantage of not being dependent upon the performance 
of relays in other circuits for their selective action. 

The simplest form of differential protective arrange- 
ment consists of a circuit embracing a portion of a power 
system (such as a generator winding or transmission 
line), and registering any difference which may occur 
between the current entering or leaving the section 
protected. 

Such arrangements offer very definite advantages over 
all other selective relay schemes, in that each section of 
the network so protected is a unit in itself and it is not 
affected by any other. protective measure, nor by any 
alterations in the network arrangement. Thus no 
changes in the relay setting are necessary nor are these, 
in general, influenced by the direction of flow of power 
or fault current, nor by the settings of relays on con- 
necting lines, as is the case with time delay overload 
protection. Moreover, in differential systems, faults 
may be cleared with a minimum loss of time. 


These advantages are so marked that the differential 
system of protection is employed almost universally 
for the protection of generator windings, and similar 
applications where the extent of the circuit protected 
is a matter of yards rather than miles. For the pro- 
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tection of lines, however, the cost of the special pilot 
conductors has greatly restricted the application of 
this type of relay system, and it is not in general use 
in this country except for short distances or where there 
are so many sections in series that time delay methods 
are not desirable. 

The success that has attended the use of differential 
pilot wire schemes in other countries, where the length 
of lines is less, indicates the desirability of a means of 
furnishing a similar service without the necessity of 
special conductors. 


CARRIER CURRENTS 


The term carrier current is employed as descriptive 
of a-c. energy generated at frequencies which lie, 
roughly, between 10 and 200 kilocycles. At these 
frequencies, the transmission of electrical energy ex- 
hibits special characteristics due to which it is possible 
to superpose carrier-current-control circuits on trans- 
mission lines or cables. 

Carrier current is conducted more or less freely by 
straight conductors, and is restricted thereto by breaks 
or open circuits, except in so far as capacity paths are 
provided by parallel lines situated in close proximity. 
Carrier current may be employed for control systems 
because circuits may be provided which will conduct 
the carrier current but which will not effectively pass 
60-cycle power current, and by means of which the 
carrier current may be introduced into, or taken out ve 
a power system. 

Conversely, the flow of carrier current can be re- 
stricted within certain specified limits by circuits which 
provide a high impedance to carrier current but do not 
affect power currents. 

Carrier current energy is commonly generated by 
means of three-electrode tube oscillators. 


REQUIREMENTS OF A PROTECTIVE SYSTEM 


A protective scheme suitable for association with 
carrier current operation and desirable from commercial 
and operating aspects, will preferably include the 
following features: 
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1. The employment of potential transformers will 
be avoided. 

2. The scheme should not require any definitely 
quantitative function on the part of the carrier appara- 
_ tus since there may be variations in attenuation. 

3. There should be no apparatus installed as part 
of the protective system which in itself represents an 
extension of the liability to trouble of the circuit pro- 
tected. Current transformers of high safety factor, 
preferably of the bushing type, should be used. The 
carrier-current. coupling equipment should be of the 
most reliable form available. 

4. The equipment so far as possible, should be 
entirely current operated; that is, its operating power 
should be derived directly from the fault current. 

5. Failure of the carrier-current apparatus should not 
render it possible for a fault to remain on the line thus 
disturbing the whole power system. Rather such a 
defect should advertise its presence by causing only the 
individual line to trip unnecessarily if overloaded. 

6. The system should be suitable without modifica- 
tion for installation at any point in a network irrespec- 
tive of possible direction of flow of fault current, ete. 

7. It should be possible to check the carrier-current 
equipment at any time without interfering with service. 

8. In view of the fact that a restricted range of fre- 
quency is assigned to control systems, only one fre- 
quency per line protected should be used. 


GENERAL PRINCIPLES 

In its simplest form, differential protection consists 
of the installation of two current transformers at each 
extremity of the circuit embraced, one to receive the 
current entering the section, and the other, that leaving 
it. The secondaries are either connected in opposition 
and in series with one or more relays; or more usually 
connection is made so that the currents normally cir- 
culate, in which case the relays are connected across 
equipotential points. In either arrangement, the re- 
lays, normally, should receive no current, but on the oc- 
currence of a fault, which will be a difference between 
the entering and leaving currents, a corresponding 
difference will appear in the relays. Numerous re- 
finements and variations of this principle have been 
evolved in order to overcome difficulties in balancing 
and to render the apparatus immune from tripping on 
heavy “through” currents. 

It will be perceived that the function of the pilot 
conductors is to furnish one end of the line with a sample 
of the current at the other end, in order to provide the 
relays with means of discriminating between sound and 

- faulty conditions. 

It is not, however, desirable to employ exactly similar 
principles when carrier current is to be used in place of 
a pilot line. This is due to the fact that carrier current 
is usually transmitted by means of resonant circuits. 
Because of this, and other causes, it is not always 
possible to achieve exact numerical ratio between the 
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carrier current transmitted from one point and that 
received at another. Thus, it is preferable to avoid an 


arrangement in which fault conditions are indicated by 


a difference between the magnitude of the currents 
concerned. 

A transmission line will be equipped with a circuit 
breaker at each end and with relays designed to trip the 
breakers automatically in the event of abnormal 
currents being carried by the line. The relays may 
operate on overcurrent, ground current, or may be 
power-directional. Such relays will correctly indicate 
abnormal conditions, but, in the general case, do not, 
by themselves, distinguish between a fault on the line— 
when we want both switches to trip—and a fault else- 
where, when we wish to avoid interrupting the line. 

In order to accomplish this, we must know at each 
end of the line what is happening at the other end, and 
it is for this purpose that we employ the carrier-current 
system. 

In ring systems, or networks, a fault generally not 
only causes a difference in the magnitude of currents 
entering and leaving the faulty line, but also sets up a 
difference in direction. 

One method of carrier-current protection would be to 
employ power directional relays at each end and to use 
the carrier to furnish at one end an indication of the 
position of the relay contact at the other. Such an 
arrangement would be quite practical, but a system 
independent of line potential is to be preferred. 


PRINCIPLE OF OPERATION 


The effect of a fault on the normal direction is the 
feature employed to discriminate. In order, however, 
to avoid potential excitation, the direction of power is 
not used, but instead, the instantaneous direction of 
current. This is done in the following way: 

The carrier is not used to trip the circuit breakers 
when the line itself suffers a fault. If this were done, 
we could not be sure of proper operation if the line 
should be connected to a source at one end only; or 
if the line should break in such a way as to bring about 
this condition. Moreover, the carrier channel may be 
interrupted by the fault. 

Thus, at each end, overcurrent relays are installed 
and connected to the oil-switch trip circuit. If the 
instantaneous currents at each end of the line have the 
same direction, indicating that the line itself is sound, a 
carrier signal is received preventing the overcurrent 
relays from tripping the circuit breakers. This looks 
after the stub feed, or broken line condition. 

If a three-electrode tube oscillator be operated from 
an a-c. plate voltage, it will oscillate intermittently 
during those half cycles only when the plate is positive. 

In a similar way a bias detector may be supplied with 
an a-c. plate voltage. It will be inoperative during the 
half cycles when the plate is negative, but during the 
positive half cycles, if the grid potential permits, 
plate current may flow. The grid will be excited 
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from a source of 180 deg. out of phase with the plate 
voltage so that normally there will be no plate current, 
the grid being negative when the plate is positive. 
If there be impressed on the grid an additional voltage 
of carrier frequency, a rectified current may be caused 
to flow in the plate circuit; but this can occur only 
during a positive half cycle. Thus, we may have a 
transmitter sending during alternate half cycles and a 
receiver capable of receiving only during the inter- 
vening half cycles. 
circuit of the receiver tube; this will operate when carrier 
is received. 
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Fig. -1—PrINcIPLE OF OPERATION 


Fig. 1 shows, in an elementary manner, how these 
features may be arranged to furnish the desired result. 
The diagram represents a transmission line having 
a circuit breaker and over-current relay at each end. 
The two ends of the line are designated as “1” and “2” 
respectively. Carrier-current transmitters T, and 
T>,, at each end, together with receivers R, and 
R,, are excited from current transformer secondaries. 
When carrier is received, the receiver relays open the 
trip circuits and prevent the opening of breakers. The 
equipment at each end is the same except that, as 
shown, one of the current transformer secondaries is 
reversed. 

The left hand series of diagrams refers to the case of 
a sound line which may be supposed to be carrying 
excess current to a point beyond the bus. It will be 
seen from the diagram that the primary currents are 
identical, whereas the plate voltages of the trans- 
mitters, which are derived from the current transformer 
secondaries, are of opposite polarity. The receiver- 
plate voltages at each end are reversed in respect of the 
adjacent transmitters. Thus the receiver voltages are 
also 180 deg. displaced from each other. Each receiver, 
therefore, is inoperative during the half cycle occupied 
by the transmission from the transmitter at the same 
end, and cannot receive from the latter. 


A relay may be placed in the plate’ 
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Referring now to the transmitter-plate voltages at 
opposite ends, as shown in the left hand diagram, it 
can be seen that the positive half cycles occur alter- 
nately. Thus the two transmitters, oscillating inter- 
mittently, send out pulses of carrier in alternate 
sequence. The positive half cycles of the receiver-plate 
voltage are shown in full lines and the negative half 
cycles, when the receivers are inoperative, are shown in 
broken lines. 

Therefore R, is inoperative while 7, is sending, 
but can receive from 7». Likewise R, can receive 
from JT, but not from JT». In the case illustrated 
by the left hand series of diagrams, both receivers are 
operated and the receiver relays open the trip circuit 
and thus prevent the over-current relays from tripping 
the circuit breakers. . 

The right hand series of curves shows the conditions 
when there is a short circuit on the line. In this case 
both the transmitters are sending simultaneously during 
which period neither of the receivers is able to receive. 
When both the receivers are operative neither of the 
transmitters is sending. Thus the receiver relays are 
not opened and the line is tripped by the over-current 
relays at each end. The operation of the system, there- 
fore, is such that if a current enters at one end, that 
end will be opened automatically unless the current is 
“registered out” at the other end, which is an indication 
that the line is sound. If a fault be fed from one end 
only, the transmitter at the other end will not be ex- 
cited by the current transformer and will not transmit. 
The fault will therefore be cleared, at the end from 
which it is supplied, by the over-current relay. 

A unique feature of this arrangement is the fact that 
it is possible to send and receive in both directions at the 
same time and at the same carrier current frequency. 
Thus, only a single frequency is required instead of two. 


Fie. 2—Dr1acram or ConnNECTIONS—SINGLE PHASE 


This is a distinct advantage if a number of lines is to 
be protected by this method, and one which will become 
more evident as the use of carrier current for purposes of 
communication and control becomes more prevalent. 


SINGLE-PHASE CIRCUIT 


The actual arrangements employed will now be more 
readily understood. Fig. 2 shows a complete diagram 
of the system. With a view to simplicity, only a 
single-phase line is given in the first instance, and the 
carrier current apparatus is not shown in detail. It — 
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will be seen that the current transformer is connected 
in series with the primary winding of the plate trans- 
former and two over-current relays, one of which com- 
pletes the trip circuit and the other energizes the tube 
filaments. The former is furnished with a slight, 
definite, time delay; the latter is instantaneous. A 
preheating resistance may be connected across the 
contacts of the filament relay if desired. If the fila- 
ment be run continuously at reduced voltage, it will 
have little effect on the life of the tube, but the time 
taken to raise the filament to full operating temperature 
will be substantially reduced. If this be done, the time 
delay of the trip relay need not exceed one-half second. 
Without preheat, a full second might be necessary. 

The trip relay will be set to pick up at a current 
slightly higher than the filament relay, in order to insure 
both filament relays closing before either trip relay 
picks up. ‘The filament relays will be set to operate at 
a current somewhat exceeding the normal load on the 
line and not less than that at which the current trans- 
formers furnish sufficient plate voltage to operate the 
transmitting and receiving tubes. 

Thus, when an overload occurs on the transmission 
line, the filament relay first picks up, closing its contacts 
which connect the filament supply to the vacuum tubes. 
Within the brief period, necessary for the filaments to 
reach operating temperature, the carrier-current equip- 
ment is fully in operation. 

The receiving tube controls a polarized relay, the 
contacts of which are normally closed. When the 
carrier wave is transmitted during those half cycles 
which indicate that the over-current is not due to a 
fault on the line protected, the receiver tube energizes 
_this relay. . Thus, at both ends of the line, the trip 
circuit is opened and the subsequent closing of the 
contacts of the trip relays immediately afterwards does 
not open the circuit breakers. 

If on the other hand the fault should be on the line 
itself, either the carrier does not reach the receiver, or if 
it is received, does not affect the receiver because it is 
transmitted, during the half cycles when the receiver is 
inoperative. The result is the same in either case; 
the receiver relay remains closed and when the trip 
relays close their contacts, the trip circuit is completed 
and the line disconnected. 

* It will be noted that the line has positive over-current 
protection under all conditions except when there is a 
definite indication that it is sound. 


CARRIER-CURRENT TRAP 


An important point in the operation of this system 
is the affect on the channel of reference of faults. While 
the principle adopted has followed closely that of wired 
differential schemes, and the general effect of faults will 
be viewed from similar aspects, certain differences, due 
to the use of carrier, are of interest. 

The occurrence of a fault may or may not lead to the 
interruption of the channel of reference; that is, the 
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effective transmission and reception of the carrier wave. 
Assuming a simple coupling, the carrier will be stopped 
by a broken line, or a short circuit between the phases 
to which the carrier is coupled, on the section protected. 
A similar short circuit outside the protected zone may 
also have the same effect. Thus, it is necessary to 
provide between the point of coupling and the bus, a 
trap circuit for carrier. This prevents short circuits, 
anywhere but on the section protected, from interrupt- 
ing the carrier. This trap circuit takes the form of a 
lightning arrester coil tuned, by means of a condenser, 
to the frequency of the carrier circuit. 'The condenser 


Fig. 


Fig. 4—Carrier-CurRENT Trap CONDENSER 


Fig. 5—Carripr-CURRENT TRANSMITTER AND RECEIVER 


is mounted directly on the choke coil. It is made in the 
form of an assembly of several dissimilar capacities 
brought out to terminals in such a way that a large 
number of combinations may be obtained. In this way, 
the trap may be tuned to any one of a number of avail- 
able frequencies. The condenser is arranged to be 
readily removed from the coil for this purpose. 

The complete trap with the condenser in position is 
shown in Fig. 3. Fig. 4 shows the condenser dismantled 
for setting to the desired frequency. The condenser 
shown has three sections and can be set for 17 frequen- 
cies ranging from 40 to 120 kilocycles. 
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The complete connections for both the relay and 
carrier current circuits, at one end only, are shown in 
Fig. 5. Two secondary windings on the plate trans- 
former are required to operate the carrier transmitter 
and receiver. The transmitter is of conventional form, 
having one master oscillator tube and one power 
amplifier, a suitable tap being furnished for the lower 
voltage required by the oscillator. The receiver is an 
ordinary bias detector, the negative voltage applied 
to the grid being derived from a tap to the transmitter 
winding, since this is of opposite polarity, at an instant, 
from that of the receiver plate winding. 
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PLATE VOLTAGE REGULATION 


One of the principal features of any protective relay 
system is the extreme range of current value over which 
it must operate. The apparatus should preferably be 
capable of functioning with currents not greatly ex- 
ceeding normal load; yet it must sustain without 
damage, and work properly at the heaviest short-circuit 
current which the power system can furnish. In 
extreme cases, twenty times normal load may be met 
with. 

Since the transmitter and receiver plate supplies are 
furnished by the current transformer, it is evident that 
a means must be found for providing a more or less 
constant voltage over this range of excitation. Vacuum 
tubes of the type used in carrier-current circuits cannot 
operate satisfactorily over a voltage range of more than 
three to one. The problem of extending this range to 
that required for a protective system entails special 
treatment. In view of the fact that we must limit the 
maximum, rather than the effective plate voltage, in 
order that the tubes may not be damaged during short 
circuits on the power system, saturated core principles 
are of no assistance. 

This difficulty has been successfully overcome by the 
use of a special type of regulating glow tube, developed 
by the company’s research laboratory. The character- 
istics of this tube are shown in Fig. 6. The tube passes 
no current until the voltage reaches 60 volts, when a 
visible glow appears. For any value of current up 
to 380 amperes, the voltage drop across the tube will 
not exceed about 80 volts. The appearance of this 
tube may be seen in Fig. 7. 

The glow tube is connected to a special secondary 
winding on the plate transformer, the action of the tube 
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being illustrated in Fig. 8. As the primary current is 
raised, the voltage across the glow tube winding, and 
across, all other windings on the transformer, will 
increase up to the point at which the tube commences 
to discharge. The values of the various plate voltages 
at this point and at higher values of excitation will be 
the glow tube voltage multiplied by the respective 
turn ratios. It will be noted that the tube controls the 


Fig. 7— ,aTE VoLTAGE REGULATING GLow TUBE 


maximum voltage only and does not come into action 
until the instantaneous value reaches the glow voltage 
of the tube. The effect, therefore, on the wave form is to 
furnish a wave which is sinusoidal up to the point 
where the peak voltage is equal to the glow point of the 
tube. With higher values of excitation, there is no 
substantial increase in the maximum value of any of the 
secondary voltages, but the wave form becomes more 


Fie. 8—Action or GLtow TuBE : 
and more rectangular. This characteristic is peculiarly 
favorable to this system of carrier current control in 
which the operation is independent of the wave form 
and of the amplitude, being solely determined by 
whether the wave is positive or negative. 

Fig. 9 is an oscillograph record which shows the action 
of the glow tube. The primary current is varied over a 
wide range and the resulting effect on the plate voltage, 
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which would be proportional to the current if no glow 
tube were present, can be seen very clearly. 
PHASE RELATIONS 


In the explanation of the operating principles of this 
system, it was assumed that when the line is sound, the 
two currents will be in phase and that when the line 
suffers a fault, the instantaneous currents will be of 
opposite polarity. In the development of this system, it 
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Fig. 9—PRIMARY CURRENT AND PLATE VOLTAGE 


has been necessary to consider to what extent this is 
actually correct under service conditions. 

In the case of a “through:’ short-circuit current, the 
currents at each end of the line are in actual fact identi- 
cal, on lines of present length, except for the charging 
current of the line, which in most cases is small in 
comparison with the current at which the over-current 
relays would be expected to operate. 

When the line itself suffers a fault, the two currents 
are not identical. They will usually be of different 
magnitude but will in general be very nearly 180 deg. 
apart in phase relations. There may be special cases, 
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however, where the fault is fed from each end through 
circuits having different impedance power factors which 
may result in some slight departure from this phase 
relation, and this possibility has been studied. Fig. 10 
is a polar curve which shows the affect on the current 
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in the receiver relay of variation in the phase relation 
between the primary currents exciting the transmitter 
and receiver. It is evident that in the case of a 
“through” short-circuit current, there is no risk of 
the receiver relay failing to pick up as the currents are 
identical. In the case of a short-circuit on the line, 
the relay should not pick up. It can be seen that there 
must be a difference of at least 45 deg. between the two 
currents before this can occur. 


THREE-PHASE CIRCUIT 

In order to apply this arrangement to the protection 
of a three-phase line, it is not necessary to use three 
carrier current equipments. All that is required is to 
furnish an arrangement of primary windings such that 
any possible fault condition will energize the plate 
transformer. 

It will be necessary to bring the carrier apparatus into 
action on the occurrence of the following currents. We 
may refer to the three phase as A, B, and C. 
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Three-phase fault on A B C 
Fault between lines AB 
Fault between lines BC 
Fault between lines AC 


Ground fault A 
Ground fault B 
Ground fault G 


The minimum number of exciting windings which 
will enable each of these conditions to furnish energy 
is three. By providing, therefore, three windings, of 
dissimilar numbers of turns, each of the above cases 
will set up a resultant excitation of the transformer. 
The magnitude of this resultant will necessarily vary 
according to which of the above conditions holds. 
Since, due to the glow tube, the carrier-current system 
operates over an exceptional current range, this varia- 
tion will be of no moment, provided that the minimum 
excitation,—that is, when the least effective combination 
of turns results,—is sufficient. 

It is very often an advantage to be able to furnish 
more sensitive operation in the case of ground faults 
than where the trouble arises from a short between 
lines. Moreover, a ground fault, limited in magnitude, 
perhaps, by an earthing resistance or maybe by the high 
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reactance or resistance of the abnormal return path, 
may not cause complete reversal of the current if an 
appreciable load is present. 

Thus, it may be desirable to so arrange the means 
whereby the flow of current controls the carrier apparatus 
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Fic. 12—Carrier-CuRRENT TRANSMITTER AND RECEIVER— 


TuHrRee Paste Diacram 


that a ground fault has a preponderating influence. 
We may do this by furnishing two windings of equal 
turns connected directly in the current transformer 
secondary circuit and one of an increased number of 
turns connected in the neutral cireuit of the three- 
current transformers. 

Three tripping relays and three filament relays are 


Fie. 13—Carrier-CURRENT AND Retay Panet 
employed. In each case, one may conveniently be a 
ground relay which may be set to operate at a lower 
value of overload than the others. The general ar- 
rangement is shown in Fig. 11. 

The complete connections for one end only are given 
in Fig. 12. It should be noted that the glow tube is 
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energized by all kinds of faults. Therefore, while the 
primary current at which the glow tube comes into 
operation will vary according to the nature of the fault, 
the glow tube will always regulate all the plate and other 
voltages at the appropriate values corresponding to the 
turns on the several windings. 


CONCLUSION 


This system will furnish protection substantially 
equivalent to that which may be obtained with a pilot 
wire system, provided that the lowest phase-fault 
current at which it is desired to operate, is not less than 
the normal rated current of the line. In the case of 
ground faults, it is possible to obtain operation at lower 
values than full-load current. 


Fie. 14—Carrrer-CURRENT AND ReLay Panet, Rear View 
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In cases where it is required to take care of phase- 
fault, short-circuit currents, which are less than full 
load, it is desirable to install additional filament relays 
to avoid continuous operation of the tubes during nor- 
mal load conditions. 

The apparatus may be operated from bushing trans- 
formers as well as from standard types of current 
transformers. 


Tests have been made on a 66-kv. line about 30 
mi. in length. The apparatus was excited from 
standard bushing transformers. Actual short circuits, 
both between phases and to ground, were applied to 
the line itself or at neighboring locations. The system 
performed satisfactorily with fault currents which 
ranged from 200 to 1700 amperes. 

Fig. 13 shows a front view of the equipment which 
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was employed for these tests. The upper section of 
the panel carries all the carrier-current transmitter and 
receiver apparatus and instruments indicating the 
filament voltage of the tubes, the transmitter output 
current and the receiver relay current. The tuning 
adjustments can be seen in the photograph. 

On the middle section are the filament relays, trip 
relays, and filament rheostats. 


The receiver relay is mounted on the lower section 
which also carries the filament and test switches. 

The carrier apparatus may be seen more clearly in 
the rear view Fig. 14. This section is normally pro- 
tected by a cover. Back of the center section are 
mounted the plate transformer and the plate voltage 
regulating glow tubes of which two are shown in the 
illustration. 


Discussion 


E.R. Stauffacher: This novel and effective system of trans- 
mission-line protection offers great promise for lines operating at 
high voltage with a long-distance between stations. 

It was my privilege last March to witness some of the tests of 
this equipment on the Ohio Power Company’s system in the 
section of the system located near Zanesville and between 
the substations known as Newmark and Crooksville. This 
earrier-current pilot system of protection was applied to a 
66-kyv. line between the above stations and the stations were 
separated a distance of 35 mi. The tests were made on a rainy 
Sunday, and fourteen tests in all were made by means of putting 
short circuits within the section protected, and exterior to the 
section protected. The short circuits were phase-to-phase and 
phase-to-ground. There was, with possibly one exception, suec- 
cessful operation in all cases. When the short circuits were 
applied exterior to the section protected, the earrier-current 
system of protection kept this section in service; when the short 
circuit was within the section protected it eliminated this section 
and the short cireuit promptly from the system. 


One of the tests was particularly outstanding,—Test No. 6. 
This was a phase-to-phase short circuit between phases I and 2, 
was exterior to the section protected, and was rather severe, 
the current from one side of the system being 285 amperes, at 66 
ky., and from another side 1785 amperes at 66 kv. The total 
amounts to a short circuit of about 230,000 kv-a. 


While that is not so great as may be encountered on this sys- 
tem, still it is a sizable short circuit and for that particular 
system was enough to result in a very heavy jolt. It was quite 
interesting to notice the swaying or oscillation of the system for 
several seconds after the short circuit occurred. I believe that 


‘about 10 swayings were observed, swinging back and forth on 


the ammeter, where thousands of kilowatts were being exchanged 
across the section protected by this carrier-current protective 
system—and this section remained intact and stayed in service. 

That would have been a very severe test for any directional- 
relay form of protection, and I doubt if the lines would have 
stayed in, for the current was sufficiently great to indicate that 
the short circuit was in that particular section, and the direction 
of current flow was from one side to the other. 

The carrier current was apparently fast enough to keep up 
with the swayings back and forth, and the section did not trip 
out. 

In conclusion, as I stated before, it appears to me that this 
system offers great promise. From the observation of the tests 
it looks as if there was something to be desired in regard to speed. 
The author informs me that the speed of operation can be in- 
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ereased appreciably by the preheating of the filament and con- 
tinuous excitation of the plate. 

In this particular test 50 per cent preheating of the filament 
was used, but the time can be cut down, by means of 100 
per cent heating of the filament. Here is a case where it is 
necessary to balance the life of the tubes against the necessity for 
extra speed in eliminating trouble from the system. We are 
finding out that the elimination of a fault from the system with- 
out making the system unstable, is largely dependent upon speed 
and my only suggestion to the manufacturers is that they do all 
they can to speed up operation of this very unique system of 
differential protection. 

Roy Wilkins: (by letter) In protection against line faults 
there are two major conditions: 

1st: Where the short-circuit current, either between the phases 
or from phase to ground, is several times the normal load current, 
such as is found in distribution systems in metropolitan areas. 

2nd: Where the short-circuit currents are comparable to, or 
less than, the normal current in the line. Such conditions apply 
to high-voltage transmission lines, particularly with regard to 
current from phase to ground, the ease most common in practise. 

The paper by Mr. Fitzgerald presents a method beautifully 
simple for applying differential protection to transmission lines. 
Differential protection has been developed to its highest per- 
fection in England, and a general study of the English methods, 
difficulties, and results is valuable to anyone interested in relays. 

I should like to point out from a practical standpoint some of 
the difficulties that will be encountered before the earrier-current 
pilot system can be universally applied to large high-voltage 
networks. Judging from considerable carrier-current experience 
with all available present-day makes on extreme high-voltage 
lines it can be stated that at present existing relay systems are 
far more reliable than carrier-current installations. 

In view of its extra cost, the earrier-current installation 
to be desirable must give superior performance. Some means 
must be secured to eliminate the phase-relation troubles men- 
tioned in the paper, because the charging current on a 200-mi. 
220-kv. line is often half as great as full-load current, and at low 
or medium loads may be more than the in-phase current at either 
end of the line, depending on operating conditions. 

It is a perfectly practical condition to have more than 45 deg. 
between such currents for normal conditions. Lower-voltage 
networks have relatively little of such troubles. 

Another difficulty is that the current in phase-to-ground short 
circuits greatly varies in power factor, depending upon the 
location and character of the trouble. 

Relays at present in use for ground protection are so connected 
as to trip in a given direction selectively on as low as 14 sec. and 
on the Pacific Gas & Electric system of some 5000 mi. of line, 
60-kv. and above, last year, for over 1500 operations, there was 
no indication of a faulty operation of a ground relay. 

Phase relays depending upon combinations of voltage and eur- 
rent do not present nearly so clean-cut a record. 

Finally, the operating time must come down from the present 
standards—a very great way down,—as a perusal of several of 
the high-tension papers presented will show. 

Differential protection is one of the most desirable forms 
known, and qutside the various split conductors and enclosed 
pilot wires used on low tension, the earrier system is the initial 
attempt to adapt it to high tension. It is to be hoped that it 
ean be developed to overcome most, if not all, of its present 
limitations. 

Philip Sporn: (by letter) As pointed out by Mr. Fitzgerald, 
the differential method of protection of generator and trans- 
former windings has become almost universal and is the only 
standard and proper method of protecting these important pieces 
of equipment. The use of the differential circuit in protecting 
buses has also come very prominently to the foreground within 
the last four or five years. Abroad, the differential scheme has 
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been employed to protect transmission lines but it has never 
found very much favor here and in the main I believe this 
instinctive engineering act, if you wish to call it that, has been 
fully justified. If a pilot line is made more reliable than the 
transmission line, and it must be that to stand up under con- 
ditions that would cause the breakdown of the transmission line, 
then the cost involved becomes so great that economically it 
becomes prohibitive. If it is not to be built with the same 
degree of reliability then it is of no use to go to the scheme. The 
use of carrier eliminates the main reason why the pilot scheme 
has not found favor here up till now. 

To those of us who have had actual experience in trying to 
obtain selective action on a loop involving four or five, and 
sometimes six, stations, by the use of reverse-power and indue- 
tion-type relays only, and who have actually been trying to 
obtain another 10 cycles differential between two stations, and 
have known the disappointment that goes with chasing through 
a set of relay time settings only to find at the very end that there 
is one condition under which the apparently perfect set of 
settings would not work, the idea of getting a method of cutting 
down by one or two, the number of stations that would have to be 
made so to differentiate will certainly be weleome. 

It is hoped that actual operating experience will bear out all 
the fond hopes that we have for this scheme. On this, as well 
as on the question of tests referred to by Mr. Fitzgerald, we may 
have something to place before the Institute within the next 
year or so. 

One other aspect of the differential scheme of protection that 
ought to be pointed out is the lightning aspect. 

Operating experience obtained within the last four or five years 
on systems where, under conditions of short cireuit or flashover, 
currents in the neighborhood of 3000 to 5000 amperes can be 
pumped into the point of flashover on a transmission wire, has 
definitely shown that if the trouble is cleared within a certain 
minimum time, little burning, if any, will result. I think it can 
be definitely stated that on systems such as mentioned, if this 
time is kept below 1 to 14% sec. no trouble need be anticipated. 
Further, if the time is made as high as 3% see., trouble is to be 
expected almost always. Now here is an arrangement that in a 
loop system allows the clearing of a case of trouble within a 
period say of !/2to7/3see. The contribution of such a device 
to continuity of service, if it develops satisfactorily, is bound to 
be enormous. 

L. F. Fuller: A protective gap is placed around the earrier- 
current trap so that surges on the transmission line will not pass 
through the trap but will jump the small gap and pass on. This 
gap is not shown in Figs, 2 and 11 of the paper. 

A.S. Fitzgerald: Mr. Stauffacher has made reference to the 
speed of operation of this form of protective apparatus. In the 
first trial installation of this system no especial effort was 
directed toward attaining any great speed of tripping. We 
concerned ourselves mainly with an investigation of the operating 
characteristics of carrier current in this new field of application. 
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As Mr. Stauffacher indicates, the speed of tripping of this 
apparatus is not limited to the half-second mentioned in the 
paper, where reference was made to a circuit in which the over- 
current relays, which initiate the operation of the carrier-current 
equipment, were connected so as to control the filament voltage. 

Substantial reduction in time can be obtained if, instead, 
we connect these relays so that they complete the plate-voltage 
circuit instead of the filament supply. This is now being done 
in the case of the equipment which the paper describes. The™ 
filaments are run continuously, but since the plate voltage is 
not normally applied to the tube, no emission ean take place 
except when the protective equipment is actually brought into 
operation. The life of the tubes, of course, depends largely 
upon the length of time during which there is emission from the 
filaments. 


Mr. Wilkins restricts his remarks to the conditions which 
are encountered when this system is applied to very high-voltage 
lines. It is assumed that he has principally in mind systems 
operating at 220 kv. 

Mr. Wilkins entertains some doubt as to the reliability of 
carrier-current equipment. The number of earrier-current 
communication installations now in service in the United States 
on systems up to 132 kv. must exceed 200, and this figure surely 
suggests that a high order of reliability has been attained. The 
amount of carrier-current equipment at present installed on 
220-kv. lines does not seem sufficient for final conclusions to be 
drawn as to the results which can be obtained at this voltage. 
Mr. Wilkins will also appréciate that the function which the 
earrier current is called upon to perform, is, in the present 
application, very much simpler than that necessary in the case 
of carrier-current telephony. There is no question of calling, 
nor are there any problems of modulation. Furthermore, the 
transmission of earrier is restricted to the simplest ease of a 
single length of line instead of having to carry right across a 
complicated network. 

The author finds himself in agreement with Mr. Wilkins when 
he points out that the application of earrier-current protection 
to 220-kv. circuits will involve the consideration of conditions not 
met with at lower pressures, and especially in respect to his 
remarks on the advantages of ground relays in comparison with 
phase relays. It is not unlikely that the ultimate solution will 
be found in a earrier-current system envisaging ground faults 
principally, if not exclusively. 

The question of current-phase relation is, perhaps, rather 
too involved to discuss through the present medium but it may 
be pointed out that the curve given in Fig. 10 is the re- 
sult of specific design based upon an estimate of the probable 
general condition. It is possible to furnish different character- 
isties if cireumstances should require them. 

The author shares with Mr. Sporn the hope that this system 
may ultimately prove to be a real help in the operation of large 
power systems. 
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Coupling Capacitors for Carrier Current 
Applications 
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Synopsis.—Coupling to high-voltage transmission lines for 
purposes of carrier-current communication was first universally 
made by means of coupling wires. This type of coupling usually 
required high-power transmitting equipment, but when coupling 
capacitors were substituted it was possible to reduce the carrier 
input to the line without affecting the received signal strength. The 
paper gives an approximate method for determining the effectiveness 
of coupling wires and coupling capacitors. No attempt is made at 


APPROXIMATE METHOD FOR DETERMINING 
EFFECTIVENESS OF COUPLING , 
simple mathematical treatment only is necessary 
A to show the effect of stray capacity. From 


experimental data it has been determined that | 


the impedance of a single long transmission line to car- 
rier frequencies is of the magnitude of the surge im- 
pedance of the line, and that this high-frequency 
impedance acts as a straight ohmic resistance load. 
It has also been shown that ground losses are relatively 
small for interphase coupling. In the following calcu- 


Power Conductors 
B 12 ft.» e=—12ft.—»6C 
Conductors 0.5in. 
10ft. Diameter 
A 


Coupling Wires 


40 fb. 


E . Ground Plane 


Fig. 1—Dracramatic ILLUSTRATION OF COUPLING-WIRE 


INSTALLATION 


lations, therefore, the carrier-frequency impedance of 


the transmission line will be treated as a resistance and . 


the ground resistance will be neglected. 

Fig. 1 is a diagramatic representation of a coupling 
wire installation. It is assumed that the power conduc- 
tors are horizontally spaced on 12ft. centers and the two 
coupling wires are 10 ft. below the two outside power 
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refinements in calculations as it is only desired to show the effect of 
stray capacity. Curves show the change in practise from coupling . 
wires to coupling capacitors. It is estimated that by the early part of 
1928 the total number of the two types of coupling will be equal. 
The electrical characteristics for different types of insulation used in 
coupling capacitors, based on test results is given. Some important 


points of design for the new cable capacitor are included. 
* * * * * 


conductors. The ground plane is assumed to be 40 ft. 
below the coupling wires. For such a coupling-wire 
installation, the useful capacity between a 1500-ft. 
coupling wire and the power conductor is approximately 
the capacity between A B minus the capacity of A C, 
which is: 
C, = 0.00205 — 0.00178 = 0.00027 uf. 

The stray capacities A D and A E between the coupling 


()=.00027 Mfd. 


E 


Cas 
0018MFd. 


C3=.00027Mfd: 
$60000Cycles 


2—EQUIVALENT CIRCUIT FOR CoUPLING-WIRE 
INSTALLATION 


Fie. 


wires and to ground are of the order of 0.0018 wf. 
The equivalent circuit of this coupling-wire installation 
is represented in Fig. 2. 
Let 
f = Carrier frequency 
= 60,000 cycles. 
E = Applied carrier-frequency potential 
= 100 volts. 
C, = Stray capacity between coupling wires and 
ground 
= teOUL oo be 
= 1470 ohms at 60,000 cycles. 
C, = Effective capacity of one coupling wire to the 
power conductor. 
= 0.00027 wf. 
= 9800 ohms at 60,000 cycles. 
Cy oa Cs 
= 0.00027 uf. 
= 9800 ohms at 60,000 cycles. 
Equivalent high-frequency resistance of the 
transmission line. 
= 500 ohms. 
Z = Impedance using coupling wires. 


To = 
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Z = Impedance using coupling capacitors. 
Then for coupling wires (Fig. 2): 


Z: 22 

8 ae OR 
Where 

Z: = 0o—j1470 

Z: = MW0—j (2 k 9300) = 500 — 7 19600 
Then 

Z = 674— 71360 
And 

LZ = % 671.4 + 126 

= 1360 ohms. 
Therefore 
E 
eect * 


00 
= 0.0737 amperes fed into network 


~ 1360 

where coupling wires are used. 

With properly designed and installed coupling ca- 
pacitors, the stray capacity effects are very small and 
vary considerably with each particular installation. 
By properly arranged circuits, the capacitance between 
lead-in wires is relatively small. The stray field be- 
tween units is also small with proper mechanical 
spacing. Therefore, we will neglect these stray 
capacities for purposes of calculating the current re- 
quired using coupling capacitors. 

Fig. 2 represents the equivalent circuit fora coupling- 


C,*-000727 Mfd. 


Ca .000Z7TMFd, 
§-60000 Cycles 
Fie. %—Eavivaventr Cracuir ror Couping-CapPaciTor 
INSTALLATION 


capacitor installation. In order that the! calculations 
may he compared directly with those obtained using 
coupling wires, the same effective coupling to the power 
conductor is assumed as before. 


Thus for coupling capacitors (Fig. 3): 


Z = 500 — 7 19600 
Z = SHO + 19600 
= 19600 ohms. 

Hence 
E 
[ = ym 


100 
19600 


where capacitors are used. 
We will define the effectiveness of coupling as a per 
cent ratio: 
Useful Current 


= 0.0051 amperes fed into network 


~ Total Current * 100 
Then 
y 0.0051 ae 
= 0.0737 * 
= 6.92 per cent for coupling wires. 
ye 0.0051 160 
= 0.0051 * 


= 100 per cent for coupling capacitors. ~ 
As previously stated, there is a small stray-capacity 
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effect when coupling capacitors are used and, therefore, 
the effective coupling is not actually 100 per cent, but 
is believed to lie somewhere between 80 and 100 per 
cent. 
CHANGE IN COUPLING PRACTISE 
From the relative effectiveness of coupling wires 


and coupling capacitors, it is not surprising that the 


change in practise from coupling wires to capacitors has 
been rapid. Up to the beginning of the year of 1924 
there were no coupling capacitor installations in the 
United States. Fig. 4 shows the number of carrier- 
current installations using coupling wires and capaci- 
tors. Out of a total of 43 installations at the beginning 
of the year of 1924, all used coupling wires. At the 
end of 1924, there were 11 installations using capacitors 
and 97 using coupling wires. At the close of 1927, 
it is estimated there will be 130 installations using 
coupling capacitors and 1465 installations using coupling 
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wires; and that in the early part of 1928 there will be as 


many carrier-current installations using coupling ca- 
pacitors as those using coupling wires. 
TYPES OF COUPLING CAPACITORS 
Four distinct types of coupling capacitors are manu- 
factured in the United States: 
1. Mica 
2. Porcelain 
3. Oil Filled Cable 
4, Oil Filled Tank 
Both the mica and the porcelain type use low-voltage 
unit construction, that is, the individual units are rated 
at a definite voltage and capacity. For higher voltage 
installations series-parallel combinations are used for 
obtaining the proper voltage and capacitance rating. 
Some of the characteristics of capacitors, using these 
different types of dielectrics, are tabulated as follows: 
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ments. The cable capacitor, Fig. 6, consists of a short 
length of paper-insulated oil-filled cable bent intoa loop, 
thefree ends of which are stripped of their lead sheathsand 
brought up through wiping sleeves and electrostatic 
shields into a porcelain shell, where they terminate in a 
common terminal. The lead sheath of the cable is 
attached to the carrier-current- output transformer. 
The whole structure is filled with vacuum-treated oil 
and hermetically sealed from the atmosphere, so that 
changing weather conditions do not affect in any way 
the dielectric strength of the insulation. An expanding 
metallic reservoir is attached to the capacitor which 
takes care of the expansion and contraction of the oil 
caused by temperature changes. 

Fig. 6 is a cross-section drawing showing the general 
details of construction of thecable capacitor for 110,000- 
volt service. 


These capacitors may be mounted on the transmission 


TABULATION OF TEST DATA TAKEN ON 0.001 xf. COUPLING CONDENSERS USING VARIOUS TYPES OF DIELECTRICS 


Power-factor 


per cent Flashover Flashover Impulse 
Voltage at 1000 60 cycles wet | 60 cycles dry Strength Impulse 
Condenser Type insulation rating cycles r.m. s, volts r.m. Ss. volts Crest ky. ratio 
ee ee ee \. 

1 Mica 110,000 0.10 . .97 

2 Porcelain 132,000 1.670 0.75/0.99 

3 Oil-filled cable 110,000 0.500 293,000 | 1.78 

4 Tank type (oil and barriers) 110,000 0.500 260,000 1.99/2.19 


On account of lower first cost for medium voltages, 
the mica and porcelain capacitors have been generally 
installed on circuits up to and including 66 kv. The oil- 
filled cable capacitor has a field of application fur poten- 


Fie. 5—Tanx-Capacitor INSTALLATION ON SOUTHERN 
CALIFORNIA Epison SysTEM 


tials above 66 kv. The oil-filled tank capacitors are 
available for 110-kv., 132-kv., and 220-kv. circuits. 
The 100-kv. and 220-kv. sizes have been in service for a 
period of approaching two years on several systems 
throughout the country. Both the Pacific Gas and 
Electric and Southern California Edison systems are 
equipped with 220-kv. capacitors. 


CABLE CAPACITORS 
The cable and tank? capacitors, Fig. 5, arenew develop- 


2. For purposes of brevity it has been necessary to omit 
the description of the tank capacitor but it is planned to present 
a paper on this type of capacitor at a later date. 


tower by providing a suitable structural-steel bracket, 
placed on a base mounting as shown in Fig. 6A, or set up 
on a framework depending upon the particular require- 
ments of the customer. In the majority of cases the 


Fig. 6@—Casxe Courine Capacrror For 110-Ky. TRANSMISSION 
System 


operator will wish to mount the unit outdoor on the 
steel transmission tower, since the weight of the 
capacitor—1000-Ib.—permits this, and it may be thus 
placed in a very convenient position at a minimum cost. 
Connection to the line is then simple and direct; the 
unit is far enough up so that no surrounding fence is 
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required to protect against marauders, and periodic 
examination is not handicapped. 

The voltage of cable-type capacitors is limited only 
by the voltage rating of available cable. Atthepresent 
writing, the highest voltage commercial cable is 132 kv., 
but 154-kv. cable is now being built for capacitors of 
this rating, and specifications on 220-kv. cable for a 
proposed 220-kv. cable-type capacitor have been 
prepared. For the time being, it is not contemplated 
that the cable-type capacitor will be developed for ¥ 
voltages below 66 kv. because at the lower voltages b 
the” cost is higher than for some other types of enity in 
capacitors. GUIDE PIN N 

The porcelains used on these units are similar to those a5 
used for standard oil-filled bushings for power appara- miLEo case rE 
tus; so that uniformity of practise in this respect is i} 
preserved. 

At first glance it might appear that cable capacitors 
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have considerable inductance due to the loop of cable, 
but a little thought shows that there is no external 
magnetic field if connection to the lead sheath is made 
at the top, for then at every cross-section of the cable 
the current in sheath and conductor is of the same 
magnitude, and the magnetic flux is therefore confined 
to the space between conductor and sheath. On the 
assumption of a linear distribution of current from the 
terminal to the low point of the cable loop where the 
current is zero, (for reasons of symmetry), the total 
stored magnetic energy corresponds to an equivalent 
inductance equal to only 1/12th that between the 
conductor and sheath of the active length of cable 
employed. This is about 5 x 10-9 henry per ft. 
The specially treated paper used in the construction 
of this cable gives it a capacitance of about 73.2 x 1076 
uf. per ft. Therefore less than 14 ft. of cable has Fic. 7—Cross-Szction or CaBiu Capacitor 
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the required capacitance of 0.001 uf. for coupling 
purposes. From 75 per cent to 85 per cent of the total 
capacitance is in the external loop of cable for the 0.001 
wf.units. — 

In the manufacture of cable capacitors it is important 
that the bending of the cable be done without wrinkling 
the paper dielectric. For this reason bending forms are 
used for shaping the cable loop. The transition from 
the several lead sheaths of the cable is effected by 
applying (on a taper) varnished cambric tape over- 
laid with copper braid until a diameter is reached 


Fie. S—INTERNAL CoNnstrUcTION oF CABLE CAPACITOR 


at which a layer of oil may be introduced without 
exceeding the allowable radial gradient for oil, see 
Fig. 8. At this diameter a smoothly flared conical 
shield continues the metal surface until it intersects 
the wall of the casing. - The function of this shield is 
to increase the thickness of the oil layer at such a 
gradual rate that excessive longitudinal stresses are 
avoided. When the flare of the shields has opened out 
to a sufficient diameter, the varnished cambric is again 
tapered down to the surface of the cable paper. A small 
porcelain spacer is inserted to preserve the proper spacing 
and then a double wrapping of varnished cambric tape 
applied to serve both as a mechanical binder and to 
relieve the radial stress on the oil, which increases as the 
ground shield inside the bushing shell is approached. 

The sheet-iron casing is oval shaped at the bottom 
where it bolts to the wiping sleeves, and then gradually 
changes to a circle at the top where it meets the bushing 
shell. The shape and dimensions of this casing have 
considerable influence on the design. The slope of its 
walls must not differ enough from the slope of the insu- 
lation to cause excessive longitudinal gradients, and 
must have sufficient clearance to prevent excessive 
circumferential stresses. 

It is important that there always be a positive oil 
pressure inside the capacitor, so that no air or moisture 
ean enter. For this purpose a pressure reservoir, 
actuated by an internal mechanism, keeps the oil under 
a pressure above that of the atmosphere. The reservoir 
is filled at the factory in such a manner as to compen- 
sate for the yearly temperature variation at its 
destination. 

On the end castings of the pressure reservoirs there are 
four small radially projecting guides, which center the 
reservoir inside its sheet-iron cover. This cover has two 
celluloid windows through which the position of the 
reservoir may be observed. A terminal is welded to the 
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top of the reservoir cover, for connection to the trans- 
mission line. 


VACUUM TREATMENT AND OIL FILLING 

In a piece of apparatus of this kind intended for 
satisfactory operation over an indefinite period of time 
without attention, except for an occasional inspection, 
it is of primary importance that its interior insulation 
be absolutely free from moisture and air. For this 
reason, hermetically sealed cable capacitors are sub- 
jected to a very elaborate and efficient system of factory 
inspection and vacuum treatment. ‘The bushing shell, 
casing, and pressure reservoir are individually tested 
with oil under pressure. During assembly every 
precaution is taken to keep the internal parts clean 
and free from moisture or foreign material. 

When the capacitor has been assembled, a connection 


Fig. S8a—ParTIALLY ASSEMBLED CABLE CAPACITOR 


to a vacuum pump is made at the top of the bushing, 
with the pressure reservoir removed. A vacuum of 
200 to 500 microns’ absolute pressure is maintained 
during the treatment, at the end of which the capacitor 
is ready for filling with No. 10-C transil oil at 120 deg. 
cent. which has been kept at that temperature and 
under vacuum for 20 hours previous to the filling of the 
capacitor. This oil must test 30 kv. or better between 
one inch diameter disks spaced 0.1 in. apart. 

During the entire vacuum treatment the temperature 


3. There are 25,000 microns per inch of mereury. 
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of the cable is maintained at 100 deg. cent. on the outer 
lead sheath and at about 140 deg. cent. on the conductor 
by circulating currents in the cable as the secondary of a 
transformer. 

The filled capacitors are allowed to cool for several 
hours under a pressure head of 5 lb. persq.in. After 
cooling, they are disconnected from the oil and vacuum 
system and hermetically sealed with their pressure 
reservoirs. Before sealing, the reservoirs are expanded 
by oil pressure to the necessary height. 


Discussion 

E. R. Stauffacher: Fig. 5 shows the installation of the 
tank-type of coupling capacitors at the Laguna-Bell Substation 
of the Southern California Edison Company. There is a similar 
installation at Big Creek No. 3 which totals four units of eapac- 
itors for the system. In both of the stations the units are 
connected to one of the two 220-ky. busses. This equipment 
has been in service for about a year and has been thoroughly 
satisfactory in its performance. There was some apprehension 
at first as to whether or not it was advisable to connect a new 
and untried piece of equipment to the 220-kv. bus but our experi- 
ence shows that it is as reliable as any other apparatus designed 
for the same operating voltage. You can see that it gives a much 
more finished and workmanlike job than is possible with over- 
head wire coupling. It is of interest to note the statement 
regarding the effectiveness of coupling where the coupling wires 
are credited with a 7 per cent effectiveness of coupling while the 
effectiveness of the coupling capacitors is rated somewhere 
between 80 and 100 per cent. 

The eable coupling capacitor has not been used on our 220-ky. 
line and we have no experience to relate concerning it. How- 
ever, for voltages lying between 66 ky. and 154 kyv., it should 
prove to be a means of making an effective and compact coupling. 

Wm. Dubilier: (by letter) I should like to point out certain 
facts concerning condensers for high-voltage operations: 

There is no question as to the superiority of mica as a dielec- 
tric in a condenser over any other dielectric at present available. 
It must be remembered that miea is the only dielectric Known 
which does not deteriorate with time, under electrostatic 
pressures. 

Mica condensers are so constructed that the potentials are 
subdivided in such a way that individual units earry 1000 volts 
or less; therefore, the high-voltage problems, such as ionization 
in the condenser unit, corona effects and other difficulties that 
may be developed due to impurities of artificial dielectric 
material, as used in cables and porcelain, are not present with 
mica. =% 

For the purpose of earrier-wave coupling, the mica condenser 
has been standardized in units of 22,000 volts. For higher 
voltages a number of those units is connected in series, elimi- 
nating the use of extremely high-voltage insulators necessary 
with all other types. 

Moreover, this unit construction permits keeping only one or 
two units as spares, requiring considerably less investment, as 
compared to the types where the condenser unit is designed for 
line voltage. 

Conditions in Europe, especially in territories surrounding 
Switzerland, are much more severe than are generally experienced 
in this country, and the electric railroads and power supply 
companies (such, for instance, as the Chemin de fer du Midi) 
have been experimenting for many years with every known 
insulating material, and have finally adopted mica condensers 
as the most suitable in practically all of their installations operat- 
ing at 60,000 volts. These capacitors have now been operating 
with great satisfaction for several years. 
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A earrier-wave coupling condenser developed in this country 
is shown in the accompanying Fig. 1. The four separate units 
are clearly seen mounted on top of each other. Such an instal- 
lation would be suitable for 88,000 volts; for higher voltages units 
might be added, one for each 22,000 volts. 

Fig. 2, herewith, shows an actual installation at the Sunnyside 
Substation, Ohio Power Company, Canton, Ohio, one of the 
properties of the American Gas & Electrie Company, installed 
on their 132,000-volté cireuit between Canton, Ohio, and Philo, 


Fig. 1—Mca-type Coupitinc CONDENSER 


} 
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Sunnyside Substation, Ohio Power Co., Canton, Ohio, one of the proper- 
ties of the American Gas and Electric Co; installed on their 132,000-volt 
circuit between Canton, Ohio and Philo, Ohio, March 1925. This imstalla- 
tion consists of two columns, six 22,000-volt units in series per phase. 


2—Courtine CONDENSERS ON 132-Ky. 


Ohio, March, 1925. This installation consists of two columns, 
six 22,000-volt units in series per phase. 

A number of installations of this nature is at present scattered 
over the country, and so far the results have fully justified the 
theoretical considerations which have led to the choice of mica 
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condensers in preference to other types. Some of the installa- 
tions have been in continuous use for about three years, and as 
the carrier-wave connecting system is the link which must be as 
nearly trouble-proof as possible, it is interesting to note that the 
majority of the installations have had no trouble whatever, while 
in other cases the trouble has been due to lightning strokes. 

Philip Sporn: (by letter) Mr. Belt has touched upon the 
question of the increased use of coupling capacitors as against 
coupling wires and has stressed, as a reason for that, the fact that 
capacitors have greater effectiveness. I should like to pomt out 
however, that while effectiveness has undoubtedly a considerable 
amount to do with their increasing use, there is another factor 
which he has failed to point out. This factor has to do with 
lightning and while lightning is perhaps a subject that does not 
give much serious trouble in California, in the East and in the 
Mid-west it is a subject that gives us many a sleepless night. 

The work of Peek and others has shown that the ground wire 
is decidedly useful and very often an almost necessary part of a 
transmission line where lightning is much of a factor. The 
klydonograph work earried on by the various companies in the 
last two years has strengthened that viewpoint. However, 
whereas a ground wire is important on the line itself, it becomes 
doubly so at the two terminals of the line where apparatus has 
to be taken care of. Now what has been the practise with regard 
to coupling wires? ' In places where the line has been designed 
for one or two ground wires, the invariable practise has been to 
take the last four or five spans of the ground wire, insulate it, 
and use it as coupling conductor. From the standpoint of the 
coupling wire, this seemed the logical thing to do, but from the 
standpoint of the line as a whole, it was decidedly the wrong 
thing. The result, of course, was to give a line with a rising 
surge impedance at the two ends and the consequent increment 
in the steepness of any wave front as it approached the station. 
This is the reverse of the ideal aimed for, namely the decreasing 
impedance at the two ends. Viewed in this light, the decision 
between the coupling wires and coupling condensers is not very 
difficult. We have something like 22 carrier installations on our 
132-ky. system and this involves coupling to approximately 
84 different lines practically all of which are made through 
coupling capacitors. In the vast majority of cases the decision 
to go to coupling capacitors was influenced to a considerable 
degree by the considerations outlined above. 

From the data on impulse strength of the various types out- 
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lined by Mr. Belt, it would appear that the tank type would be 
the most ideal capacitor. Unfortunately, however, it has the 
drawback that it is also the most expensive one. Looking for 
the next best, we find that for a given rating, the mica and oil- 
filled cable types have about the same impulse strength but the 
impulse ratios are decidedly different. It would appear there- 
fore that the mica, if it could have 60-cycle flashover value cut 
down without affecting its impulse flashover, might very well 
compete with the cable type. In this respect, however, the 
general characteristics of the mica are not sufficiently well known 
and it would seem decidedly worth while to have more work done 
on the subject, particularly as in the present stage mica, from a 
standpoint of cost, would be decidedly the choice over cable. 
As regards the porcelain-type condenser (a type not diseussed 
by Mr. Belt), this condenser utilizes materials that have been 
longest known and tried in the electrical circuit but in the present 
stage of development it certainly does not look as if it is ready 
to go on a system where high standards of safety are demanded. 
More work ought to be done on it. 

T. A. E. Belt: Very complete tests at 60 cycles and impulse 
were made in order to check experimentally the electrical strength 
of both the cable-type and tank-type capacitors. Therefore, 
Mr. Stauffacher took little chance in connecting the tank-type 
capacitors directly to the bus at Laguna Bell and Big Creek No. 3. 

Mica is a good dielectric for certain applications, but it has an 
objectionable characteristic which Mr. Dubilier did not bring . 
out in his discussion; namely, the property of breaking down on 
steep wave fronts, such as lightning, at a lower value of potential 
than its maximum 60-cycle breakdown. This characteristic 
makes it necessary to over-insulate a coupling condenser, using 
mica for 60 cycles in. order to have it stand up in service on a 
transmission line which is subjected to lightning impulse voltages. 
There is no measurable deterioration of an oil dielectric such as 
used in the cable-type and tank-type capacitors. 

In general, American practise has not followed European 


‘ practise, owing to the fact that operating requirements in this 


country are different from those in Europe and greater reliability 
is required. 

I wish to acknowledge the help given by L. V. Bewley of the 
High-Voltage Bushing Department of the General Electric 
Company in the preparation of this paper. I also wish to state 
that the development of the cable-type coupling capacitor was 
carried out in cooperation with that department. 


The Relation Between Frequency and Spark-Over 


Me oltage in a Sphere-Gap Voltmeter 
BY L. E. REUKEMA: 


Associate, A. IL. E. E. 


Synopsis.—The standard instrument for measuring crest values 
of kigh aliernating voltages at 60 cycles is the sphere-gap volimeter, 
which measures a voltage by the distance which ii will fash between 
spheres. In much of the high-voliage research, however, very high 
frequencies are used. For measuring the toltages used in these 
high-frequency tests, the sphere-gap volimeter is used, the assumption 
being made that its calibration at high frequency iz but little, if any, 
different from that at 60 cycles. 

In the endeavor io make the sphere-gap a standard for measuring 
peak values of voltage at high frequencies, az if is aif present a 
standard at commercial frequencies, experimental data were ob- 
tained from ne ——- curves t for the ey ee} voltmeter 


Se 


the source of the ki igfregececs eclaas being a Pode arc with 
variable inductance and capacity in iis a-c. circuit. The resulis 
show no appreciable change in voliage required to flash across a 
given gap as the frequency increases until a frequency of about 
20,000 cycles is reached, then a gradual decrease in required voliage 
as the frequency increases from 20,000 ta 60000 cycles, after which 
a single curre holds for all frequencies at least up io 425,000 cycles 
per sec., the highest frequency tesied. The theory shows that this 


NE of the prime requisites in all high-voltage 
research is to be able to measure accurately the 


voltages employed, and, since it is the peak value. 


of the voltage wave which ruptures insulation, it is 
especially important to be able to determine this peak 
value. For such measurements at commercial fre- 
quencies, that is, 25 to 60 cycles, the sphere-gap volt- 
meter, which measures a voltage by the distance which 
it will flash between spheres, is now the standard 
instrument. For much of the research in high-voltage 
phenomena, however, very high-frequency power is 
used. In much of the imsulation testing, for instance, 
the sources of power are impulse oscillators generating 
voltages up to 1,500,000 volts or more at frequencies 
ranging from 30,000 to 500.000 cycles. The sphere- 
gap voltmeter is the accepted means of measuring such 
voltages, the assumption being made that the calibra- 
tion of the instrument is little, if any, different at high 
frequency from that at 60 cycles. To test the correct- 
ness of this assumption was the first object of this 
research. 


In the course of taking the experimental data to 
determine the relation of frequency to spark-over volt- 


age between spheres, an interesting and important fact © 


was noted, namely, that exposing the spheres to 
the action of ultraviolet light has a very pronounced 


1. Asst. Prof. of Electrical Engineering, University of Cali- 
fornia, Berkeley, California. 

Presented at the Pacific Coast Convention of the A. I. E. E., Del 
Monte, Calif., Sept. 13-16, 1927. 


curse should hold up to a frequency of about 6,000,000 cycles for a 
one-cm. gap, ajier which a further decrease should be found. At 
and above 60,000 cycles per sec., the voltage required to flash across a 
one-in. gap is 13 per cent lower than the voltage required at 60 cycles, 
provided only the ionz occurring naturally in the atmozphere are 
available to start the ionization which produces the flashover. 

In the course of the investigation it waz noted that flooding 
the spheres with ultraviola light decreased the voltage required to 


flash across a given gap at high frequency by about 3.5 per cent, 


whereas no such effect iz found at commercial frequencies. There- 


jore a complete set of calibration curres for the frequency range 


covered was also obtained for the spheres flooded with ultrariola 
light. 

The resulis are explained ty showing that at high frequency a 
space charge of posilize ions will accumulate between the spheres, 
this space charge distorting the potential gradient sufficiently to 
allow a spark to pass, even though the average gradient between 
spheres is considerably‘lower than is necessary at 60 cycles. The 
space charge depends on the rate al which ions are added to the 


field by ionization and the rate at which they are lost by diffusion 


and mutual repulsion, the terminal condition reached when the rate 
oj gain equals the rate of lozs determining the voltage at which flash- 
over will take place at any given frequency. 


effect on the voltage necessary to flash across a given 
gap. At 60 cycles, the action of ultraviolet light on the 
spheres is merely to increase the accuracy of the 
sphere-gap as a voltmeter, but the average voltage 
required to spark across a gap is neither increased nor 
decreased to a noticeable extent. At high frequencies, 
however, a pronounced lowering of the voltage required 
for a given gap manifests itself whenever a source of 
ultraviolet light plays upon the spheres. The investi- 
gation of this phenomenon, discovered many years ago 
by Hertz, but apparently overlooked by engineers, 
constituted the second object of our research. 

In any investigation of physical phenomena, the value 
of the experimental data is considerably enhanced if a 
rational explanation of the results accompanies them. 
Such an explanation, on the basis of the fundamental 
physical principles known concerning electrical dis- 
charges through gases, together with an attempt to 
correlate the newly discovered phenomena with already 
existing knowledge on the subject, is the third object 
of the research. 


PREVIOUS INVESTIGATIONS 


The first object of this investigation is not a new 
problem, as several of the recognized leaders in the 
development of our knowledge of electrical phenomena 
have contributed toward itssolution. A brief summary 
of the conclusions reached by former investigators will 
serve as a fitting introduction to the present 
investigation. 
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In 1911, J. B. Whitehead and W. 8. Gorton started 
an extensive investigation of the electric strength of 
air, publishing their results serially in the A. I. E. E. 
JOURNAL. In one of these papers? they state: “There 
seems, however, to be no doubt that there is a decrease 
in corona voltage, amounting to about 3 or 4 per cent, 
in increasing the frequency from 60 cycles to 2000 
cycles or over.” 

L. W. Chubb and C. Fortescue in 1913 investigated 
the effect of frequency on the spark-over voltage be- 
tween spheres over the range from 25 to 60 cycles, and 
found frequency to have no effect in this range. 

On June 24, 1914, at the A. I. E. E. convention at 
Detroit, F. W. Peek, jr., who is responsible for most of 
the research on the sphere-gap voltmeter, discussed the 
effect of frequency on spark-over voltage between 
spheres as one of a number of related investigations 
carried on, at the General Electric high-tension labora- 
tory, under his direction. He compared a 1000-cycle 
curve with a 60-cycle curve and found nodifferencewith 
spark-over voltage plotted as a.function of the gap. A 
40,000-cycle curve, however, lies below the 60-cycle 
curve for its entire length, the percentage differences 
increasing as the voltage increases, from about 11 per 

cent at 11,000 volts to 16 per cent at 25,000 volts, high 
frequency. This curve contains only ten points, how- 
ever, two of them over 10 per cent off of the curve. 
Moreover, if two points lying below the curve are 
assumed to be the only ones greatly in error and are 
disregarded, a smooth curve could be drawn through 
the remaining points which would raise thecurveabout 
5 per cent. Therefore, this curve could hardly be re- 
garded as conclusive. Moreover, Peek himself does not 
so consider it. He attributes the decrease in required 
voltage at high frequency to rough spots on the spheres, 
as no special care was taken to polish them. In his 
book, “Dielectric Phenomena in High-Voltage Engi- 
neering,’ 1920 Edition, Peek states: ‘‘It seems that the 
air at high frequency of the above order (40,000 cycles) 
_is only apparently of less strength. If the sphere surfaces 
are highly polished, it seems that the high-frequency 
spark-over voltage should check closely with the sixty- 
cycle voltage. This should also apply for corona on 
polished wires. The following limitation, however, 
applies to both cases. At continuous high frequency 
when the rate of energy or power is great, frequency 
may enter the energy-distance equation thus 


: 
A \ 5 ¢ (f) 

and spark-over take place at lower voltages at very high 

frequency.” 

At this same convention, Professors Harris J. Ryan 
and J. Cameron Clark of Stanford University reported 
the results of an investigation which they had conducted 
on the relation of frequency to spark-over voltage, 

2. The Electric Strength of Air.-V The Influence of Fre- 
quency, A.T. E, E. Transactions, Vol. XX XIII, 1914, p. 969. 


presenting curves of voltage as a function of spark- 
over distance at three frequencies, 123,000 cycles, 
255,000 cycles, and 612,500 cycles. Ryan and Clark 
drew a single curve through the mean of all points, 
compared this curve with a 25-cycle curve located by 
Fortescue and Chubb, and found their own curve to 
lie almost uniformly 4500 volts below the 25-cycle 
curve, at least within the range from 20,000 to 50,006 
volts. Ryan and Clark used seven-in. spheres, how- 
ever, while Chubb and Fortescue used spheres 25, 37.5, 
and 50 cm. in diameter. To determine whether this 
difference in voltage might possibly be due to a differ- 
ence in the size of the spheres used, the writer compared 
the curve of Ryan and Clark, changed to standard 
conditions of temperature and pressure, with a curve for 
seven-in. spheres calculated: from Peek’s formula for 
spark-over voltage for spheres of any size. In this com- 
parison, the high-frequency curve veers away from the 
60-cycle curve more gradually, but at about 50,000 
volts the high-frequency curve lies 6500 volts or about 
13 per cent below the 60-cycle curve. 


Alexanderson also investigated the problem to-a 
slight extent in 1914 with his 100,000-cycle sine-wave 
alternator, and found that a three-in. gap between 
five-in. spheres breaks down at about 100,000 volts. 
He does not definitely state that the high frequency used 
was 100,000 cycles, nor does he say whether or not one 
of the spheres was grounded. If it was grounded, as 
is probable, this shows about a.14-per cent lowering of 
required voltage at high frequency. Alexanderson 
used highly polished spheres. 


Since the amount of data on the relation of frequency 
to spark-over voltage by all experimenters combined is 
rather meager and some of it conflicting, the present 
investigation was conducted in the hope of clearing up 
the question, and thus making the sphere-gap a stand- 
ard means of measuring high-frequency voltages, as it 
is at present a standard for 60 cycles. 

Concerning the second object of the research, the 
investigation of the effect at high frequency of flooding 
the spheres with ultraviolet light, literature on the 


. general subject has nothing to say. Apparently this 


phenomenon has, until our discovery, escaped the notice 
of both physicists and engineers. Also, so far as we 
have been able to determine, no one of the previous 
investigators has tried to show, from fundamental 
principles, why the required voltage at high frequency 
should be lower than at 60 cycles. 


THE PRESENT INVESTIGATION 

The generation of voltages ranging up to 50,000 volts 
at frequencies of 60 to 500 cycles presented no difficulty, 
as generators and transformers for these frequencies 
were available. A diagram of the set-up for the tests 
is shown in Fig. 1. For the higher frequencies, a two- 
kw. Poulsen are; generously loaned to us by the Federal 
Telegraph Co., was the source of power. For the a-c. 
circuit of the arc, we constructed a large air condenser 
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and 24 inductance coils, of open design so as to with- 
stand the high voltages induced, and with a minimum 
ratio of resistance to inductance, so as to obtain a 
maximum induced voltage. The inductance coils 
and the condenser are connected in series across the 
are, the leading reactance of the condenser neutralizing 
the lagging reactance of the inductance coils, so that 
only the high-frequency resistance of the circuit limits 
the flow of current. The voltage built up across the 
coils and that across the condenser neutralize each 
other, so that either one may be over a hundred times as 
large as the d-c. voltage impressed across the are. The 
high voltage between the condenser plates is impressed 
across the sphere-gap voltmeter. By varying the 
distance between the condenser plates and the number 
of inductance coils used, the frequency may be varied 
over a range from 28,000 cycles to about 450,000 
cycles per sec. according to the formula 


1 
25 \ L re 
where f is frequency in cycles per sec., Lis inductancein 
henrys, and C is capacity in farads. 
To measure the voltage impressed between the 
spheres, three condensers in series to break up the volt- 
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age were used, a gold-leaf electroscope reading the 
voltage drop across the middle condenser. The electro- 
scope reads effective values of voltage, whereas it is 
peak value which causes a flashover; therefore the wave 
forms of the low-frequency voltages, over the entire 
range of voltages used, were photographed with an 
oscillograph and the oscillograms analyzed mathemati- 
cally to determine the ratios of effective to maximum 
voltages for this range. The voltage waves from the 
Poulsen arc were investigated with a sensitive wave- 
meter, and all harmonics found to be negligible, so that 
they may be assumed to be pure sine waves within 
a very small fraction of one per cent. 


DESCRIPTION OF APPARATUS 

The sphere-gap voltmeter was constructed according 
to A. I. E. E. specifications. The spheres are of brass, 
6.25 cm. in diameter and accurately turned. The 
lower sphere is movable in a vertical direction, and the 
gap may be readily read to a thousandth of an inch. 
Neither sphere was grounded. 

Since the high-frequency voltage obtainable from a 


E £ 
Poulsen are equals =~ J Tk in which E is the 
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voltage across the a-c. terminals of the are, FR is the 
resistance of the a-c. circuit, L is the inductance of the 
coils, and C is the capacity of the condenser, a high 
ratio of inductance to resistance is necessary in the coils 
in order to induce the large voltages desired. The 
resistance of the coils at high frequency is many times 
that at 60 cycles, due to both skin effect and to eddy- 
current loss in the copper caused by the magnetic flux 
of the coil cutting the turns. The coils used were 
designed to make this high-frequency resistance a 
minimum, using formulas developed by C. L. Fortescue 
and published in the Sept., 1923 issue of the Journal 
of the British Institution of Electrical Engineers. 
Twenty-four coils were constructed, 30 in. in outer 
diameter and 12 in. in inner diameter, containing eight 
layers of three turns each, turns being mounted on 
wooden pegs and spaced one in. apart. The smallest 
high-frequency resistance for this size of coil is obtained 
by using No. 9 B &S gage wire. 

The principal considerations in the design of the con- 
densers used in series with the inductance coils were to 
keep the energy losses down to a minimum and to 
prevent the formation of corona. Energy losses in- 
crease the effective resistance of the circuit and there- 
fore decrease the voltage obtainable. Corona, in 
addition to wasting energy, introduces a source of error 
into the sphere-gap readings by setting up minor 
surges in the circuit, which may cause flashovers be- 
tween the spheres even though the fundamental voltage 
which is being measured may be much too low. These 
considerations, together with the high voltages used, 
called for large condenser plates separated sufficiently 
by air to prevent fiashes between them, and free from 
sudden bends, sharp corners, and irregularities of any 
kind. The plates used measured seven by eight ft. 
and were constructed of galvanized iron nailed to 
wooden frames, with quarters of copper float balls 
soldered to the four corners and with metal connectors 
soldered to the sides to receive the connections from 
the inductance coils. To prevent stray electrostatic 
flux from these condenser plates from spreading out 
into the voltage-measuring apparatus, grounded shields 
of fine-mesh chicken wire, stretched on pipe frames, 
were hung on both sides of the condenser. 

In parallel with the sphere-gap were three air con- 
densers in series, the middle one of the three having a 
much larger capacity than that of the two outer ones. 
These condensers divide the voltage between them in 
inverse ratio to their capacities, so that the voltage 
drop across the middle one was about two per cent of 
the total voltage impressed across the sphere-gap. 
This voltage drop across the middle condenser was 
measured by means of a gold-leaf electroscope, con- 
nected in parallel with the condenser. The plates of 
all of the condensers are of galvanized iron on wooden 
frames supported in vertical planes, and are free from 
sharp edges and rough spots, with joints covered with 
tinfoil to prevent the formation of corona, since it is 
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_ separated about five in. 
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- essential for accurate work that the losses in the con- 


densers be negligible at all frequencies. The plates of 
the middle condenser are five ft. sq. and one in. and a 
half thick, are suspended from insulated supports, and 
are separated about three-eighths of an in. by small 
porcelain insulators. Each of the outer condensers 
consists of an outer plate two ft. sq. and one in. and a 
half thick, which fits inside a boxlike plate, with a bot- 
tom three ft. sq. and sides one ft. high, the plates being 
é The smaller plates are con- 
nected to the voltage to be measured. Each of the 
boxlike plates is connected to the adjacent plate of the 
inner condenser, the boxes facing away from each other. 
In this way the electrostatic flux from one outer plate 
is prevented from reaching the other, and also from 
setting up a stray field in the vicinity of either the 
sphere-gap or the electroscope. Each condenser is 
insulated from ground by small porcelain insulators. 


The electroscope consists of a nickeled steel case with 
glass front and back, down the center of which extends 
a nickeled brass rod carrying the gold leaf. To prevent 
possible external flux from penetrating the interior of 
the electroscope, the glass front and back were threaded 
both horizontally and vertically with fine wires. The 
rod bearing the gold leaf is insulated from the case by 
sulphur. A protractor was arranged to turn on an 
axis in line with the point of connection of the gold 
leaf, a line peep-sight directly in front of the protractor 
and a frame carrying a fine hair about four in. behind 


‘the protractor turning with the latter as an integral 


part. This makes it possible to read the deflections of 
the gold leaf to the tenth of a degree, which compares 
favorably with the accuracy of the sphere-gap itself. 

Whenever a spark takes place between the spheres, a 
short circuit is produced across the transformer in the 
case of the low frequency and across the Poulsen are 
in the case of the high frequency. To prevent the burn- 
ing and pitting of the spheres which would otherwise 
result from such short circuits, water-tube resistances 
were placed in both high-tension legs of the transformer 
circuit, and a one-yf. condenser successfully limited 
the flow of current from the high-frequency circuit. 
The voltage drops in the water-tube resistances and in 
the current-limiting condenser occurred before the 
voltage was impressed on the sphere-gap and measuring 
condensers and therefore were in no sense a source of 
error in the measurements. 

The source of ultraviolet light with which thespheres 
were flooded was an open arc light, ordinarily used for 
oscillographic work, which was placed about four ft. 
from the spheres with the light concentrated on them. 


PROCEDURE 


As the sphere-gap voltmeter is a standard instrument 
for the measurement of high voltage at 60 cycles, the 
electroscope was calibrated by reading its deflections 
for spark-overs between the spheres for voltages ranging 
from about 7000 to 55,000 volts effective, the voltage 
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being varied by varying the field of the alternator. 
Since the object of the research is to compare the high- 
frequency voltage corresponding to a given gap with 
that required at 60 cycles, this method eliminated the 
errors which would have crept in if the electroscope had 
been calibrated with direct current and the capacities of 
the condensers measured. The readings of the sphere- 
gap were reduced to standard conditions, 760-mm. 
pressure and 25 deg. cent., as adopted by the A. I. E. E.., 
and were also corrected for wave form, since the sphere- 
gap measures crest values and the electroscope effective 
values of voltage. Although the generator supplying 
the 60-cycle power produced a practically pure sine 
wave, the voltage drops within the transformers due to 
the harmonics of the exciting currents and the distortion 
due to the internal capacity of the 50,000-volt trans- 
former produced a slight change in wave form, which 
necessitated the mathematical analysis of the voltage 
wave on the high-tension side of the transformer, for 
the range of voltages used in the test. Oscillograms of 
these waves at six representative values of voltage were 
analyzed, and the ratio of maximum to effective value 
of the actual waves compared to this ratio for a pure 
sine wave. The corrective value averaged about 0.8 
per cent and in no case was larger than 1.8 per cent. 

The electroscope and measuring condensers having 
been calibrated for a given setting of the condensers, 
high-frequency runs were taken, reading electroscope 
deflections as a function of distances between spheres 
for the maximum range of voltages obtainable at any 
one frequency. Temperatures and barometric pres- 
sures were recorded, so that the gap readings might 
later be reduced to those for standard conditions. The 
voltages were varied by changing the d-c. voltage im- 
pressed on the Poulsen are, the length of the arc-gap, 
and the strength of the magnetic deflecting field so as 
to give steady operation. Frequencies were varied by 
changing the number of inductance coils used and the 
distance between the main condenser plates. Fre- 
quencies were calculated from the wavelength readings 
of a wavemeter. Runs averaging approximately 100 
readings each were taken for frequencies ranging from 
28,170 to 425,500 cycles, both with the spheres flooded 
with ultraviolet light and without. Runs at 183 
cycles, 250 cycles, and 500 cycles were also compared 
with those for 60 cycles. In order to be sure that the 
particular setting of the measuring condensers was not 
a source of error, runs were taken for several different 
settings, each setting requiring a separate electroscope 
calibration. The surfaces of the spheres were kept 
highly polished at all times, by polishing them with a 
power buffer at least once and usually several times 
during each run, and by hand with a soft towel after 
each spark-over. 

To obtain a reading, the distance between spheres was 
made slightly greater than could be flashed across by 
the voltage impressed, then the spheres were slowly 
moved together by turning the control wheel until 
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the spark occurred, at the same time keeping the peep- 
sight of the protractor arrangement trained on the 
defiected gold leaf, so that the voltage at the instant of 
flashover could be read accurately. The spheres were 
always moved together at least a full turn of the control 
wheel before a flash took place, so as to avoid any error 
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due to lost motion in the control, wheel. In case the 
voltage at the instant of flashover was unsteady, the 
reading was thrown out. Care was taken to bring the 
voltage from the Poulsen arc up to the maximum 
possible with the d-c. voltage impressed before taking a 
reading, so as to eliminate errors due to surges. 


DATA AND CURVES 


The publishing of the 50 pages of data secured would 
serve no useful purpose, since the curves show the results 
obtained. Moreover, of the many pages of curves 


KILOVOLTS EFFECTIVE 


0 0.2 0.4 0.6 0.8 1.0 


GAP IN INCHES 


Fie. 8—Cauisration or 6.25-cm. SpHeres at VARIOUS FRE- 
QUENCIES Usine ULTRAVIOLET LicuT 


plotted, only three are included in this paper. Fig. 2 
is included to show approximately the accuracy with 
which the points fall on the various curves, and the 
very evident difference between the voltage necessary 
to flash across a given gap when the spheres are flooded 
with ultraviolet light and when they are not. The 
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fact that all points do not fall accurately on the curve 
when ultraviolet light is flooding the spheres is due to 
a slight unsteadiness which is inherent in the Poulsen 
are, not to any inaccuracy of the sphere-gap itself. 
Using ultraviolet light, 60-cycle curves always repeat 
themselves accurately, no point falling more than a 
quarter per cent off the curve. When ultraviolet light 
is not used, any point may be as much as two per cent 
off the curve. 

Figs. 3 and 4 show the final results of the test, the 
one when the spheres are flooded with ultraviolet light, 
the other when the spheres are not so flooded. 

THEORETICAL EXPLANATION OF THE RESULTS 

Mechanism of the Spark. Before considering the 
phenomena of electric discharge through gases, it may 
be advisable to recall certain fundamental concepts 
of the constitution of matter. All matter is composed 
of molecules in continuous motion, the temperature of 
any substance being merely a function of the energy of 
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the molecules are relatively far apart, and: the continual 
collisions of molecules with each other and with the 
walls of the containing vessel give rise to the pressure 
of the gas. The average distance traveled by a mole- 
cule before colliding with another molecule is known as 
its mean free path. All molecules, in turn, are com- 
posed of atoms, different combinations of the 92 kinds 
of atoms producing the millions of varieties of mole- 
cules. The atoms are composed of a central nucleus 
with a positive electric charge and of particles of nega- 
tive electricity, called electrons, which travel around 
the nucleus in precessing elliptic or circular orbits at 
enormously high speeds, the electrical attraction of the 
positive nucleus for the negative electrons balancing 
the centrifugal force produced by these speeds. An 
atom thus may be compared to a solar system, its 
volume being mostly empty space. The number of 
planetary electrons in a neutral atom is always equal 
to the number of equivalent positive charges of the 
nucleus. 
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It is possible for an atom to lose an electron, however, 
in which case it is called a positive ion, since the loss of 
a particle of negative electricity leaves the rest of the 
atom positively charged. Similarly, a free electron is 
able to attach itself to most atoms. When this hap- 
pens, the atom with its extra electron is called a nega- 
tiveion. Anion, whether positive or negative, behaves 
like an ordinary molecule, as long as it is not in an elec- 
tric field. Assoon asan electric field is produced, however, 

the ion adds to its haphazard molecular motion amotion 
in the direction of the field, toward the positive electrode 
if a negative ion, toward the negative electrode if a 
positive ion. If this motion takes place in a vacuum, 
so that the mean free path of the ion is large, a com- 

paratively small voltage drop, about 16 volts for air, is 
sufficient to give the ion such a high velocity that it is 
able to knock an electron out of a molecule with which 
it collides. This potential is known as the ionizing 
potential of the molecule, that is, the potential neces- 
sary to knock out one of its electrons and thus make an 
ion of it. As the pressure of the gas increases, however, 
the mean free path decreases until at atmospheric pres- 
sure the air molecule has a mean free path of only about 

0.000004 in. In such a short distance it does not have 
the chance to acquire the ionizing speed except at very 
high potential gradients. 

Whenever a molecule is ionized, the electron which is 
knocked out of it also feels the force of any electric field 
in which it finds itself. As an electron weighs only 
about one sixty-thousandth part as much as an oxygen 
molecule, however, and since the acceleration which an 
object undergoes in a given field is inversely propor- 
tional to the square root of its mass, its acceleration is 
evidently about 240 times that of an ionized oxygen 
molecule. Moreover, due to its increased speed and 
its much smaller size, its mean free path is four times 
the square root of two or 5.66 times that of the mole- 
cule. The electron, therefore, will attain a velocity 
many hundreds of times that attained by an ion in 
the same field. Moreover, because of its smaller 

‘weight, as compared with that of a molecule, the elec- 
tron cannot lose more than a small fraction of its 
energy in an ordinary collision with a molecule. Thus 
it gradually accumulates velocity until the average 
amount it loses per collision equals that gained between 
collisions, the terminal velocity being a function of 


e, where E is potential gradient and d is density of 
the air. If the amount of energy represented by this 
terminal velocity is as great or greater than the energy 
necessary to ionize a molecule, such an ionization may 
take place, the probability of the ionization increasing 
rapidly with increase in velocity, up to velocities far 
beyond any which would be given the electron in air 
by an electric field. 

Now let us consider the mechanism of the electric 
spark between two electrodes with a potential gradient 
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between them. Even though this potential gradient 
is far greater than that necessary to ionize the air 
molecules, no spark will take place unless there are 
either ions or electrons present to start the ionization. 
A few ions per cubic centimeter are practically always 
present in the air, however, and new ones are being 
formed, mainly by the action of the penetrating 
radiation recently investigated by Millikan and by 
radioactivity, at the rate of about 12 per sec. per cu. 
cm. The electron starts to ionize at a considerably 
smaller potential gradient than does the ion, and even 
though it ionizes only once for every thousand colli- 
sions, an electron would increase to approximately 
485,000,000 in moving onecem. For instance, the mean 
free path of the electron in air at atmospheric pressureis 
about 0.00005 cm. If it ionizes once in a thousand 
collisions, it would ionize about 20 times per cm. The 
rate of increase in the number of electrons, due to ioni- . 
zation by electrons alone, is given by the equation 
Wie o 
where n is the number of electrons after the initial 
electrons have moved a distance x in the direction of 
the force, m) is the number of electrons at x = 0, a is 
the number of ionizations per centimeter, and e is equal 
to 2.71828, the base of the Napierian logarithm. 
Since in our assumption a equals twenty, n equals one, 
and x equals one, 
n = @ = 485,122,000 

However, one coulomb of electricity equals 
6,280,000,000,000,000,000 electrons, so that this enor- 
mous number of electrons would have to be formed 
per second to have just one ampere of current pass. 
Moreover, as fast as these electrons are produced by 
ionization, they are swept into the positive electrode, 
leaving only the small number spontaneously formed 
by radiation or by radioactivity to carry on the work. 
Evidently, therefore, ionization by electrons alone will 
not produce a spark. 

For each electron set free by collision, however, 
there is also produced a positive ion, which is attracted 
in the opposite direction from that taken by the elec- 
trons. If the potential gradient is sufficient to allow 
positive ions to ionize air molecules by collision, or to 
knock electrons out of the negative sphere, the number 
of electrons produced, immediately increases enor- 
mously. Suppose that only one in a thousand of the 
positive ions produced was able to ionize and that 
this ionization took place close to the negative elec- 
trode, where the potential gradient would be greatest. 
Then one electron, with the help of the electrons which 
it sets free by collision, produces 485,000,000 positive 
ions while moving one em. Of these positive ions, 
485,000, each ionizing once, then produce 485,000 new 
electrons, which, starting close to the negative electrode, 
each produce 485,000,000 positive ions in moving one 
em., or a total of 285,000,000,000,000. One one- 
thousandths of these, or 235,000,000,000, produce 
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233,000,000,000 more electrons close to the negative 
electrode, which in turn produce 485,000,000 times 
2353,000,000,000 electrons, and so on, all of this happen- 
jag in a very small fraction of a second. The process 
is thus cumulative, the number of ions and electrons 
imereasing at an enormous rate, and resulting im a 
flashover between the electrodes. Note that ioniza- 
tion by both electrons and positive ions is essential, 
and that, Since the electron ionizes at a lower potential 
gradient than does the positive ion, the probability of 
ionization by the hitter is the factor which determines 
the potential gradient necessary to produce a spark 
between the electrodes. This potential gradient has 
been found to be 30,000 volts per em. under standard 
conditions of temperature and pressure. 

The reason for the increased accuracy of the sphere- 
gap at low frequencies when ultraviolet ight shines on 
the spheres is now easily understood. The action of the 
ultraviolet Eght is toe berate electrons from the 
spheres. a phenomenon which has been named the 
photeelectme effect. Thus, when the spheres are 
fleoded with ultraviolet hght, there is abways a large 
number of electrons in the space between the spheres 
i@ SMart the lonizafion, and the instant the poteniial 
gradient reaches a walue of 30,000 volts per em., a 
spark takes place. When, on the other hand. the small 
mumber of ions found naturally in the air must be 
G@epended upon te start the ionization, there may be no 
tems available at the imsfant the potential eradient 
reaches the required walue. This is especially true in 
the sphere-zap voltmeter, in which the potential 
gradient gradually imereases as the spheres are moved 
together. The gradient. before it has reached the value 
required for ionization by colkson, simply sweeps into 
the spheres whatever loms are present, so that when the 
potential grachent does reach 30,000 volts per em.. the 
diffusom, imto the space between electrodes, of ions 
from the outer space must be depended upon to 
Start the iomzation. This may take an appreciable 
part of a second or even more, during which time the 
Spheres are being moved closer together, with the result 
that a higher potential gradient seems to be required to 
Gash across the gap than actually is required. Thus, 
the determimation of a voltage by means of a sphere- 
gap voltmeter, which is not subject to the action of 
ultraviolet ight. may be ome or two per cent im error. 


Errect oF Hies FREQUENCY 


Te understand the effect of high frequency on the 
voltage required to spark across a given gap, we must 
consider such phenomena as the mobility of ions. their 
@ifesen, and the variation of potential gradient by 
Space charge. The effect of the attachment of electrons 
te molecules and the recombination of electrons with 
pesitive iems to form neutral molecules is negligible in 
the bagh electme fields used. The mobility of an ion is 
the velocity with which it moves im an electric field. 
The motility constant is the velocity im centimeters per 


second attained by an ion, at 760-mm: pressure and — 


0 deg. cent., per volt per centimeter of field acting upon 
it. This constant for positive ions im air is 1.32; for 
negative ions, 1.8. In high fields, the mobility is 


nearly independent of temperature, so that the error — 


would be small if one neglected to correct gas ion 


mobilities for temperatures above 200 deg. K. The 


mobility of elecirons does not vary directly with poten- 
tial gradient, so that for electrons there is really no such 
thing as a mobility constant. The mobility is a fune- 


E 
tion of ~~; however, where B is'potential eradicate 


volts per em. and pis pressure. According to a curve 
for electron mobility in nitrogen in a paper by Compton 
in the Physical Reriew of 1923, an electron m nitrogen 
at atmospheric pressure would attain a velocity of 
13,800,000 em. per see. under the action of a potential 
gradient of 30,000 volts per em., or it would be swept 


across a gap of one em. in see. For air, 


1 
13,300,000 
instead of nitrogen, the figures would not differ greatly. 
A positive ion, under the same conditions in air, would 
attain a velocity of 30,000 times 1.32 or 39,600 em. per 
see. If the field were an alternating one, the velocity 
would vary as the voltage varied. For a pure sine 
ware of 30,000 volts per em. effective value, the dis- 
tance traveled by an electronin one sec. in the direction 
of the force would be 12,160,000 em.; by a positive ion, 
35,650 em. Evidently at 60 cycles both ions and 
electrons would practically all be swept out of the field 
every half-cycle, so that until the potential gradient 
has reached 30,000 volts per cm., there could be no 
appreciable accumulation of space charge to distort 
the field. ; 

Consider the same phenomena at high frequency, let 
us say at 50,000 eyeles per sec. The electrons are 
practically all swept into the spheres every half-cycle, 
Just as at 60 eyeles. The positive ions have time to 
move, however, for a gradient of 30,000 volts per cm. 
only about 0.35 cm. during a half-cycle, so that there 
is a rapid accumulation of positive ions in the space 
forth between the spheres as the potential gradient 
reverses every half-cyele. 

Consider the effect of this positive space charge on 
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positive to the negative sphere. Allofthem end on the 
negative sphere, but many of them extend out to the 
positive ions in the space between the spheres, instead 
of to the positive sphere. Since the potential gradient 
is proportional to the density of the electrostatic flux 
lines, it follows that the potential gradient between 
spheres is distorted, constantly increasing as ‘the 
negative sphere is approached, or at least being greater 
near the negative sphere than it would be if the positive 
space charge were not present. Therefore, even though 
the total voltage would otherwise not be able to cause 
positive ionization, this distortion of the field in- 
creases the potential gradient close to the negative 
sphere sufficiently to allow the positive ions to ionize 
there, where their ionization is most effective in pro- 
ducing a consequent large number of electrons by 
electron collision as the electrons produced by the 
positive ions move to the positive sphere. The volt- 
age required to spark across a given gap, therefore, 
should be less at high frequency than at 60 cycles, 
because of the distortion of the potential gradient 
by the positive space charge. 

Let us see how large the effect of this positive space 
charge may be. Consider two spheres, 6.25 cm. in 
diameter, one .cm. apart, with a potential gradient of 
30,000 volts per cm. at the surface of each sphere along 
the line joining their centers. The electric charge per 
square millimeter of such surface would be 0.0265 « 10-9 
coulombs to give this gradient at the surface, which is 
equivalent to 0.0265 « 10-9 « 6.28 « 10'8 or 166,400,000 
excess electrons on one sphere per square millimeter of 
surface, and an equal deficiency on the other sphere. 
To appreciably distort the potential gradient along the 
line connecting the spheres, it is therefore necessary that 
the space charge, within a column one mm. square 
joining the spheres, be an appreciable fraction of 
166,400,000 ions. If the space charge amounted to 
the full 166,400,000 ions per sq. mm. column, all of the 
flux lines leaving the negative sphere would end on ions 
in the space, and the gradient at the positive sphere 
would be zero. If the distribution of ions were uni- 
form in such a case, the potential gradient at the nega- 
tive sphere would be approximately twice the average 
gradient. Actually the distribution is not uniform, but 
the ions are concentrated mainly near the spheres, as 
is evident when one consideres their method of produc- 
tion. The potential gradient would then change 
rapidly in the vicinity of the spheres, but the maximum 
gradient would still be approximately twice the average 
gradient. If the space charge amounted to 20 per cent 
of this 166,400,000 ions per sq. mm. column, the maxi- 
mum gradient would be increased about 10 per cent. 
This increase would hold for a 20 per cent space charge, 
regardless of the distribution of the space charge, as 
long as the distribution was symmetrical with respect 
to the spheres, as it would very nearly be for high- 
frequency voltage impressed across the gap. To pro- 
duce at high frequency a 14 per cent increase in the 
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maximum potential gradient as compared with the 
maximum potential gradient corresponding to a total 
voltage between spheres at 60 cycles would require 
about 37,000,000 ions of space charge per sq. mm. 
column one cm. long connecting the spheres along their 
line of centers. When one considers that a single 
electron, ionizing 20 times in traveling one cm., is respon- 
sible, with the aid of the electrons it sets free, for the 
production of 485,000,000 positive ions, it is evident 
that a space charge of 37,000,000 ions per sq. mm. 
column per cm. is not only possible, but may be formed 
in a very small fraction of a second, provided the posi- 
tive ions are not swept into the negative sphere as soon 
as formed, as is the case at 60 cycles, but are held in the 
field, merely oscillating slightly about positions of 
equilibrium, as is true at high frequency. This explains 
why a smaller voltage is required to produce a spark 
across a given gap at high frequency than at 60 cycles. 

Let us now consider the effect on the space charge, 
and therefore on the voltage for a given gap, of gradually 
increasing the frequency. At 30,000 volts per cm. 
effective value, we have found that the average velocity 
of the electron over a half-cycle is 12,160,000 cm. per 
sec. Therefore an electron could get across a one-cm. 
gap up to a frequency of about 6,000,000 cycles. The 
corresponding velocity of the positive ion is 35,650 cm. 
per sec. Therefore a positive ion could be held oscillat- 
ing’ between spheres for a frequency as low as 18,000 
cycles, provided it were formed at just the right part 
of the cycle. At such a frequency, however, only a 
small percentage of the positive ions formed would be 
held in the space between spheres, the rest being sucked 
into the spheres. Therefore only a small space charge 
would accumulate, and the voltage necessary to produce 
a spark would be very little less than that required at 
60 cycles. As the frequency increases, the distance 
the positive ions move in a half-cycle decreases, until 
at 60,000 cycles this distance is only 0.297 cm. for a 
potential gradient of 30,000 volts per cm., and cor- 
respondingly less for any smaller gradient. Note how 
many ions are now held in the field. If an electron, 
on the average, ionizes 20 times in traveling one cm. 


7 
in the direction of the field, ( 1— 7% ) or 63.2 per cent 


of the positive ions, when the first stream of electrons is 
sucked out of the gas, are within a twentieth of a cm. 


1 
of the positive sphere; (1 - =) or 86.4 per cent 


are within two-twentieths; 95.02 per cent, within three- 
twentieths; 98.77 per cent, within four-twentieths, etc. 
At the end of the first cycle, however, all of these ions 
have moved away from this sphere a distance of 0.297 
em. for a 30,000-volt gradient, and, except for the effect 
of diffusion, these ions cannot be captured by the 
spheres. If we assume that half of the maximum volt- 
age of the cycle is necessary to allow the electrons to 
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ionize appreciably, so that the first appreciable ioniza- 
tion occurs when one-sixth of the half-cycle is completed, 
all of the first ions formed which were produced within 


(0.297 
6 
into the sphere during the following half-cycle. This 
leaves 36.8 per cent of the ions to accumulate for the 


space charge, since the assumption that the electrons 
ionize 20 times per cm. means the production of 


or 0.05 em. of the positive sphere will be sucked 


( 1— 2 ) or 64.2 per cent of the ions within 0.05 cm. of 


the positive sphere. Of the ions formed at the first 
third of the half-cycle, 18.53 per cent accumulate for 
the space charge; of those formed 30 deg. later, 4.98 
per cent accumulate, etc. Thus approximately 10 
per cent of all the ions formed are held for the space 
charge, neglecting the effect of diffusion. 

This effect, however, is not negligible, since the rate 
at which the ions are lost by diffusion increases with the 
concentration of the ions. The number lost by diffu- 
sion is given by the formula 


dn 
dz 


where N is the number diffusing per second across the 
area da dy when the space rate of change in the 


Ne= DD dady 


dn 
concentration in the z direction is Sone and D, the dif- 
fusion constant, equals 0.028 for positive ions in dry air 


and 0.032 in moist air. Since ie for large ion con- 
centration may be many millions, the number of ions 
lost by diffusion is far from negligible, and, since the 
number of ions formed per second is practically inde- 
pendent of ion concentration, and the number lost by 
diffusion increases with increase in concentration, evi- 
dently a terminal condition will be reached when the 
rate of ion loss equals the rate of gain. This terminal 
condition determines what space charge will be accumu- 
lated, and therefore how much the potential gradient 
will be distorted. 

Since the terminal condition depends on the rate of 
ion gain, it is at once evident that a lower voltage should 
be required at high frequency when the action of ultra- 
violet light provides an ample supply of electrons in the 
gap to start the ionization than is required when the 
number of electrons is limited to those naturally at 
hand. ‘The decrease in the required voltage as the fre- 
quency increases is also easily understood, since the 
higher the frequency the larger is the percentage of ions 
which are retained in the gap, and therefore the larger 
is the rate of ion gain. But above a frequency of 60,000 
cycles, we find that the voltage required to flash across 
a given gap no longer decreases with an increase in 
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frequency. 'To understand this, we must consider the 
distribution of ions in the gap at different frequencies 
The distribution is always symmetrical with respect to 
the spheres. At the lowest frequencies at which it is 
possible for a space charge to accumulate, the distri- 
bution throughout the gap is fairly uniform, since the 
ions: can move almost across the gap in a half-cycle. 
As the frequency increases, the ions tend more and more 
to concentrate close to the surfaces of the spheres, since 
this is the position in which most of them are produced 
and the time allowed for them to move away is inversely 
proportional to the frequency. This concentration near 
the sphere surfaces, of course, increases the loss of ions 
by diffusion, and at some frequency this increased loss 
of ions must neutralize the increased rate of production. 
Our data show that this frequency is about 60,000 cycles 
per sec., both when the spheres are subject to the 
action of ultraviolet light and when they are not. 
That the action of ultraviolet light should not change 
this limiting frequency is predictable from our theory, 
since the effect of concentration of ions near the sphere 
surface in increasing diffusion depends merely on the 
frequency, not on the rate of ion production. 


COMPARISON OF PRESENT RESULTS WITH THOSE OF 
PREVIOUS INVESTIGATORS’ 


Since other investigators used spheres of various 
sizes and the voltage necessary to flash across a gap 
depends on the size of the spheres, actual voltages 
for a given gap will not check. The percentage 
variation of the high-frequency curves from the 60 
cycle curves should be substantially the same for 
spheres of all sizes, however, and the results of other 
men should at least approximately check our own, 
provided all results compared are fairly correct. The 
data of Ryan and Clark were taken for 123,000, 255,000, 
and 612,500 cycles, a single curve being drawn through 
all of the points. This curve, changed to standard con- 
ditions and plotted on the same sheet with a 60-cycle 
curve, calculated for seven-in. spheres, may be com- 
pared with our own results. For a one-in. gap, their 
high-frequency curve lies 13 per cent below the 60-cycle 
curve; for the same gap our curve lies 12.8 per cent 
below, a very close check. A comparison with Peek’s 
40,000-cycle curve shows his high-frequency curve to 
lie considerably lower than our own. Peek’s own con- 
clusion, however, is that its extreme lowness is due to 
rough spots on the spheres, as no special care was taken 
to polish them. The comparison with Alexanderson’s 
results can be qualitative only, since he gives results 
only for 100,000 volts, a higher voltage than we used. 
Also he does not definitely state the frequency used, 
although the text would seem toindicate that it was in the 
vicinity of 100,000 cycles. Moreover, he does not state 
whether or not one sphere was grounded. If one sphere 
was grounded, as it probably was, his high-frequency 
curve lies about 14 per cent below the 60-cycle curve, 
which agrees very well with our results. Alexanderon’s 
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spheres were highly polished. No results for tests at 
frequencies between 60 and 500 cycles have been 
published. The fact that our curves for 60, 133, 250, 
and 500 cycles all coincide, however, as theory says 
they should, leaves little doubt as to the accuracy of 
these curves. The close agreement of the results of 
Ryan and Clark and of Alexanderson with our own for 
the few frequencies tested by these investigators gives 
us confidence in the reliability of our other curves for 
which no comparison with previous investigations 
is possible. 


CONCLUSION 


The effect of high frequency is to decrease the voltage 
necessary to flash across a given gap between spheres. 
“This effect starts at about 20,000 cycles, and increases 
up to about 60,000 cycles, after which there is no 
further change. 


At and above 60,000 cycles, the voltage required to 
spark across a one-in. gap is about 13 per cent lower 
than at 60 cycles, provided only electrons occurring 
naturally in the gap are available to start the ionization. 

At high frequency the voltage corresponding to a 
given sphere-gap depends on whether or not the 
spheres are acted upon by ultraviolet light, the effect 
of this light being to reduce the required voltage by 
about 3.5 per cent. 

A fairly wide variation in the intensity of the ultra- 
violet light makes no perceptible difference in the volt- 
age necessary to produce the flashover, although it 
probably does change the time necessary to set up the 
space charge. 

That the space charge, when ultraviolet light is used, 
reaches a terminal condition in a small fraction of a 
second is shown by the theory. Our results corrobo- 
rate this, as far as they go. For instance, while taking 
the run at 127,120 cycles, using ultraviolet light, a 
gap of 0.827 in. flashed across when the electroscope 
deflection was 61.1 deg. The reading was repeated, 
the gap being left at 0.827 in. and the voltage being 
brought up gradually until the deflection of the gold- 
leaf was 61.0 deg. This voltage was held for 31% min. 
without a flashover taking place. The instant the 
deflection became 61.1 deg., the flash occurred, just 
as it had for the preceding reading. Evidently, when 
ultraviolet light is used, the distortion of the potential 
gradient occurs almost instantly, a wait of 314 min. 
not changing it so much as one part in 600. 

That this is not true when ionization is left to the 
ions found naturally in the air is demonstrated by the 
relative inaccuracy of the sphere-gap under these 
conditions. 

Our tests disagree with the prediction of Peek that 
if the spheres are highly polished no difference should 
be found in the voltage required to spark across a given 
gap at high frequency and at 60 cycles. Moreover, 
we do not believe that a slight roughness has any 
appreciable effect. Undoubtedly, rough spheres will 
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allow a spark to pass at a lower voltage than will 
polished spheres, the rough points forming starting 
points for corona, and for very rough spheres this 
effect will probably be greater at high frequency than 
at 60 cycles. The slight tarnish due to several hundred 
flashovers is not sufficient to show any such effect, 
however. At both 60 cycles and at high frequency 
our tests showed absolutely no difference in the spark- 
over voltage required, whether the spheres had just 
been polished on a power buffer or whether as many as 
1000 flashovers had preceded the ones measured since 
the spheres were polished. 


The effect of frequency on sparkover voltage between 
spheres depends on the distortion of the potential 
gradient by the positive space charge which accumulates 
in the gap at frequencies above about 20,000 cycles per 
sec. For each frequency the space charge which 
accumulates, and therefore the minimum voltage which 
will allow a spark to pass, depends on the relative ratio 
of production and of loss of positive ions. 


The photoelectric action of ultraviolet light on the 
spheres makes available a large number of electrons in 
the gap at all times to start ionization. The difference 
in the rate of production of positive ions, thus brought 
about, explains the decreased voltage required when the 
spheres are flooded with ultraviolet light. 

The increased percentage, as the frequency increases, 
of the positive ions which are held in the gap to form a 
space charge, explains the gradually decreasing voltage 
required to spark across a given gap as the frequency 
increases, up to 60,000 cycles per second. 

The increased concentration of the space charge 
close to the surfaces of the spheres, with its consequent 
increased loss of ions by diffusion, explains the fact that 
above 60,000 cycles there is no further decrease in the 
voltage required to spark across a given gap, at least 
not until the frequency is above about 6,000,000 cycles 
for a one-cm. gap, when ionization by electrons alone 
should be sufficient to produce a spark, the electrons 
moving a distance less than the gap in a half-cycle, and 
therefore accumulating in the gap. 

In conclusion we wish to express our debt to the many 
persons from whom we have received aid. Professors 
L. B. Loeb, C. L. Cory, and G. L. Greves have guided 
the research and helped with many valuable sug- 
gestions. Mr. R. P. Crippen worked jointly with the 
author in the early part of the investigation, and a 
large share of whatever of value the work contains 
should be credited to him. 

We are indebted to the Regents of the University of 
California for financial assistance which made possible 
the research, and to the Federal Telegraph Co. for its 
generous loan for several months of a two-kw. Poulsen 
are. 

Mr. Pemberton and Mr. Cox of the University of 
California aided in the construction of the apparatus. 
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48 REUKEMA: FREQUENCY AND SPARK-OVER VOLTAGE 
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Discussion 

H. J. Ryan: The paper of Professor Reukema contains an 
important addition to the facts and their understanding regard- 
ing the frequency-voltage flashover relation of the sphere-gap 
voltmeter. 

It may not be generally known that the voltages employed 
in some of the long-distance radio communication services are 
about on a par with those employed in long-distance transmis- 
sion of power. The losses in the air and other insulating media 
functioning in the long-distance high-voltage radio transmitters 
oceur at critical values, above which they increase with enormous 
rapidity. 

It is vital, therefore, to have reliable means for measuring 
the crest values of such radio-frequency voltages. Because 
such voltages always conform closely to sine voltages, their 
effective values are deduced from reliable sphere-gap crest 
voltages with corresponding reliability. 

The author has employed excellent strategy; he has most 
liberally applied well directed energy and enthusiasm to the 
study upon which the paper is based. I believe that his theory 
will be helpful in extending the calibrations and uses of the 
sphere-gap for all voltage frequencies and values. 
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Those taking up such work should remember the author’s 
discovery of the effect of ultra-violet light upon the manner 
in which the sphere-gap voltmeter functions, and the promise 
it gives for the improvement of sphere-gap voltmeter consistency. 

May I add just a word in regard to the point-gap discharge 
at radio-frequency high voltage. In 1915, one of my graduate 
students and I made a limited study of this subject, and from 
the results obtained at the time I can confirm the author’s 
impression in regard to the behaviour of point-gaps. We 
employed a comparatively blunt point discharge to a plate. 
The plate was grounded; so was one terminal of the 88,000- 
cycle source. 46,000 volts discharged through 14 in. (See 
Proc. I. R. E., Vol. 3, p. 362.) The radio-frequency kv. per in. 
diminished as the distance from the blunt point to the plate was’ 
increased from 2 to 16 in. At 2 in. the ky. per in. equaled 4, 
and at 16 in., 1.4 kv. per in. 

Regarding harmonies set up by the are in these studies: 
The cathode-ray cyclograph was used to observe the presence 
or absence of harmonics in the undamped high-voltage radio- 
frequency waves developed by the are. They were absent. 

R. J.C. Wood: Itisquite encouraging to find out what Pro- 
fessor Reukema has shown us,—that there is only 13 per cent 
diminution of voltage required over a given gap when the fre- 
quency increases up into the hundreds of thousands. 

When we were going through the birth-pains of the 220-kv. 
lines, we were told in certain quarters that we were going to 
encounter a great deal of difficulty from high frequencies, which 
would enable comparatively small voltages to jump enormous 
distances. Very fortunately we seem to have established the 
fact that the higher frequencies do not exist in the line, so that 
removes that trouble, even if it were a fact that high frequency 
would jump great distances. 

I should like to ask Professor Reukema whether he has carried 
this investigation beyond the point of using spheres—whether 
he has found any relation with point-gaps; presumably the 
decrease in the voltage between spark-points is considerably 
less at high frequencies than it is between spheres. 

F. O. McMillan: I should like to ask Dr. Reukema whether 
he has done any experimental work on the measurement of 
high-frequency voltages with one sphere of the sphere-gap 
grounded. The published results as I understand the curves, 
are all for the ungrounded sphere-gap. 

It may be possible that some of the reduction in the high- 
frequency sphere-gap spark-over voltages found in these experi- 
ments may have been due to the capacitance to ground of the 
apparatus shifting the voltage distribution on the dividing con- 
densers for the electroscope during the high-frequency measure- 
ments, the voltage division becoming normal when the 60-cycle 
voltage was applied on account of the neutral ground on the 
60-cycle transformer. 


D. I. Cone: In the work of which this paper is a record 
extraordinary precautions were taken to test the presence of 
harmonies in the wave. I believe it would be helpful for Dr. 
Reukema to deseribe these tests more fully. 


Joseph Slepian: Mr. Reukema has made a very valuable 
contribution to our knowledge of spark-over in air at atmospherie 
pressures, and in the development of an explanation of his 
results, has given us an extremely lucid picture of the Townsend 
theory of spark-over depending on the cumulative interaction of 
ionization produced by the collisions with molecules of both the 
positive and negative ions. 

Lest there be misunderstanding, however, one point should 
be particularly stressed, and that is that the observed lowering 
of the sparking potential is a result of the application of 
sustained high-frequeney voltage. If the voltage is applied 
in the form of rapidly damped pulses or wave trains, the sparking 
potential is raised and not lowered, as was shown by Leontiewa 
and Algermissen. 

The success which Mr. Reukema has in explaining his results 
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on the basis of the Townsend theory brings out sharply the 
dilemma to which Rogowski called attention recently in the 
Archiv fur Elektrotechnik. The Townsend theory has been 
extremely successful when applied to gases at low pressures, 
and even at atmospheric pressure will account for the observed 
relation between sparking potentials and electrode size and 
spacing. However, since it makes essential the ionization by 
collision of positive ions, it requires for the development of the 
spark a time at least longer than the time for a positive ion to 
traverse the spark-gap. Hence with Mr. Reukema’s value of 
39,600 em. per sec. for the velocity of the positive ion under 
a gradient of 30,000 volts per em. it would take at least 25 
micro-seéonds for the spark to develop for a 1-em. gap. Actually, 
however, spark-over occurs in a fraction of a micro-second when 
potentials slightly above the sparking potential are applied. 
Until this difficulty is cleared up, the use of Townsend’s theory 
at atmospheric pressures will be open to question. 

It may be that simple ionization by collision is adequate to 
represent the very first stages of the development of the spark, 
but that after a certain critical density of ionization is reached, 
which takes only a very small fraction of a micro-second for or- 
dinary sparking-potential experiments at atmospheric pressure, 
Townsend’s description of the phenomena in terms of the two 
ionizing constants @ and 6 becomes inadequate. In that case 
Mr. Reukema’s theory of the lowering of the sparking potential 
by sustained high frequency need concern itself only with the 

_development of a critical density of ionization, and does not 
need to be tied up with the Townsend theory of the develop- 
ment of the spark itself. 

L. E. Reukema: ‘The first question concerns the effect of 
high frequency across needle-gaps as compared with the effect 
across the sphere-gap. It seems to me that the same factors 
would come in, but to a more pronounced degree when using 
needle-gaps. In sphere-gaps no corona can form before the 
break-down occurs. <A positive space charge accumulates at 
high frequency, but no more corona would form than at 60 
cycles, which is none at all. With needle-gaps we have corona 
forming, and the higher the frequency the greater the loss due 
to the formation of the corona. Whenever corona forms we 
shave both electromagnetic radiation and increased temperature, 
both of which produce more ionization. 

I have no experimental data on needle gaps, but I should 
say that the effect of high frequency on the needle-gap would 
be greater than on a sphere-gap. 

As to the effect of grounding one sphere, naturally when one 
sphere is grounded a lower voltage will produce a flashover 
than if one is not grounded, simply due to the fact that this will 
distort the electrostatic field so as to produce a higher gradient 
at one sphere than would exist if one sphere were not grounded. 
However, it seems to me that grounding one sphere would not 
appreciably change the results we obtained at high frequency. 

I did not make the test because the accuracy of my method 
depended on having the electroscope at essentially ground 
potential when I made the measurements. If one sphere were 
grounded, it would necessarily throw the electroscope off ground 
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potential, which, as Mr. McMillan suggests, would introduce 
an error due to the capacity between the electroscope and 
ground. 

Although I did not make the test, however, I thought of it 
quite thoroughly, and judging from the results obtained and the 
theory involved it seems to me that the results should be very 
nearly the same whether or not one sphere is grounded. The 
curves themselves would not hold, but the fact that the curves 
lie a certain percentage below the 60-cyele curve would hold. 
The same percentage drop should hold when one sphere is 
grounded as when it is not. 

The possibility of error in the results due to the presence of 
harmonies in either 60-cycle or high-frequency waves has been 
suggested. Three years ago I had the privilege of talking this 
subject over with Dr. H. J. Ryan, and he told me then what he 
has told now, that the effect of the harmonies is negligible in 
the high-frequency wave obtained with the Poulsen are, es- 
pecially when the amount of inductance used is very large, 
as it was in my experiments. 

However, to be absolutely sure that any harmonies present 
were negligible, careful tests were made with a wave meter. 
When testing for the fundamental frequency, the needle of the 
wave meter would be thrown off seale if the meter were brought 
closer than about 5 ft. from the inductance coils used. However, 
with the wave meter set for any harmonie of the fundamental, 
the meter could be brought right up to the coil, indeed, could 
be placed inside the coil, without any perceptible movement of 
the needle. Evidently, therefore, none of the harmonics was 
large enough to produce a perceptible deviation from a pure 
sine-wave form for the high-frequency waves. 

For the production of the 60-cyele voltage an alternator was 
used which gave practically a pure sine wave. However, 
certain small irregularities in the wave form were brought in by 
the harmonics in the exciting current of the transformers used, 
these harmonics causing a very slight voltage drop in the trans- 
formers and a resultant slight change in wave form. 

For that reason, on the high-tension side of the transformers, 
a series of oscillograms was taken for the range of voltage used 
in the tests. These oscillograms were then analyzed carefully. 
The maximum deviation of form factor of the waves tested 
from that of pure sine waves was 1.8 per cent, the average 
deviation was 0.8 per cent, certainly much too small to account 
for more than a negligible part of the 13 per cent decrease in 
flashover voltage found for high frequencies. Moreover, 
these deviations were definitely taken into account in plotting 
the curves, so that wave form could not bring in an error of 
more than about 0.1 per cent. 

Mr. Slepian’s statement that the results hold only for sustained 
high-frequency waves is important. For waves generated by 
Poulsen ares, vacuum tubes, or high-frequency alternators the 
curves are accurate. For the damped waves of an impulse 
oscillator, they do not hold, since the time between successive 
wave trains is sufficient to change radically the space charge 
between the spheres, which is the cause of the decrease in 
flashover voltage at high frequency. 
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Synopsis.—A qualitative analysis of the nature of the space 
charge created about a conductor in corona, particularly with respect 
to relative magnitudes and polarities, rather than actual quantitative 
measurement, is described here. This work was the principal work 
on corona during the past year in the Ryan High-Voltage Laboratory. 

In tests with the arrangements of a wire and a plane, and of a wire 
and a cylinder, a decided rectifying effect was discernible in the space 
about the conductor in corona, in that that region was built up to a 
unidirectional potential above ground, the magnitude and polarity 
of this potential depending on the voltage applied. In both of these 
set-ups, this net rectification, which is evidently caused by some 
differential action entering into the ionization process, was of a 
positive sign at the start of corona, but changed over to negative as the 
voltage was raised. 

In a test made on two 1.1-in. diameter, parallel concentric strand 
copper conductors, 10 ft. apart, the space between them was found to 
have assumed a potential above grownd when the conductors were in 
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HE continuation of the study of the nature of the 
space charge that surrounds a conductor in corona 
was made during the past year in the Ryan High- 

Voltage Laboratory by attacking the problem from 
several different angles.” 


One of the simplest cases giving evidence of the 
presence of a space charge is in the time-honored set-up 
of the wire at the center of a cylinder. If the cylinder 
is connected to ground through a condenser and a d-c. 
galvanometer is shunted across the condenser and then 
alternating voltage is applied to the wire at the center 
of the cylinder, the galvanometer will indicate, in the 
usual set-up, the presence of a unidirectional current 
as soon as corona appears on the wire®. If the gal- 
vanometer shows a deflection, it indicates that some of 
the space charge that is planted about the conductor 
is getting over to the cylinder. Since the sign of the 
charge leaving the conductor reverses each time the 
voltage reverses, the deflection of the galvanometer 
indicates that charges of only one sign get over to the 
cylinder or that more of one sign than the other gets 
over. With the ordinary set-up, this unidirectional 
current is usually from the cylinder to ground at first 
but as the voltage is raised the galvanometer indicates a. 
reversal of current. The reason for this will be taken 
up later. 

If the wire and cylinder be replaced by a wire and 
neutral plane, the circuit connections being the same as 
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corona, the sign of this charge being negative at first, and then 
positive as the voltage increased. Tests were also carried out on a 
single brush, and on a rod fitted with ‘‘artificial”’ brushes. 

In a corona-loss curve taken on the two cable conductors it was 
found that at the same voltage at which the sign of the rectified space 
charge had reversed, there was a ‘‘break’’ in the curve. This 
‘‘break”’ corresponded to the point above which Peek’s quadratic law 
of corona holds, and below which he has suggested the entrance of a 
probability relation. 

A final field test was made at a span of the 220-kv. Pit River Lines 
of the Pacific Gas and Electric Co., in order to ascertain the magni- 
tude and polarity of the charge built up about a high-voltage line in 
service. A negative polarity was found to be present as far down as 
30 ft. below the conductors. Although the voltage was raised to 
260 kv., the charge remained negative, indicating that the line at its 
normal 220-kv. potential was operating at a point on the corona- 
loss curve appreciably below that where the break occurs in the curve. 


those described in the use of the cylinder, the results 
obtained will be similar. . 

A little more as to the nature of the space charge can 
be learned by the set-up shown in Fig. 1. This method 
has been used by several others in the past and is not 
given here as anything new, but only to complete the 
story. If, for example, the plate is made positive 
with respect to the wire mesh, part of the negative ions 
arriving at the wire mesh will be drawn through to the 
plate where they will give up their charge which will 
then produce a deflection of the galvanometer. The 
relative amount of the space. charge arriving at the 
neutral plane can be observed under different conditions 
with respect to voltage, size of wire, distance of wirefrom 

Wire 


Metal Plate ~ 


Galv. 


plate, ete. A great deal of work has been done along 
this line by Mr, Willis. A characteristic plot of results 
that were obtained by the authors using the method 
just described is given in Fig. 2. The curves show 
that the positive ions reach the neutral plane at a lower 
applied voltage on the wire than do the negative ions. 
The number of negative ions reaching the neutral 
plane, however, increases more rapidly with an increase 
in applied voltage than does the number of positive ions. 
If it were not for the fact that a single brush from a 
point has almost the same characteristic curves as those 
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in Fig. 2, except with reverse polarity, it might not be so 
difficult to offer an explanation for the form of these 
two curves. If high-voltage direct current is applied 
to the wire instead of alternating current, and the corona 
current plotted against the applied voltage with the 
wire positive and then with the wire negative, the results 
will not differ much in form from those shown in Fig. 2.5 
Three of the factors that help to determine the form of 
these curves are the mobilities of the ions, their rate 
of manufacture and the amount that their presence 
disturbs the normal field. 

One of the most important things is lacking in the 
results obtained by means of the set-up shown in Fig. 1 
and that,is the time element. In other words, what is 
the wave form of the current produced by the arrival of 
this space charge at the neutral plane? Since the action 
is cyclic, it was a comparatively easy matter to deter- 
mine the form of this wave. The set-up shown in 
Fig. 3 was evolved. The principle made use of here is 
very simple: If a charged electroscope is brought near 
to.a conductor in corona, it will be discharged, of 
course, by the attraction of the ions which will neutralize 
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its charge. Now suppose instead of exposing the 
electroscope continuously, a synchronous shutter be 
provided that will expose it for only a certain portion 
of the cycle. If the rate of discharge of the electro- 
scope be noted as the shutter is operated at different 
phase angles with respect to the applied voltage, the 
determination of the wave form can be made. This 
synchronous ‘shutter arrangement was obtained by 
means of a four-pole synchronous motor driving a 
12-in. aluminum disk with two radial slots 3.5 in. long 
and five deg. wide; see Fig. 3. This disk rotated under 
a metal plate in which there was a slot the same size 
as those in the disk and the position of the disk was 
such that the slot in the plate and a slot in the disk 
came in line once each cycle. When these slots coin- 
cided, the plate of the charged electroscope could draw 
through some of the ions that arrived at the metal 
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plate, thereby discharging the electroscope. The rate 
of the discharge of the electroscope is a measure of the 
relative number of ions arriving at the neutral plane at 
that instant. The phase angle of the motor driving the 
disk was changed by means of a phase shifter and in 
this way the action over a complete cycle could be 
observed with the electroscope charged positively and 
then with it charged negatively. The electroscope 
was charged after each reading by means of a well- 
insulated switch, S;. A 1050-kv-a., 60-cycle, sine wave 
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generator was used in this work. To determine the 
phase position of the synchronous disk with respect to 
the applied voltage, a contactor C was arranged on the 
disk so that it closed a circuit at the instant when the 
slot in the disk and the slot in the plate lined up. With 
switch No. 2 closed in the A position, a click could be 
heard in the phones when the contactor closed the 
circuit. By shifting the phase angle of the revolving 
disk, a position on the phase shifter could be found 
where there was no click, which indicated the zero 
point of the voltage wave. Since the motor used could 
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come into step with the disk in one of two phase 
positions, 180 deg. apart, it was necessary to be certain 
that this phase was the same each time the motor was 
started up. To do this, switch No. 2 was closed in B 
position and with the phase shifter at the same angle 
each time the motor was made to come into step so that 
the d-c. voltmeter read positive. 
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The results obtained by this method are qualitative 
only but they give additional information that cannot 
be secured otherwise. Curves shown in Figs. 4, 5, and 6 
were obtained by means of this set-up and will be dis- 
cussed later. 

Since the field about a wire above a neutral plane is 
not symmetrical, it was decided to find out what the 
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effect on the form of the curves would be of a uniform 
radial field. The metal plate was replaced, therefore, 
by a 15-in. diameter metal cylinder having in it a slot 
which occupied the same position over the disk as the 
slot of the metal plate. The data for the curves shown 
in Figs. 7, 8, and 9 were then taken. ; 
The curves of Figs. 4 to 9 show that, except for magni- 
tude, there is very little difference in the form of the 
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positive and negative halves of the wave. A very 
important thing to note is the arrival of the charge at 
the neutral plane or cylinder sometime after the voltage 
on the wire has reversed. 

There are two fields involved in the drive of the ions 
across the space, that of the wire itself and that due to 
the space charge, and the results have shown the latter 
field to be of considerable importance. In Figs. 4, 5, 
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and 6, the positive charge continues to arrive at the 
grounded plate even after the voltage on the wire has 
reversed and reached its negative crest. This is also 
true for the negative charge and may be attributed to 
the diffused state of the ions caused by the unsym- 
metrical field between wire and plane. In the case of 
the cylinder where the field is radial, there is little or no 
time when there are ions of both signs present at the 
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same instant during the cycle. Figs. 4 and 5 show 
the difference between a polished wire and one covered 
with oxide. The positive and negative charges seem 
to come in at approximately the same voltages with 
the oxidized wire. An enameled wire was tried also 
and the curves were similar to those for the oxidized 
wire. Hada curve been taken at a little higher voltage 
with the polished wire, the negative charge would have 
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exceeded the positive as it did in the case shown in 
Fig. 6. bys : 
(Since the scale used for plotting the-flow of charge 
was dependent upon the rate of fall-of the leaf of the 
electroscope, which in turn was dependent upon the 
position and calibration of the electroscope, the only 
quantitative comparison of curves that can be made is: 
Fig. 4 with respect to Fig. 5 and Fig. 7 with respect to 
Fig. 8.) 
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It was found that curves obtained with a polished 
copper wire were practically identical with those secured 
with a polished aluminum wire of the same size under 
similar conditions. 

In Fig. 9, with the kenotron in the wire circuit, the 
increase in the flow of charge is to be noted as the 
voltage on the wire goes over its crest having the same 
sign as the charge. This increase in the flow of charge 
is due only to the increase in the field driving the ions 
across. . 

Various attempts have been made to compute the 
movement of ions with conductors in corona. In 


order to do this, some have assumed varying mobilities ‘ 


for the ions which in our opinion is not justifiable until 
more data concerning the nature of this space charge 
are available. 

If the distance from the wire to the grounded plane or 
cylinder be made sufficient, charges of both signs will 
not get across, but in no case in our tests was the 
distance so great that none of the charge of either sign 
got over when corona was present on the conductor. 
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In fact, charges were found 30 ft. out from a conductor 
of a 220-kv. commercial power line on which there was 
but slight corona. This test will be discussed more 
fully later. 

For a limited space about a conductor in corona, the 
sign of the charge is reversed at each reversal of voltage. 
Beyond this space, charges of only one sign appear, 
which fact is undoubtedly due to a differential effect 
of the alternating charge near the conductor. The 
polarity of this charge is not the same for all conditions. 
In general, with an unpolished conductor out in the 
open, such as a transmission cable, the charge is negative 
at the first appearance of corona but as the voltage is 
raised it changes over to positive. If the wire is highly 
polished and near the neutral plane, however, the charge 
is positive at first and then negative. If the distance to 
_ the ground electrode is relatively great, the actual flow 
of rectified current to supply this outer charge is very 


small. In some cases, however, the potentials built up 


by the charges are fairly great. 
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If in the case of the wire and cylinder some method 
is used to neutralize or balance out the charging current 
from the cylinder to ground that would flow if corona 
were not present, the current that remains is commonly 
called the corona current. The latter is made up of two 
elements; namely, the ions that actually reach the 
cylinder and the bound charge that is drawn to the: 
cylinder by the ions that leave the wire but do not get 
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across. The question arose here as to what percentage 
of this current was due to the ions that arrived at the 
cylinder. The set-up in Fig. 10 was used to obtain the 
corona current. Below the corona starting voltage, a 
position was found on the potentiometer control such 
that there was no deflection of the cathode ray. This 
point, dnee found, would be the same for all voltages, 
so that when corona came in, the deflection of the 
cathode ray would be due to the voltage across the con- 
denser, caused by the corona current only. The value 
of this voltage was determined from the amount of 
deflection of the cathode ray, and with the capacitance 
of the condenser known, the average value of the corona 
current was computed. The set-up in Fig. 11 was 
next used to determine the current produced by the 
ions actually reaching the cylinder. The principle is 
the same as that shown in Fig.1. In this case, however, 
it was necessary to trap all the ions reaching the center 
section of the cylinder; therefore, a wire cylinder of 
lj-in. mesh was fitted inside of the sheet metal cylinder - 
with eighth-in. hard rubber strips separating the two. 
The main difficulty with this set-up was involved in 
completely separating the positive and negative ions. 


Shield shield 


Wire 


Metal Cylinder 


Galvanometer ( ~LIme. 
1000 Volts D.C. 
Fia. 11 


With the a-c. voltage held constant on the wire, which 
was in corona, the d-c. voltage applied to the sheet 
metal cylinder was increased in steps from zero to 
1000 volts and galvanometer readings were taken 
for each voltage. It was hoped that a plot of these 
values would give a saturation curve indicating a com- 
plete separation of the positive and negative ions, but 
this was not found possible in this case. A wire screen 
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with smaller mesh was also tried but was even less 
effective. Using the average value of the current, 
however, as read by means of the galvanometer, when 
there was 1000-volt direct current on the metal cylinder, 
it was found in the case of the 0.219-in. brass rod with 
voltages above 50 kv., at least 70 per cent of the ions 
that left the wire reached the cylinder before they were 
drawn back to the wire by the reversal of voltage or 
were neutralized by the outgoing ions of the opposite 
sign. With a little modification in this set-up, there is 
no reason why a complete determination of this ratio 
could not be made. 


Since the corona on a transmission conductor is 
made up largely, if not entirely, of brushes, a point 
was placed on the side of the 0.219-in. brass rod in the 
cylinder and the corona current studied with set-up 
of Fig. 11. At the first appearance of corona at 11 kv., 
the charge arriving at the cylinder was negative and 
remained negative until the positive began to get across 
at 40 kv. From 40 kv. to 48 kv., there was more posi- 
tive than negative reaching the cylinder but from 48 kv. 
up to the flashover voltage the amount of the negative 
exceeded the positive. The point used was a piece of 
fine wire 1/16 in. long. The rod was then tried with 
two such points and it was found that the negative 
charge arriving at the cylinder always exceeded the 
positive, although it decreased slightly from 43 kv. to 
45 kv. 


SPACE CHARGE SURROUNDING TRANSMISSION 
CONDUCTORS 


The ionization about transmission conductors was 
next studied. Two concentric strand copper cables 
1.1 in. in diameter and 50 ft. long were strung up in the 
laboratory parallel to each other and 10 ft. apart with a 
clearance of at least 20 ft. in all directions. A No. 16 
wire was supported parallel to, and midway between, 
the two conductors. Hard rubber rods were used for 
insulators on this test wire and a lead from it was 
brought out at right angles to the plane of the two large 
conductors. An electroscope was connected between 
the test wire and ground and voltage was then applied 
to the two conductors. Below the corona voltage, the 
test wire was adjusted so that the electroscope showed 
no voltage on it due to position in the electrostatic 
field which indicated that it was in the neutral plane. 
The voltage was raised and at the first appearance of 
corona at 160 kv. between lines the electroscope showed 
a negative charge on the test wire. The negative 
potential increased on this wire as the applied voltage 
was raised until at 280 kv. between lines it was ap- 
proximately 3000 volts. As the applied voltage was 
further raised, the potential on this test wire started to 
fall, slowly at first, then more rapidly, until at 300 kv. 
between lines it reached zero and then began to build 
up positive. At 500 kv. between lines the test wire had 
a positive potential of approximately 15,000 volts 
above ground. It was necessary to parallel the electro- 


scope with a condenser to obtain the d-c. charge on the 
test wire when the applied voltage on the conductors 
was above 300 kv. Another test that was made with 
this set-up was to short-circuit the electroscope until 
the voltage had been taken off the large conductors 
and then the short circuit was removed. When this 
was done at 280 kv. the test wire accumulated sufficient 
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Fig. 12—Corona Loss Curve ror A 1.1-In. ConcENTRIC 
StrRAND CopprpeR Conpuctor. DisTaNcE BETWEEN ConN- 
puctors, 10 ft. InsuLator Losses Arr Not INcLUDED 


negative charge to raise potential of the test wire several 
hundred volts. The same thing was tried at 400 kv. 
In this case, the potential on the test wire was over a 
thousand volts positive. These potentials were due 
to the persistence of the charge about the conductors 
after the source of ionization had been removed. In 
some cases, charges were found to build up potentials 
of a few hundred volts on the test wire as long as fifteen 
minutes after the voltage had been removed from the 
conductors. . 
A corona loss curve was then taken and is shown in 
Fig. 12. It is rather interesting to note that at 300 kv. 
between lines there is a break in the loss curve, and it is 
at this point that the potential of the charge about the 
conductors changes over from negative to positive. 


Wire Screen 
Cage 5X5X5" 


Large Metal Plate 


Sec. of 350-Kv. Trans. 


Above this point, Peek’s quadratic law seems to hold, 
but below, it does not, and it is in this lower region that 
Peek has suggested a probability law.*® 

Since the corona on these transmission cables ap- 
peared to be made up of individual brushes, it was 
decided to study the characteristics of a single brush. 
The set-up. shown in Fig. 13 was used. An observer 
in the insulated screen cage at high voltage took all the 
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necessary data. With this arrangement, the capaci- 
tance of the metal point is practically zero, so that the 
only current flow to and from the point is corona 
current. The simple connection of the condenser and 
galvanometer was the first one used. At the start of 
corona from the point which appeared as a soft glow, 
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Fig. 14—Corona Current CycLoGRAM oF A BRUSH FROM 
A Srnete Point. Voutace 100 Ky. 100,000-Onum Suunt 
FOR CURRENT DEFLECTORS AND 9400-Oum SHUNT FoR TIMING 
VOLTAGE 


the galvanometer indicated a flow of negative current 
which increased until at 112 kv. the galvanometer 
deflection was two divisions. At this voltage, purplish 
streamers began to shoot out which considerably in- 
creased the luminosity of the brush. At 182 kv. the 
galvanometer had fallen to zero and at 140 kv. the 
current was positive, giving a deflection of two divisions. 
By this time the purple streamers had greatly increased 
and at 172 kv. the discharge was a large, well-developed 
brush giving a reading on the galvanometer of 10 
divisions positive. The condenser and galvanometer 
were then replaced by the cathode ray tube. A 
100,000-ohm resistance connected between the points 
A and B gave sufficient voltage drop to obtain a good 
deflection of the cathode ray that was proportional 
‘to the current. This current deflection was opened out 
into a current cyclogram by applying a sine wave volt- 
age to the other pair of deflector plates. This sine wave 
voltage was obtained from a 2300-volt exciting winding 
connected to the high-voltage end of the secondary. 
This voltage had been tested and found to be a sine 
wave in phase with the secondary voltage. In order to 
put the important changes of current intensity in an 
advantageous position on the cyclogram for analysis, 
the phase angle of this timing voltage was shifted 90 
deg. by means of a condenser. In the cyclograms 
shown in Figs. 14 and 15, the corona current appears 
to be a maximum shortly before the timing voltage 
impressed on the tube is zero, but due to the 90-deg. 
shift it can be seen that the maximum of the corona 
current is approximately 25 deg. ahead of the maximum 
of the voltage applied to the point. The form of these 
corona cyclograms would be altered slightly if they were 
changed over to a uniform time axis instead of the 
sinusoidal timing wave. The direction of rotation of 
the spot that traced these curves was carefully checked, 
as was also the polarity of the cathode ray tube deflec- 
tors. In Fig. 14, the positive and negative halves of 
the current wave are smooth and are practically the 
same. In Fig. 15 the negative side is still smooth but 
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the positive side shows a sudden pulse of current. I[t 
was difficult to get the exact form of this pulse because 
the rapid movement of the spot did not leave a very 
distinct trace. Simultaneous with the appearance of 
this pulse of positive current, as the form changed from 
that shown in Fig. 14 to the one shown in Fig. 15, was 
the appearance of the long purple streamers. When a 
half-in. brass sphere was put over the end of the point, 
breaks appeared in the negative half of the current wave 
but they were not so prominent as those on the positive 
side. Time nor space does not permit much more to be 
said about these tests with the single brush. More 
work is to be done along these lines and a complete 
report will no doubt be made later. 


Current cyclograms were taken on the 1.1-in. trans- 
mission conductor previously mentioned with the 
charging current balanced out. While they were not 
so clear cut as those of the brush from the single point, 
they had the same general form. If all the brushes on 
the transmission conductor came in at the same voltage, 
the result, of course, would be practically the same as 
the brush from the single point except for magnitude. 
This is very nearly the case when voltage is not far 
above the corona starting voltage when there are only 
a few brushes present. Since this is within the econom- 
ical range, the region we are most interested in, the 
authors believe that much can be learned about the 
mechanism of corona about the transmission line by 
the study of the brush from a single point. It is also 
their belief that results obtained from polished smooth 
surface conductors, especially if they are mounted near a 
neutral plane, are not applicable to transmission lines 
out in the open. 


Tests MADE UNDER A 220-Kv. TRANSMISSION LINE 


In order to tie in the results obtained in the laboratory 
with those of actual operating conditions, the authors 


Fig. 15—Same as Fic. 14 Excerpr 130 Kv. anv 40,000 
Oxums FoR CuRRENT SHUNT AND 4900 OumMs ror Timine VOLT- 
AGE SHUNT 


went to the 220-kv. lines of the Pacific Gas and Electric 
Co. at the Vaca-Dixon substation. The section under 
which the tests were made was that of a three-phase, 220- 
kv. line with 0.9-in. ropelay copper conductorsin the hori- 
zontal configuration. The separation of the conductors 
wasabout 14 ft. and they wereapproximately 63 ft. above 
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the ground. Ait might angles to these conductors and 
30 f. under them. am explorime wire 33 ft. long was 
supperted by hard rubber rods om long cotion cords. 
A lead was browzht down from the exploring wire and 
commected te ome side of 2 gold leaf electrosenpe the 
ether ade of which was commected to ground. In order 
te reduce the 2-c. voliage due to postion. the eleriro- 
seope was paralleled br 2 0.06 a» £. comdemser the leakaze 
ef which was mgigwle Ai first. a de potential of 
400 volts was applied te the wire which af the same time 
charzved the comdemser. The de. source was then 
remeved amd the rate of decrease of voltage om the 
condenser was observed by the fall of the leaf of the 
eectrexcope. With 2 positive charge om the wire, the 
welkage a@f the comdemser Gropped from 49) to 375 
were only negeiive ioms presemt mm the viemity of the 
pected to be Sound mm view of the results obtaimed m the 
the set-up was lefi untouched foram hour. Ait the end 
raise the voltage om ihe comdemser to 36 volts. The 
cfarzve om the com@emser was tested and found fo be 
mesatrvre. Ji was observed that whem 2 rather strong 
Gistamces from the comdnctor as greet as these. 

The voltege wes them tekem of the section of Ime 
aber the set-up and the exploring wire was raised until 
i was woam 15 & of the eomduciors. The voltage 
Was them sapolied to this section of the Ime by means of 
2 60Gb syackromos: eomdese Give by an 
the lime could be varied. Ofservetioms were made at 
three dierent volkaces. 2) kv. 26 iv... and 260 kv. 
The mam porpese of this test wes to see if the normal 
x img voltage was near the value where the residual 
charge & the atmesphere ahomt the comductor changed 
froma Degvative fo pessiive. At 260 ky. there was no 
evidence of amy postive charge m the near vicinity 
of the exslorine wre which was 15 ft. from the conduc- 
tars. The amount of negative charge was found to be 
Sightiy greater than i was af 220 kv. with the exploring 
wire 3) & below the comdimectors. 
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SowArT 25D ComcLiOsioss 
Ip the iomezation process zhout 2 conductor or dec 


trode in corona, there is a net rectifying action present 
whereby more charges of one sign assert themselves 
than of the other, so that the surrounding space is built 
up to a unidirectional potential above ground. 
Whether it is a case of the charges of the predominating 
sign being created more rapidly, or whether they endure 
by recombination or return to the conducting circuit 
of the set-up, is not known, as it is apparently a part of 
the mechanism of ionization involved. It is probably 
determined by the mobilities of the ions, ther rate of 
manufacture, and the amount that their presence dis- 
turbs the normal field. 

For a given test arrangement, the magnitude and 
polarity of this rectified charge is dependent on the 
applied voltage. For the case of a polished wire and a 
grounded plane or cylinder, the sign of this charge is 
first positive, but soon drops to zero and then inereases 
negatively as the voltage is raised. By placinga small 
“artificial” brush on the wire, it was possible to detect 
a sight negative rectification at the start of corona from 
it. The sign soon reversed, though, to positive as the 
voltage inereased. and then to negative once more where 
it remained until flashover. 

In a2 test with a single point projecting from a small 
sphere, the rectified space charge built up was first 
negative and then positive. The same was found to be 
true in the space between two 11-in. diameter cable 
conductors strung up in the laboratory. This would be 
expected since the corona on the surfaces of the stranded 
conductors would be, in reality, a mass of small single 
brushes, so that as a whole they would assume the 
characteristics of a single brush. 

The fact that at the same voltage on the cable con- 
ductors at which the rectification of the charge reversed 
its polarity from negative to positive, there is a distinct 
“break” in the corresponding corona loss curve, proved 
of comsiderable interest. Since it is at this pot that 
Peek’s quadratic law relation begins to hold, it would 


to cause the ionization process to vary quadratically 
with respect to applied voltage. It is this upper portion 
of the eurve that Dr. Ryan has referred to as that of 
“stable brush pattern.” The lower portion he has 
called that of “unstable brush pattern,” and it is here 
that Peek has suggested the entrance of a probability 
relation. 

In the field test made on the 220-kv. Pit River Line 


corona, it was apparent that the line was being operated 
at 2 point well below the “break” in the corona loss 
curve, 2% the space about the conductors was found to be 
charged negatively even when the voltage had been 
raised 20 per cent above the normal line voltage. 
Although the potential of the rectified charge is appre- 
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ciable, the actual magnitude of the current necessary 
to supply it is negligible compared to the alternating 
space charge current itself. 
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Discussion 


L. F. Fuller: It has been my privilege to diseuss this work 
with the authors frequently during its progress and I have been 


__ impressed continually with the difficulty of the undertaking and 


the fact that it is pioneer work at the very forefront of our 
knowledge of things of this character. 

Already it has had a very practical application of which I 
wish to tell you. 

Several years ago it was observed that if a earrier-current 
telephone transmitter and receiver were connected at each end 
of a high-voltage transmission line in corona, a noisy, hissy sound 
was observed in the receiver whenever the carrier transmitter 
was started. The intensity of this noise increased with the power 
of the transmitter. This resulted in a noisy background to any 
speech transmitted over the line. No advantage could be gained 
by increasing the power of the transmitter because this increased 
the received signal and noise together, and the signal-noise ratio 
was not appreciably altered. 

The reasons for this phenomenon appear to be closely related 

to' the investigations of the authors. Within the radius of the 
space-charge cylinder surrounding each line conductor in corona, 
the ionization is much higher than in the space between con- 
ductors outside this radius. The atoms within the cylinder are 
in a decidedly turbulent condition and tbe conductivity is 
relatively high. Any radio-frequency current being passed 
between a coupling wire and line conductor must pass through 
this highly ionized region. The coupling wire and the line 
conductor associated with it do not form a condenser alone but 
rather a condenser in seri2s with a microphonie rapidly changing 
resistor Comprising the space-charge cylinder. The outer 
surface of this cylinder and the coupling wire may be considered 
as comprising the two plates of a condenser. Charging current 
through this condenser can reach the line conductor only by 
passing through this variable resistance. Thus the carrier is 
modulated by the variations of this series resistance and the 
typical hissing sound is heard in the receiver. 
_ Some time ago Dr. Ryan in discussing space charge with me 
expressed the opinion that the substitution of coupling capacitors 
for coupling wires would thereby provide a metallic conductor 
in place of the variable resistor comprising the space-charge 
cylinder. This he thought might result in the elimination of the 
series modulation of the carrier and would remove the dis- 
agreeable hiss. 

It is with a great deal of pleasure that I am able to report 
that this desirable result has been very thoroughly proved. 
Thus we have a practical example of the utility of space-charge 
studies of this character. 

R. J.C. Wood: I didn’t quit gather from the paper whether 
the voltage observed on the electroseope showed the natural 
gradient which would be in the air at that height whether the 
transmission line was there or not, or whether it showed asa 
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resultant of the natural gradient and the voltage on the line. 
or whether it was due to the line alone. 

In the first ease the coupling rod was 30 ft. above the ground: 
in the second ease it was 45 ft. above the ground; and with those 
heights above the ground one would expect a certain natural 
potential different te ground. 

C. H. Willis: (communicaied after adjournment) The 
evidence so far obtained regarding the diffused space charge 
which the authors found at some distance from the corona wires 
shows this charge to be quite erratic. However.I should ke 
to ask if the authors think it possible that the sien of this diffused 
space charge at voliages slightly above the corona voliaze, may 
not be determined by the sign of the corona which form ai the 
lowest voltage, and therefore probably is produced im the greatest 
quantity at voltages a little above the corona voltage. 

The curves shown in Figs. 4 to 9 inclusive give valuable nfar— 
mation. The great lag of the space change behind the eleciro- 
static field shown particularly im Fic. 6 is surprising. 

The break shown in the loss curve of Fig. 12 comes at about 
the voliage ai which we should expeci the two altermatime space 
eharges from opposite wires to mest as calenlated from the 
mobility which has been found for ions in corona. When the 
two alternating space charges do meet the phenomenon changes 
to a ease of gaseous conduction and ii is to be expected that the 
loss curve will obey a different law. It would be quite Inte 
esting if this break could be shown to depend on the distamee 
between the wires. 

J. S. Carroll: Professor Reukema im his paper shows the 
short time required to clear the ions out of the space between the 
two spheres of a sphere-cap when 60ercle voliaze is used 
In this case there is little chance of studying ihe movement of 
the ions. However, if the ions are supplied by one of the elec 
trodes being in corona, such as a point or a small wire, the 
movement of the charge plays quite a different part. Im thai 
regard I should like to call attention io a few thines brought ont 
by the results shown in the curve of Fic. 9. m the pape by 
Lasignan and myself. 

The voltage was applied to the wire ai the cenier of a srounded 
eylinder by means of a kenotron connected to a hich-voltaze 
transformer. This voltage was of course unidirecijonal and 
pulsating. Ata phase angle of 180 dee. the voltage applied te 
the wire is a maximum. No doubt the wire went into corona 
before this, but it is not until about a quarter of a eyele Inter that 
the charge sent out by this pulse of voltage gets over to the eyin- 
der. The charge continues to arrive at the cylinder after this 
pulse gets across but gradually decreases in amount until st 
270 deg. it isalmost zero. Had the evele been longer, that is the 
frequency a little lower, all the charge sent out at this voliage 
erest would have got across before the next pulse arrived. 

It is interesting to note the Slight merease in the amount of 
charge getting over at 180 deg. This is no doubt dwe to the 
increase in the resultant field caused by the rise in voltage ap- 
plied to the wire. By resultant field I mean the field set up by 
the voltage applied between the wire and cylinder plus the field 
existing between the space charge and cylinder. This hitter 
field is a very important factor in determining the movement af 
the ions in this and similar setups, so that it is very Gifiealt to 
calculate ionic movements when a good part of the Geld thai 
is producing -this movement is attached to the moving jons 
themselves. 

J. T. Lusignan, Jr.: Mr. Wood brings up the question as 
to how much of the unidirectional voltage which we measured 
beneath the outdoor transmission lime was due to the natural 
gradient or the earth. Probably very little was involved as we 
got no detectable reading on the electrassope when the ime 
voltage was off. Also we found the electroscope readings to 
increase as the potential of the line was raised. Our motive 
in making the test under a transmission line was prompted hy the 
fact that we had found a unidirectional potential about condac- 
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tors inside the laberatory where the earth’s field would have 
BO aOR, 

J. S Carrel: Mer. Willis’ question regarding the sign of 
this diffused space charge is not quite clear, 

Te order to determine the sign of the charge in the way sug 
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gested by Mr. Willis one would have to specify very carefully 
the conditions under which it would hold. For instance under 
eertain eases the charges about polished conductors have oppo- 
Posite signs to those with rough conductors at the same im- 
pressed voltage. 


Electric Oscillations in the Double-Circuit 


Three-Phase Transmission Line’ 


BY Y. 


SATOH: 
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Sygrepsis.— Pits paper, qiter referring te the resulis of @ pre- 
wivus study af the electric eseilladons en the three-phase aerial line 
ediained by Dr. Bebhu, deserthes the additional werk done by the 
writer ceacerming the eecirie escillaiiens tr the douNe-circutt, 
tiree-phase ansmission Ere, and shews thai there are three Binds of 


i: 1923, Dr. S. Bekku deduced the theory of electric 
oscillations in the three-phase aerial ine* and showed 

that, when the three phases are symmetrical, there 
arise two kinds of traveling waves having different 
Surge impedances and, in general, different propagation 
velocities. He showed also that when the conductivity 
of earth is infinity, the propagation velocities of the two 
waves became equal to that of ight. 

Referring te his paper, the writer has diseussed the 
esailiations in the double-cireuit, three-phase trans- 
mission hme which are of practical interest and has 
pointed out some of the important points obtained in 
studies of these oscillations. 


NATURE OF WAVES ON THE SINGLE- AND 
Dovsie-Ciacuir LINES 

When a Sngle conductor is running parallel to a 
boundary plane of a perfect conductor, the oscillation 
therein as is well known, consists of one kind of traveling 
wave having a propagation velocity equal to that of 
Right. If, however, several conductors closely parallel 
eme another, as In the ease of ordinary transmission 
lines, there exist various kinds of traveling waves, due 
te mutual inductive effects. It was shown in Dr. 
Bekku's paper that in the three-phase line, if the three 
eonductors are balanced, ¢. ¢.. if the transposition is 
complete, there are two varieties formed and there are 
twe kinds of traveling waves. The first kind has 
eurrents and voltages the sums of which im the three 
eonductors are zero, while the currents and voltages of 
the second are equal for three conductors. The first 
is a wave between conductors and the second is a wave 
between the group of conductors as one side and the 
ground as the other. The same theory applies to both 
aeral ines and underground cables. 
ee enerrenrs Sats hy ere 
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traveling wares. The nature of these wares, and some of the im- — 


pertant results of the induced transients, are described. In the 
appendires, tf ts shown briefly how these resulis were derived and how 
te calculate the line consfanis from the construction data of the lines. 
A few numerical examples are given. 


If another three-phase circuit of the same electrical 
characteristics is closely coupled to the former circuit, 
as in the ease of ordinary double-circuit, three-phase 
power lines, and if we assume that each conductor of 
one circuit is in the same position with respect to the 
conductors of the other circuit, then the oscillations 
therein are the superposition of three kinds of traveling 
waves, as follows: (The above assumption is not 
satisfied unless a special method of transposition is used, 
however, according to the numerical calculations for the 
actual lines, the assumed conditions are practically 
reahzed.) 

1. The wave whose sums in voltages to ground and 
eurrents of the three conductors of each circuit are zero. 

2. The wave whose voltages to ground and currents 
are equal for all of the six conductors. 

3. The wave whose voltages to ground and currents 
are equal for the three conductors of one circuit and 
equal but opposite in sign for the three conductors of the 
other circuit. 

Each of the above three kinds consists of two com- 
ponent waves traveling in opposite directions, and each 
eurrent wave is accompanied by the corresponding 
voltage wave in the ratio of surge impedance; that is, 
each kind acts by itself as does the ordimary wave In 
the case of a single conductor. 

The three kinds of waves may be stated as follows: 

1. The first kind consists of two waves; 

a. The wave between conductors of the first 
ei cuit, 

b. The wave between conductors of the second 
pg 

2. The second is the wave between the group of six 
conductors as one side and the ground as the other side. 

3. The third is the wave between the group of three 
eonductors of one circuit as one side and the group of 
three conductors of the other circuit as the other side. 
The three kinds are illustrated as in Fig. 1. 


. 


. 
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‘Thus we see that a wave can never exist on one con- 
ductor only, but it is always accompanied by its com- 
panion waves on the other conductors. The surge 
impedances and the propagation velocities of these 
waves can be expressed as follows: 
For the first kind, 

Z,= V (L— Ly)/(K — K,), 

») =1// (L— LL) (K— Kd), 

For the second kind, 

Z,.= VJ (L nL 21,+31)/(K +2K,+3K,), (2) 

For the third kind, 

4,.= V7 (L+21,—31L,)/(K +2K,—3K;), (3) 

in which 

LL = Self inductance per unit length of a conductor 
with ground return, 


% No. 1 Circuit 


(1) 
(la) 


No. 2 Circuit 
? First Kind Second Kind Third Kind 


Fig. 1—I.uustration or THREE KINDs or WAVES 


LL, = Mutual inductance per unit length between con- 
ductors of the same circuit with ground return. 

Li. = Mutual inductance per unit length between 
conductors of the different circuits, 

K = Coefficient of capacity per unit length of a 

-conductor, 
= Coefficient of static induction per unit length 
between conductors of the same circuit, 

K, = Coefficient of static induction per unit length 
between conductors of the different circuits. 

As is clear from the above expressions, the surge 
impedances and the propagation velocities of the three 
kinds of waves are different. If the conductivity of 
the earth is assumed to be infinity, the three velocities 
become equal to that of light. 

The relative magnitudes of the three waves entering 
into the oscillation are determined by the initial 
conditions. For example, if equal charges are thrown 
on the conductors, as might be the case in a lightning 
stroke, only the second wave comesin. In three-phase 
switching operations there will exist only the first wave. 


REFLECTIONS AND REFRACTIONS 


If the waves meet an irregularity, the reflections and 
refractions occur as in the case of a single conductor. 


Ky 
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If the irregularity is the same for the six conductors, 
each kind of wave independently obeys the same laws 
of reflection and refraction as in the single conductor. 
If, however, the irregularity is different in the various 
conductors, interference and splitting-up occurs among 
the different kinds of waves; 7. ¢., although the incoming 
wave is one kind, the reflected and refracted waves 
consist, in general, of three kinds. If the irregularity 
is the same for the conductors of the same circuit, the 
first wave acts separately from the other waves, being 
reflected without splitting-up, while there is splitting- 
up between the second and the third waves. For 


. example, if the ends of the six conductors are grounded 


equally through the resistance R, then all waves obey 
the law, G = — F (R— Z)/(R + Z), in which F and G 
are the incoming and reflecting current waves of one 
kind and Z is the surge impedance corresponding to 
that kind. From the above formula, we see that when 
the six conductors are equally grounded with the 
resistance equal to the surge impedance of a certain 
kind of wave, the reflection is zero when the incoming 
wave is of that kind, but this is not the case for the 
incidence of the other waves. 

When the line having the surge impedances Z;, Z:, Zs, 
for the three kinds of waves is connected to another 
double-circuit, three-phase line of surge impedances 
Zi’, Z2', Z3', then 

G=F(Z-—Z)/(Z24+2’) 

H=F .2Z2/(Z24+2Z') 
for each kind of waves, in which H is the refracted cur- 
rent wave, that is, H is the current wave that travels 
on past or through the irregularity. 

When the conductors of the same phase of two cir- 
cuits are tied together at the end of the line, as in the 
case of a paralleling bus, this end acts as an insulated 
end for the second wave and as a grounded end for the 
third wave, while for the first wave, there occurs no 
reflection; that is, the incoming wave on the first circuit 
passes through the tie bus and returns on the second 
circuit and vice versa. 


SOME OF THE EFFECTS OF INDUCED TRANSIENTS 


From the above results we see that any oscillation 
in one conductor is always accompanied by correspond- 
ing oscillations in the other conductors. If, in the 
case of a single conductor, the conductor is grounded or 
broken on the way of the wave, the wave undergoes 
total reflection and cannot pass through the faulty 
point. In the case of three-phase lines, however, due 
to the inductive effects of the sound conductors, the 
waves do pass through such faulty points. Sound 
conductors must also stand the high voltage of waves 
due to induced transients from the nearby faulty con- 
ductor. The sound circuit must sometimes stand al- 
most as much voltage as the faulty one. Waves start- 
ing on a single-circuit line will induce large transients 
in a sound circuit that may parallel the faulty circuit, 
even though the place of fault is some distance away 
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from the point where the two circuits come together. 
This will be important because low-voltage lines often 
parallel high-voltage lines. 

Since the sums of currents and voltages of the first and 
the third waves in six conductors are zero, they do not 
give inductive disturbances in.adjacent lines. Induc- 
tive disturbances are caused only by the second kind of 
wave. The induced voltage resulting from the second 
kind of wave is obtained by multiplying by six the 
voltage induced by the individual conductor. 


EFFECT OF LOSSES 


Due to the energy losses in the circuits, the waves 
gradually die out. In this case also each wave acts 
independently of the other waves and the whole theory 


ise] 
° 


‘Lh [iuhjel 


| LLLLPPDIDPAPPDPPPEDE 
No. 2 


Resultant Wave 


im Second Wave Third Wave 
2—Vo.LTacE WaAvEs or Ex. 1 


Fic. 


obtained for the wave in the case of a single conductor 
can be applied to the individual wave. For example, 
each wave has its own attenuation constant and its 
wave front gradually flattens out just as if the other 
waves were absent. 


EXAMPLES 


Applying the theory outlined above to several cases 
one obtains the following results: In these examples, 
the following values of surge impedances were assumed: 
Z, = 400 ohms, for the first wave, Z. = 1000 ohms, for 
the second wave, Z; = 500 ohms, for the third wave. 
(These are typical values obtained for existing high- 
voltage lines.) When there is only one three-phase 
circuit having the same construction as one of the 
above double-circuit lines, Z, is the same as for the 
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double-circuit case, while Z. is different and has the 

typical value Z.’ = 800 ohms. 

1. When the voltage source is suddenly connected to one 
of the circuits having the end conditions as shown in 
Fig. 2. 

The propagation and reflection of voltage waves 
when the source voltage is 1500 volts d-c. are shown in 
Fig. 2. The calculation of this example is shown in 
Appendix III. 

In this figure, as well as in those that follow, the 
different kinds of waves are distinguished by different 
shadings so far as the clearness of the figures allows. 
As seen in Fig. 2, two kinds of waves are produced and 
the voltage wave of 1500 volts on No. 1 circuit is 
accompanied by the corresponding induced wave on 


No, 1 


Second Wave of a Single Cireuit, 


Fig. 3—VoLTAGE WAVES oF Ex. 2 


No. 2. When these waves reach the right end, they are 
reflected. If this end of No. 2 circuit were insulated, 
or if No. 2 were absent, the maximum voltage in No. 1 
would be twice the source voltage, but, affected by the 
grounding of the right end of the former, the maximum 
voltage in the latter is 1.8 times. The voltage of 0.85 
times the source voltage is induced in No. 2 circuit. 
2. When the wave comes from a single circuit. 
Fig. 3.) 

Fig. 3 shows how the voltage waves split up and givea 
disturbance in a parallel circuit when waves of 100 ky. 
between conductors and ground (second kind of wave), 
come equally on three conductors of a single circuit. 


(See 
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This case might arise from a lightning stroke on No. 1 
circuit producing voltage waves that travel to a point 
where No. 1 parallels with No. 2. If the latter is the 
low-voltage circuit, the induced voltage may be suf- 
ficient to cause a flashover even though the trouble 
originated in No. 1. 


N/R NE OE : 
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AQ First Wave 


Fie. 4—VoLtTace WavEs or Ex. 3 
3. When one of the conductors is broken and grounded on 
the way of waves. 

The state of reflections and refractions of voltage 
waves when the incoming wave is of the second kind of 
100 kv., is shown in Fig. 4. As shown in Fig. 4, a 
considerable voltage wave passes the point at which 
the conductor is broken and grounded due to the induc- 
tive effect of the other conductors, and the fault in one 
of the conductors causes reflections on all of them. 

4. When the two circuits are tied together at one end, 
phases a and a, charged to 100 kv., and phases b and 
bi, c and c; to —50 kv., then the other end of phase a 
is suddenly grounded, as the result of an insulator 
failure. (The state of oscillation is shown in 
Fig. 5.) 

An oscillation of this type could arise, if, in the 
double-circuit lines charged by a three-phase alternator 
through transformers, the distant end of a conductor is 
grounded at the instant when the voltage of this phase 
is maximum. The first few oscillations are represented 
approximately in Fig. 5 provided the length of the line 
is not large. This is because the impedances of the 
transformers are large for the high-frequency oscilla- 
tion so that the phases may be considered approximately 
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‘insulated from one another for a short time interval. 


As seen from Fig. 5, the voltage of 1.8 times the initial 
value is induced in phases }, c, b;, and c, due to the 
sudden ground of phase a. 


CONCLUSIONS 


1. The oscillation in the double-circuit, three-phase 
transmission line in general consists of three kinds of 
waves. 

2. As the result of the existence of three kinds of 
waves, there are three kinds of surge impedances. 

3. In a single conductor, reflecting waves can be 
made zero by grounding the end with a resistance equal 
to the surge impedance of the line. However, when 
there are three kinds of surge impedances, even if the 
six conductors are equally grounded with a certain 
resistance, the reflection may sometimes be zero, or 
sometimes otherwise. 

4, When the waves meet an irregularity of the line, 
one kind of wave splits up into three kinds. 

5. Inasingle conductor, if the conductor is grounded 
or broken on the way of traveling waves, total reflection 
occurs and the waves cannot propagate beyond that 
point. But, in three-phase lines, due to the inductive 
effects. of the other wires, the waves do propagate 
beyond the point at which the conductor is grounded 
or broken. 
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Fie. 5—VoutTace WaAvEs or Ex. 4 


6. Due to the fault of one conductor, an appreciable 
voltage may be induced in the sound conductors; for 
instance, in example 4, due to the sudden ground of 
phase a, the voltage of 1.8 times the initial value is 
induced in the other phases. 
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7. Inductive interference to neighboring telephone 
circuits from the transmission lines is caused only by 
the second kind of wave and can be easily calculated. 

The writer wishes to acknowledge the assistance 
rendered by Dr. F. E. Terman of Stanford University 
when this paper was prepared. 


Appendix I 


DERIVATION OF EQUATIONS AND THE METHOD OF 
SOLUTION 


The following assumptions are made: 


1. The characteristics of the two circuits are electri- 
cally the same. 

2. The conductors in each circuit are in the same 
position with respect to one another and to the ground, 
i. e., the transposition of each circuit is complete. 

3. The conductors in one circuit are in the same 
position with respect to the conductors in the other 
circuit. 

All the energy losses shall be neglected. Let ZL, Li, 
L;, K, K,, and K. have the same meanings as in the 
main text. Let 
q = electric charge per unit length of a conductor, 

o = magnetic flux interlinkage per unit length of a 
conductor, 

E = voltage to ground of a conductor, 

I = current of a conductor, 

t 

x 


I 


I] 


time, 
= distance along the conductor, (take positive direc- 
tions of x and J the same). 
Denote the three conductors of one circuit by a, b, c, and 
those of the other circuit by ai, b;,¢;. Then we have, 
be = LI, +g le brie ae 
and if we neglect the voltage drop in earth, 


—dE,/dx =d¢,/dt, 


or 
OL, role roe i ond 
Toe ae ot + Ls ot + Ly ot 
One roe Ee roy : 
+ 1s ( ot ot OPE 


(4) 
and exactly similar equations are obtained for 
conductors b, ¢, a1, 61, C1. 


We have further, 
Qa =KE,+ K,E, + Ki EF, + Ke (Ea + Eo + Er), 
(5a) 
and 
I, = 2 fadz, 
or 
ol, 0 Ga 
Ot aero eS 
so that, 
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ra OL, row OS ow OP 
Se ee at ee oer eae 
z Mery aie elon ) : 
cs ot ot Oe 


. (5) 
and exactly similar equations are obtained for 
conductors, b, ¢, a1, 01, C1. 


The above equations are the fundamental equations of 
the electric oscillations in the double-circuit, three-phase 
transmission line, and since they are twelve simultane- 
ous partial differential equations of the first order and 
of the first degree having the twelve unknown quanti- 
ties, yh | Tz, des, Iy1, Is3; E., E,, E., Ea, Es, and Ea, 
it is seen that their general solutions are twelve inde- 
terminate functions. 

To solve the above equations, let us make the follow- 
ing transformations of the variables: 


[, =e te Py a ae 
I; = 4, +t. + 13, Thi = 41 + 12 — 43, | (6) 
De = 4, + I. + 13, Tn = ter + to — V3, 
a +%4,+%, = 0, tai + tor + ter a=), (7) 
Be =@ateér+és, Hai = a + €2— es, 
Ey = @) + €2 + @s, Ex, = @r1 + 2 — @3, | (8) 
E. =@.+é2+ 3, Her = €1 + €2— @, 
Ca fe CpatiCe ae 0, Cal + Cp 116es = 0. (9) 


Though the right-hand sides of the equations (6) and 
(8) contain 16 variables, since there are 4 relations of 
(7) and (9) among them, they are essentially 12 inde- 
pendent variables. If these component currents and 
voltages are known, the currents and voltages of the 
six conductors are obtained by combining them accord- 
ing to equations (6) and (8). Hence, we shall now 
obtain these components. 


Substitute (6) and (8) into the fundamental equations 


(4) and (5). By adding all the six equations of (4) and 
dividing by (6), we get, 

—d0e/dzx = (L+2L,4+31n).0%/dt, (10) 
treating (5) the same as above, 

—02,/0% = (K+2K,4+3K.2).0¢e/dt. (10a) 


By adding the three equations of a, b, c of (4) and sub- 
tracting from it the three equations of a, bi, c:, and 
dividing by 6, we get 


—0e/dxe = (L+2L1,—3 ly) .073/dt, (11) 
treating (5) the same as above, 
— 01;/0¢% = (K +2Ki—3Ke).0e/dt. ' (11a) 


By subtracting (10) and (11) from the first equation of 
(4), : 

— 0e,/d0% = (L— L;).0%,/dt, (12) 
by subtracting (10a) and (11a) from the first equation 
of (5), 

— 01,/0% = (K — K;).0e,/dt. (12a) 
Exactly the same equations as (12) and (12a) are 


obtained for e,,27,. . . ~ Cet) Vee 
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Equations (10), (11), (12,) (10a), (11a), and (12a) 
have the following forms: 

—0e/dx=L.0di1/dt, (13) 

 — 01/04 =K.de/dt. (13a) 

They are essentially the equations of oscillations in a 

single conductor having a self inductance per unit 

length L and a capacitance per unit length K, the solu- 

tions of which are, as well known, two traveling waves 

propagating in the opposite directions and can be 

expressed as follows: 


7 =F (*—vth+G(e+rd), (14) 

e =Z.F(x-vt)—Z.G(r#+0b), (14!) 

Tel /LK = propagation velocity, (15). 
: Z=/L/K = surge impedance. (16) 


_. F (4 — vt) is a wave traveling in the positive direction 


of x, and G(x + vf) in the negative direction of z. 
The forms of functions F and G can be determined 
from the boundary conditions. 

If we apply the above results to equations (10), . . . 
(12a)', we get at once thesolutions of component currents 
and voltages: 


“tg = Fo (a — vot) + Go (x + 22 2b), (17) 
€o = Zo [Fo (4 — v2t) — Go (x + 22 £)], (17a)! 
_ t3 = Fz (@— vst) + Gs (& + 2s1), (18) 
es; = Z3([F3 (4 — vst) — G3 (x + 038), (18a)! 

1, =F,(2-—mt) + G.(x+ 710), 
= F,(e«—%t) + G, (4+ 7,0), | (19) 


ae Ma's «ew « € 6.e 


Ca = Z,[F. (x4— 1t) —G. (x + 0 d)], 
Cy = Z,[F; (x4 — i1t) —G, (x + 0, 4)], 


| (19a)! 


in which Zi, V1, Z2, V2, Z3, Vz are as expressed by (1), 
(1a)!, (2), (2a), (3) and (3a)!, and 

F,+F,+F. = 0, G, +G, +G. = 0, 
FatFutkea = 0, GatGuitGa = 0. (20) 
By combining the above results according to equations 
(6) and (8), we get the general solutions of the oscilla- 
tion: (omitting (x — vt) and x + f)), 


I, = (F. +G, ) + (F2+G2) + (F'3+Gs), 

I, = (Fs +Gp) + (F2+Ge) + (F3+Gs), (21) 
F; — (F. +G, ) am (F2+G,) os (F3;+G:;), 

1 er a. (Fai tGai) Sa (F2+Ge) = (F;+Gs), 

Ty. = (Poi tGor) + (F2+Ge) — (F3+Gs), (22) 
Is — (P.at+Gaa) as (F2+Ge) er (F;+G;), 

E, = Z\(F.—Ga )+Z2(F2—Ge) +Z3(F3—G3), 

BE, = Z\(F, —Gs )+Z2(F2—G2)+Z3(F's—Gs), | (21a) 
E. — ZF. —G. )+Z2(F2—Ge) +Z;3(F3s—Gs), 

Ba = Z1(Far— Gai) + Z2(F 2—G2)—Z3(F's—Gs), 

Es: = Z:(Fs:—Gs1) +Z2(F2—G2)—Z3(F's—Gs), (22a) 
Ea = Zi(F a— Ger) +Z2(F2—G2)—Z3(F s—Gs). 


All F waves travel in the positive direction of x and all 
G waves in the negative direction of x. By comparing 
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the above equations with the description in the main 
text, it is seen that the first two terms of the above 
equations represent the first kind of wave, the second 
two terms the second kind of wave, and the third two 
terms the third kind of wave. The equations when 
the losses are considered can be treated in the same way 
and resolved into three sub-equations as above. 

The forms of functions F’s and G’s are determined 
from the initial conditions. Let the distributions of 
currents and voltages on the six conductors at the 
instant at which the oscillation begins (when t = 0) be 
Slt), Ii(Z)s + 4 4 « Jey (2) ad VEG eee 
Va (x). Then we have, 


Je(z) = (F.+G.,) + (F2+ G:) + (F: + G:), 


AtQ--—-———— 


i 
| 

Gy 
2 : 


Fic. 6—Diensions or Lines 


Va,(2z) =Z,(F.— G,) == ZAF 2 aa Gz) + Z: (F; —G 3)» 


from which 

Ei = (1/6) (2 J.—J:—J.) =% (1/6 Z1) (2 V.—V;—V.), 
Gy a (1/6) (2 J a—Ji—Jd-) 77 (1/6 Z:) (2 V.—V:—V.), 
andj/all other functions F and G can be obtained in 
similar forms. If we put z— vt instead of z in all the 
F functions and z + » t instead of z in all the G functions 
and combine them according to (21), . . . . (22a), 
we get the equations of oscillation. 


Appendix II 
CALCULATION OF LINE CONSTANTS 
Assuming that the earth is a perfect conductor, the 
current in the earth is confined to its surface and the 
principle of electric image holds. Let the configuration 
of the lines be as in Fig. 6. 
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es Fig. 6, 
a VYAA,.BB,.CC,, 
X=W/AB.BC.CA., 
= VAB,.BO,.CA,, 
X' = W(AF).(BF)Y(BD).AD.BE.CF., 
= V/(AF,)?.(BF;)?.(BD,)?.AD,.BE,,CF,. 
r = radius of conductor.) 
Then we get, 
L =((1/2) +2. log. (2. FL /ry ex 1077 
henry per em. (23) 
henry per cm. (24) 
henry per em, (25) 


Tyme 2. log (41) a) ort 
2 = 2. log. (X1'/X") K 107 


Let 

P = coefficient of potential per unit length of a 
conductor, 

P, = coefficient of potential per unit length between 
conductors of the same circuit, 

P. = coefficient of potential per unit length between 


conductors of the different circuits, 
then we have, from the ordinary electrostatics, 
E, = P’, dat Fi. +P. 


det+Po(QaitGutei), 

HE, =P. ci wee NE AEs eee (26) 
where 
P =2.log,(2H/r) xX 9X10"  darafpercm, (27) 
P, =2.log.(X:/X) X9 X10" darafpercm. (28) 
P, =2.log. (X1'/X") X¥ 9 K 10" daraf per cm. (29) 
Equations (26) can be rearranged as follows: 
g@ =K.E,+Kib,+KiE, 4 

+ Kx(Ea + By, + EK), 
qo =K,.E,+K.E,+K,.#, 

+ K(Ea + Buy + Eu), (30) 
see (5a) of Appendix I, . 
in which 

(P+2P,)(P4+P;)—-6P/ 
K + 1) ( + 1) 2 (31) 


(P +2 P;)P,:— 3 P? 


K: = — (pp) (P42P,43P,) (P4+2P,-3 Pp’ 2”) 


ei edi hos 
a | (P+-2 Pi+-8 P) (PH Pes P,)’ 


which are the required coefficients of capacity and 


(33) 


induction. It isalso seen that, 

K —- = 1/(P=P), .. 6 (34) 
K+2K,+3K, =1/(P+2P,+8 P,),... (35) 
K+2K,—3K.,= 1/(P+2P,—3P,).... (36) 


From these results, the surge impedances and propaga- 
tion velocities can be calculated. In this case, if we 
neglect the effect of magnetic flux inside the conductor, 
(if we drop 1/2 in the expression of L), we get 


Transactions A. 1. B. EB. 


‘P/L = P,/Iy = 5 PDs = 9X 10”, so that Vi = 
= 0, = 3 & 10" cm. per sec. 


Appendix III 
CALCULATION OF Ex. 1. 


From the symmetry of the line, we see that the first 
kind of wave is zero, and all G waves are zero since, at 
first, only outgoing waves are present. Put EL, = 
voltage of the sourcé, 1, = EH, = FE, = HE, LE, = En 
= Ey aaa Ez, ie ™ I, 7 ve = Ls cn ocd Tv cd I = I, 


then, FE = Z,F,+2Z2,Fs, EB; = Z2F2— Zs Fs, I = Fo 
+ Fy I,=F,- F's, (see (21), (22), (21a), (22a)) and at 
a=0, E=E,, I,=0, whence, F.=F;,=E,/(Z2+Z3), 


and thus the outgoing waves are obtained. 
When these waves reach the right end, the reflection 


occurs. Let G, and G,; be reflected waves. Then 
EB = Z2(P2— Ge) + Z3 (Fa — Gs), 
EB, = Zs (F,— Gy) = Zi; (Fy — G1), 


= (Fy + G2) + (Fs + Gs), 
I, = (F, + G.) — (Fs + Gs), 
and at the right end 


E,=0, I =0, 


from which, 
Gr = F, (Z2— Zs) /(Zo -+- Z4) — Fy.223/(Z2 + Z;), 
Gy = — Fy.22/(Z2 + Zs) — Fs. (Z2— Zs) /(Z2 + Zs). 


When the G waves reach the left end, they are reflected. 
The left end of No. 1 acts as a grounded end, hence the 
reflection is the same as at the right end except No. 1 
and No. 2 are interchanged. The oscillation at any 
instant can be found by superposing all these outgoing 
and reflected waves. 


Discussion 


H. G. Brinton: he paper by Mr. Satoh is rather mathe- 
matical and has been somewhat difficult to understand. It is 
based on a previous paper presented in Japan by Dr. Bekku, 
and perhaps Mr. Satoh assumes that the reader will look up the 
previous paper and so gives very little explanation himself. 
The writer has found it possible to understand the paper by first 
making an analysis from a physical standpoint and then checking 
Mr. Satoh’s equations, As we have no other literature on this 
phase of the subject it appears desirable to give here a discussion 
of waves on several parallel wires. 

The case to be discussed is that of two parallel three-phase 
lines. The three wave currents in the three wires of one line are 
Ta, 1p, and /,, The three wave currents in the three wires of the 
other line are J,!, J,', and J,'.. The corresponding potentials 
of wires to earth are Hq, etc. Thus we have in yeneral six travel- 
ing waves of different potential and current on six parallel wires, 
If we have only one wave on an isolated wire we would calculate 
the current and energy from the values of voltage and surge 
impedance, and we would caleulate the changes in voltage due to 
reflection, etc, at points where the circuit: constants changed, In 
the case of several waves on several adjacent wires, the problem 
is complicated by the magnetic and electrostatic interactions 
hetween the various waves, If we have six waves of different 
potential to consider, then there are six different surge impe- 
dances, or ratios of potential to current, to determine; and the 
surge impedance for each wave is affected by each of the different 
currents in the five other wires. Thus we have quite a com- 


so 
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plicated set of interactions and it is necessary to find a method 
evaluating them, 

We shall first explain how it is possible to consider these six 
currents as the resultants of certain components and thus 
simplify the problem because of the simpler relations between 
these theorétical components. Consider first the three wave 
currents Jq, etc., in the three wires of one three-phase line. If we 
add these currents, taking account of direction, and then divide 
by three, we shall have the average value of current in these 
three wires. The actual current in each wire differs from the 
average. We shall call these differences J,, I», and J;. We 
know that the sum of these differences from the average value 
must be zero, because otherwise there would be an average 
difference from an average value which is impossible. Thus we 
see that the three unequal actual currents are composed of three 
equal components each having the average value and three 
jinequal components whose sum is zero. In the same way we see 


that the three unequal currents in the other line are composed - 


of similar components. We can now take the average of the 
three equal currents of one line plus the three equal currents of 
the other line. Let this value be called 7. This value must be 


_ greater than the average value of one line by a certain amount, 


and less than the average value of the other line by the same 
amount which we shall call 71. Then the value of the three equal 
components in one line is J -+ J‘ and the value of the three equal 
components in the other line is 7 — 71. Thus we have reduced 


‘the six unequal wave currents in the six wires to the following 


components. In the three wires of each line there are three 
unequal components whose sum is zero. In the six wires there 
are six equal components called J flowing in the same direction. 
In the three wires of one line there are three equal components 
called /' flowing in one direction; and in the three wires of the 
other line there are three equal components — J} flowing in the 
opposite direction to J‘ in the first line. A further simplification 
is obtained by considering the three unequal currents of each line 
whose sum is zero as equivalent to two equal and opposite 
currents. Hor example, if we wish to consider the surge impe- 


_ daneé Z, of the wire in which J, is flowing, we can consider the 


two currents J, and 7; as equivalent to a current — J, flowing 
in the opposite direction to Jy. 

Then in considering the various components we have only 
equal currents to consider. When considering equal currents 
thete is only one value of surge impedance to calculate. Thus we 
have reduced the problem to three sets of components and three 
surge impedances to be determined. 

Before discussing these components further, it is well to state 
briefly the known relationships in the case of a single wire. In 
that case, if the wave potential at a given point is known, the 
wave current is found by dividing the potential by 7, the surge 


impedance. Z is calculated from the formula 
Z= AV, i butv = == = velocity of light 
if v¥ LC 
Eh Y, = ——— LD eee 
“ cv Cv? 


C is the capacitance to earth of a unit length of the wire and is 
twice the capacitance from the wire to its image. 

If there is another wave of equal voltage and current on a 
second wire, then the capacitance of the first wire to earth is 
reduced or increased by the presence of the charge on the second 
wire, being reduced by a charge of the same sign and increased 
by a charge of the opposite sign. The capacitance will then be 
C instead of C per unit length. The inductance of the first 
wire is also affected by the current in the second wire, but if 
the waves travel with the velocity of light the product of capaci- 
tance and inductance remains constant and it is only necessary 
to calculate the capacitance as in the simple case of one wire. 
In the case of two wires the capacitance is then @ C and the 
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; : is ; ; 
inductance is aC and the surge impedance is 


y2 


1 


a acv 


This is the formula for surge impedance in the case of the com- 
ponent current 7; and its opposite — J, in the first line, and 
also in the case of J;: and — J;!in the second line. If we assume, 
as Mr. Satoh does, that the two equal but opposite currents of 
one line would have zero resultant affect on the other line, then 
this formula for Z; holds true when these particular current 
components are flowing in the two lines at the same time. The 
voltage components corresponding to these current components 


are 
‘Ey = 112; Ep =1)7Z, 
EE, =1I2Z1 Ho = 112, 
BE; = 132; HH; =I; 21 


There is only one value of surge impedance for these components 
because the three wires of each line are assumed to be under the 
same influences. These assumptions do not correspond exactly to 
any conditions existing in practise, but they are satisfactory 
for the purpose of aiding us to obtain a fair general conception 
of the wave relationships. 

We may next consider the current and voltage components in 
the case of the six equal components in the same direction in the 
six wires. In this case the capacitance of each wire to earth is 
reduced. If we assume, as Mr. Satoh does, that each wave is 
equally affected by the other five, then the capacitance of each 
wire is reduced by the same factor which we may designate as B. 
Then in the same way as above we see that the surge impedance of 
each wire is 


1 
BCo 
E = Zo I 

The third set of components to be considered are those con- 
sisting of three equal currents J! in one direction in the three 
wires of one circuit and three equal currents — J! in the opposite 
direction in the other circuit. In this case the capacitance to 
earth of one wire is Y C instead of C. Assuming each of the six 
wires is under the same influences, this value C applies to each 


Za = 


We then have for each wire 


wire. The corresponding value of surge impedance is 
Zi = : 
Y Cov 


In the above we have started with six waves of given current. 
In the same way we can start with six waves of given voltage and 
then calculate the wave currents after determining the surge im- 
pedances. For example, we would first find the average value Z 
for the six waves. The average value for one circuit would be 
E + @ and for the other circuit # — E'. The differences EF, 
and FH; could then be determined, knowing the total voltages 
E, and F,'. After determining the various surge impedances 
Z, Z and Z', the current components could be calculated and the 
total current in any wire would then be the sum of the com- 
ponents in that wire. 

In order to determine the various surge impedances, it is 
necessary to calculate C and the factors a@,8, and Y which depend 
upon the amount that the capacitances are affected by the 
presence of the other charges. There are several ways of doing 
this. One way is to work with unit quantities and determine 
how much the potential at one wire is affected by the presence of 
the charges on the other wires. For example, in the case of Z; 
we have to consider two wires oppositely charged. The effect 
of the unit charge of one wire is to make it have the potential, 


4.6 log 3 
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where h is the elevation of the wire and r is its radius. The 
opposite charge on the second wire decreases the potential of the 
first wire by the amount, 


T2 


4.6 log 
Ti 
where r; is the distance to the second wire and 72 is the distance 
to its image. Therefore the potential of the first wire is de- 
creased by the factor 


Zh 
log 


— log — 
Tr T) 
2h 
log 


Since in the case of unit given charge the voltage is inversely 
proportional to the capacity we can say that the capacity of the 
wire is increased by the factor 

2h 


r 


log 


Te 


2h 
log —— — log 
a Ty 

The factor B is determined in the same way, remembering that 
the charges are all of the same sign in this case and that there 
are six charges to be considered. Mr. Satoh uses an average 
value for the distance of the three wires of one circuit to one wire 
of the other circuit. Calling this distance 7;! and the distance to 
its image r2! we see that the factor is 


2h 
ios = 
r 
= 2) 2 i 
B log : + 2 log = + 3 log “ 
Tr T1 vos 


The factor Y is caleulated in thesame way. Remembering that 
in this case the three charges of one cireuit are opposite in sign 
to those of the other circuit, we see that 


lon 
Tr 


YS > 

2 } 2 ot 
log == 599 lone — 3 log es 
fe 


Ty ri 


Mr. Satoh does not use the above factors because he adds to or 
subtracts something from C to take account of the effect of the 
other charges instead of multiplying C by a factor. We have 
used the factor method for the sake of simplicity. 

Mr. Satoh gives some interesting diagrams showing rectangular 
waves on parallel wires and the effect of certain changes in circuit 
constants. He gives the calculations for the case of three equal 
waves on three wires of one circuit due to an impressed d-e. volt- 
age and three equal but smaller voltage waves on three wires of a 
parallel circuit due to induction from the first circuit. However, 
he apparently omits the calculation of the values of the induced 
wave which are the really important unknowns; and in the dia- 
gram the induced charges in the second circuit are incorrectly 
shown as having the same sign as the charges in the first circuit. 
These specific cases will require some further study and it there- 
fore seems best to consider them separately. One point of in- 
terest to us is the fact that when waves of about equal voltage 
arrive at a station on the three wires of a circuit, which perhaps 
is the usual occurrence, the surge impedance is greater by a con- 
siderable percentage than in the case of a single wire, and so the 
wave current and energy is correspondingly less. 


R. J.C. Wood: Some time ago we made some tests on 220-kv. 
lines of the Southern California Edison Company in order to 
get some idea of the frequency and magnitude of the surges that 
were actually occurring on the line. To help in this work the 
Westinghouse Company installed a number of klydonographs, 
and I wrote a paper about the results. 


Transactions A. I. E. E. 


One of the main points brought out which had a bearing on the ~ 
actual transmission line was that surges are quite rapidly damped 
in traveling along the lines. : 

Looking at the pictures of the waves shown in the paper one is 
led to think the wave is going to double up at the points of re- 
flection, and amount to something which may be quite serious; 
but actually, on the line, these waves attenuate very fast. In 
fact we got measurements of surges about 100 or 150 per cent 
above normal at one station and 35 mi. away there was no indi- 
cation on the instrument of there being any surge at all; this does 
not mean that there was no surge at-all but that it had been 
reduced to not more than some 25 or 50 per cent above normal. 

E. R. Stauffacher: There has been a number of cases on 
two 66-kv. lines single-tower, double-line construction, where the 
evidence of trouble on one of the lines has been found; but every 
indication regarding the relay operation pointed to the possibility 
of a trouble on the adjacent line. 

I wonder if Mr. Terman would give us a little light as to what 
might have happened on the second line due to a wave of high 
voltage induced on the second line, when the trouble originated 
on the first line. 

It would be one way of explaining some rather peculiar and 
erratic relay operations. Otherwise we have to accept the 
theory that the trouble was not cleared promptly enough on the 
first line in trouble and the are went over into the other circuit. 

D.I. Cone: This paper presents in clear perspective and in 
generalized form the propagation of waves in a double-circuit 
line. An illustration of the practical utilization of the three 
paths described occurs in the four-conductor arrangement com- 
mon in communication practise comprising (1) two side circuits, 
one on each pair of wires; (2) ‘‘an earth return circuit using the 
four wires in parallel as one side,’ (The second path is very 
important from the standpoint of induction from external 
sources. It may also be used for communication purposes as in | 
the simplex phantom telegraph circuit); and (3) a phantom 
“using each of these paths as one of its sides.” 

The impedances of the three paths for steady-state conditions _ 
at voice and higher frequencies are of the order of 700 ohms, 400 
ohms, and 300 ohms respectively for circuits of the ordinary open- 
wire construction. These figures are closely similar to the surge- 
impedance figures for typical power circuits given in the paper. 

The assumption is stated that the earth’s surface is considered 
as a surface of infinite conductivity, giving a speed of propagation 
equal to that of light. In practise, for earth-return circuits the 
apparent speed of propagation, calculated from steady-state 
measurements may be less, by 20 per cent or more, due to such 
effects as the increased inductance per unit length of the circuit 
by reason of its penetration into the earth. 

Mr. Satoh’s seventh conclusion states: ‘‘Inductive interference 
to neighboring telephone circuits from the transmission lines is 
caused only by the second kind of wave and can be easily ecaleu- 
lated,’’ meaning the case of the several wires with earth return. 
He assumes throughout the situation in which the influence of 
each of the three conductors of any one of the circuits on its 
neighbors is the same; that is, that each circuit is so: thoroughly 
transposed or the wires are so disposed with reference to this 
circuit that the influence of each of the three wires is the same on 
any outside circuit; and with that limitation the statement as 
madeiscorrect. In the ordinary ease that is not strictly true. 

In the work of inductive coordination, the separations being 
secured in present practise are such, that often the only problem 
is that of the second kind of wave. These give an influence 
which spreads out to great separations. 


Joseph Slepian: The work of Mr. Satoh is an interesting 
application of the resolution of a system of voltages and currents 
which are tied together by linear relations, into sets of normal 
components; that is into sets in each of which each voltage is 
proportional to its corresponding current. 

The best example we have had before the Institute of the 
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resolution of a system in this way was in the paper by Mr. C. L. 
Fortescue on Symmetrical Coordinates of nine years ago. In 
dealing with three-phase systems Mr. Fortescue resolved the 
line voltages and currents, (Ez, Eb, E-, Ia, Ip, I-) into three sets of 
symmetrical components (Eo, Eo Eo, Io Io, Io), (E1, a2 Ei, a Fi, 


qh, @ I;,aI,), and (£2, a E2, a? Es, Is, a Is, a2 2), where a is a - 


complex cube root of unity. Evidently in each of Mr. Fortes- 
cue’s symmetrical components, each voltage is proportional to 
its corresponding current, and in addition to this simplicity to 
begin with, the equations for a symmetrical rotating machine take 
on the extremely simple form, Eo = Zo Io, FE} =Zi I1, Es = ZoI>. 
It is interesting to examine the general equations for the 
propagation of waves on parallel wires from this point of view 
and obtain the normal component waves of Bekku and Satoh. 
Neglecting resistances and leakages, and confining ourselves to 
the case of three wires, we have in general, if E,, E;, E, are the 
line voltages, and J,, I;, J, the corresponding line currents in a 
traveling wave, the three equations 
Eq = Zaa la 55 Zab Ip se Zae Ie 
Ey = Zeala + Ze To + Zee Ie (1) 
E. = Zeala + Zea Ib + Zee Ie 
’ We then put the problem of finding a wave such that in it the 
corresponding voltages and currents are proportional, 7. e., such 
that Eg = Z1,, fy = Zh, F. = 7 I,. 
Substituting in the wave equations we get 
0= (Zaa =e Z) Tg it Zab I, aR Zac I, 
O = Zeala + (Zoe — Z) Ib + Zac Ie (2) 
0 =Zeala + Za In + (Zee — 2) I. 
In general this set of equations has only one solution namely 
I, =I, =I, =0. It will have other solutions, if and only if 
~ the determinant of the coefficients vanishes, that is, if 


Se ee [ae nil 
|: 20 ge Zi = 0 (3) 
| Zea Zed Bes — Z | 


This is a cubic equation for Z, and in general, has three roots 
Z:, Z2, Z3. There are then generally three normal component 
_ Waves, each with its own surge impedance, Z:, Z2, or Z3. The 
relation between the line currents or voltages in any one com- 
ponent wave is given by substituting the appropriate value of 
Z in (2) and solving for the ratios between Ja, Jp, and J;. Any 
arbitrary wave can be resolved into the sum of three normal 
eomponent waves, and in terms of these normal components the 
wave equations (1) become 
EB, =Z,1; EF, =Z,T: and Ky = Zeds (4) 

When the three lines are completely transposed, as in the case 

considered by Bekku, we have Zaa = Zep = Zee, and Zan = Za 
= Zee = Za = Zea = Zac = 0, and equation (3) reduces to 

(Zaa — Zab — Z)? (Zaa + 2 Za — Z) = 0 (5) 
This is a degenerate case in which two of the roots are equal, 
41 = Z2 = Zaa— Za, and the third root Z; = Zaa + 2 Zap- 
Two of the normal component waves become indistinguishable 
then. Applying equations (2) we find that for the first two 
normal component waves, (indistinguishable from each other) 
I, + I, + I- = 0, and for the third wave, J, = Jp = I,. Inany 
wave then in which J, + J; + J. = 0, we will have Ea = Z: Ia, 
Ey = Z: Ip, E- = Z, Ic, and in any wave in which J, = Ip = Ic, 
we will have Eo = ZsIq, Es = Zs Ib, Ep = ZsIc. Any arbi- 
trary wave can be resolved into a superposition of two waves of 
these types. 

The general case of six wires can be treated as above, leading to 
six normal component waves. Where the six wires consist of two 
sets of three, each completely transposed, the six component 

* waves will degenerate into the three of Satoh. 


F. E. Terman: I wish to begin by making some comments 
on the paper for myself. The value of Mr. Satoh’s paper is that 
it gives a method whereby we can determine the magnitudes and 
effects of waves as they actually exist on the transmission line. 
The classical ease of a wave between two conductors, given in our 
textbooks, fails in many instances to cover the practical situation. 
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By introducing slight modifications, Mr. Satoh’s method of 
attack can be applied to cases other than the thoroughly trans- 
posed double-cireuit three-phase line. For example, I think 
there would be no difficulty in solving the case of a three-phase 
line paralleled by a-two-wire telephone line, and it seems that the 
same mode of attack might be of assistance in finding out some- 
thing about the effect of a ground wire on waves. The ground 
wire is grounded at frequent intervals, which complicates the 
problem, but a solution for a simplified ideal ease looks possible. 

Sinee the author of this paper is.now in Germany, I have the 
somewhat difficult task of taking the author's place in answering 
points that have been brought up. 

In the supplementary discussion, Mr. Brinton gives a very 
good physical picture of the mathematical solution given in the 
paper. I do not agree with him on several points raised in the 
last paragraph of his discussion, however. The- paper does 
include the induced transients. The equations for determining 
the magnitude of the induced transient are given in the example, 
and the induced waves are clearly shown in the figures, such as 
Cireuit No. 2, Fig. 3. The signs of the waves as given by Mr. 
Satoh are also correct. These waves represent voltage, not 
charge, and it is even possible to raise a wire above ground 
potential without any net charge on it if the wire is in a suitable 
electrostatic field. 

[remember Mr. Wood’s article giving data on the attenuation 
of waves, and the unexpectedly high attenuation found for actual 
transmission lines undoubtedly does much to minimize the dan- 
gerous effects of lightning and other disturbances at some dis- 
tances from the trouble. Near the origin of the trouble the 
effects are still severe for at such points the waves have not 
attenuated appreciably. The effect of the high attenuation is to 
localize the region of danger, but does notin any way influence 
the severity of the disturbance near the source of trouble, by 
doubling of voltage waves, ete. 

Troubles such as described by Mr. Stauffacher might certainly 
be caused by induced waves, although a study of individual cases 
would be necessary to determine whether this was the real factor 
rather than other possible causes; when considering a specific 
type of trouble. The example given in Fig. 3 of the paper shows 
how trouble on one circuit will induce voltages on a second cir- 
cuit, and if this induced wave reaches a transformer its voltage 
will double and might flash over a weak place. 

Mr. Cone’s remarks are interesting and to the point. It 
might be added that the reflection of the steady-state wave 
caused by the resistance of the transmission system is one of the 
reasons why the velocity of phase propagation in the steady state 
is not as great as the velocity of light. 

The remarks of Dr. Slepian need no comment. They are 
complete in themselves, and I greatly enjoyed reading his clear 
statement of the general principles involved. 

In conclusion I wish to state that this paper was written from 
material incorporated in a thesis Satoh wrote at Stanford, and 
the paper is very condensed compared with the thesis, which 
contains much more material than is presented here. For 
example, Satoh worked out 15 to 20 numerical examples, and the 
theory has been worked out better than space permits him to 
show in this paper. He has also worked out the solution of the 
double-circuit line under steady-state conditions, taking into 
account mutual inductive and electrostatic effects, and applied 
Fortescue’s symmetrical-coordinate system to solve cases of 
unbalance. Another section of the thesis worked out the differ- 
ential equations of the six-wire line not neglecting losses. His 
results give three waves, each attenuated by the losses indepen- 


' dently of the presence or absence of other waves. The actual 


solution of these equations including losses was not made, but 
can be found in the literature of mathematical physics. 

The thesis upon which this paper is based and which covers 
these additional parts, is in the Stanford Library, and is available 
to anyone who would find it useful. 


Transients Due to Short Circuits 


A Study of Tests Made on the Southern California Edison 
220-Kv. System | 


BY R. J. C. WOOD: 


Associate. A. I. E. E. 


Synopsis.—The paper deals with records which have been ob- 
tained during short circuits upon the Southern California Edison's 
220-kr. system. The main features of the system are outlined, and 
such operating data as are necessary to afford an understanding of 
the various condiiions which have to be met are included. The 
general scheme of relays is described, and the causes of flashovers and 
their times of occurrence are tabulated, together with the percentages 
which cause interruptions to service. Whether or not inierruption is 
caused is found to depend, among other things, upon the load being 
carried ai the time. With load below 150,000 kw., there are no 


INTRODUCTION 

HE ever increasing necessity of transmitting 

greater power over longer distances at higher 

voltages has led to considerable study during 
the last few years of the factors affecting the power 
limits of transmission systems. The ability of such a 
system to withstand short circuits without experiencing 
more than momentary disturbance is of the greatest 
importance in determining its economic capacity rating. 
The problem was first attacked by theoretical analysis, 
coneentrating upon the steady state or static limits. 
Supplementary shop tests were made, insofar asa power 
system could be duplicated in miniature, but assurance 
was still lacking that the results obtained would 
apply to actual systems. 

Subsequent analysis and observation of power 
systems indicated that their behavior during transients, 
such as those caused by short circuits and switching, 
was of the greatest importance. A very large amount 
of theoretical work was done in connection with this 
phase of the problem and an extensive series of tests 
was made upon the Pit River system of the Pacific 
Gas and Electric Co. The results of this work are 
described in two papers before the institute. The close 
agreement between the results of the test and calcula- 
tions indicated that any specific condition on a given 
system can be analyzed mathematically with a reason- 
able degree of accuracy, and the system designed 
accordingly. However, to obtain the over-all per— 
formance of a system, it is necessary to know not only 
its performance under stated conditions but also the 


Southern California Edison Company, Los Angeles, Calif. 
Westinghouse Electric & Mfg. Company, E. Pittsburgh, Pa. 
Studies of Transmission Stability, by R. D. Evans and 
C. F. Wagner. Practical Aspects of System Stability, by Roy 
Wilkins, A. I. E. E. Trans., Vol. 45, p. 41. 

Presenied at the Pacific Coast Convention of the A. I. E. E., 
Del Monte, Calij., Sept. 13-16, 1927. 


1. 
Zz. 
3- 


LLOYD F. HUNT: 


Associate, A. I. E. E. 


S. B. GRISCOM? 


Associate, A. I. E. E. 


interruptions unless relays are inoperative. A number of typical 
records of short circuits are shown and analyzed. It is shown that 
large amounts of power are consumed in short circutts, but that this ts 
dependent upon the ground resistance. Practically all short circutts 
are single-phase to ground. The advantage of low-reactance 
machines is discussed and the various factors that prevent loss of 
synchronism pointed out. The records show that there is but litile 
if any tendency for synchronous machines at either end of the line to 
fall out of step among themselves as a group, but that the sending end 
under certain conditions will get out of step with the receiving end. 


character and frequency with which such conditions will 
be met in practise. 


The Southern California Edison Company’s Big 
Creek lines have been operated at 220 ky. since May 6, 
1923. Prior to that time, no automatic relaying 
of sections of the line was in use. Since relays have 
been in operation, the larger percentage of faults have 
been cleared without interruption to service; some of 
the short circuits occurring at times of heavy load have 
caused the two ends of the system to go out of step even 
after proper elimination of a faulty section of line 
by relays. This has happened also as a result of heavy 
short circuits on 60-kv. lines out of 220-kv. substations. 


In order to obtain information as to just what hap- 
pened on this system under these abnormal conditions, 
special recording instruments were furnished by the 
Westinghouse Company and installed at a number of 
points upon the system. By their use, data as to the 
type of trouble and its effect upon the system have been 
recorded. 


The purpose of this paper is to present the results of 
this investigation, which has been going on since August, 
1925. Although the details of the disturbances en- 
countered will undoubtedly be different on other 
systems in different localities, yet there will be points in 
common, and the range of conditions to be met will 
probably be of at least the same order on all systems, 
and the analysis be of more than local application. 


DESCRIPTION OF THE SYSTEM 


The detailed description of the Big Creek System 
has been published many times and only the main 
items will be included in this paper. 

The general design of the generating plants follows 
the unit system; that is, generator and transformer 
are connected as a unit to the higher-tension bus. 


The single-line diagram of the Big Creek system, 


< 
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Fig. 1, shows the unit system (220-kv.) at each station. 
A description of each machine at the 220-kv. stations is 
given in Table I. 

The old Big Creek tower lines spaced 82 ft., center to 
center carry 605,000 cir. mil, aluminum conductors 
steel reinforced, spaced 17.25 ft., horizontally from Big 
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Creek No. 1 to Eagle Rock. The Laguna Bell tap is of 
similar construction with 666,600-cir. mil, aluminum 
conductors steel reinforced, spaced 22.25 ft. with tower 
- lines on 156-ft. centers. The new Vincent line with 
1,033,500-cir. mil, aluminum conductors steel re- 
inforced, spaced 22.25 ft. follows an entirely different 
right-of-way, averaging approximately 18 mi. east of 
the two lines. 

The Vestal substation was built primarily for the 
purpose of supplying power to the 60-cycle systems in 
the San Joaquin Valley, with an occasional interchange 
of power. It also serves as a switching and sectional- 
izing station for the 220-kv. lines. 

Magunden and Gould are switching and sectionalizing 
stations only. Eagle Rock and Laguna Bell are the 
two main terminal stations from which the greater part 
of the power is distributed to the 60-kv. network. 

At present, power from the Long Beach Steam Plant 
(total capacity of 200,000 kv-a.) is normally absorbed 
in the 60-kv. system; under certain conditions of load 
and during flashovers on the 220-kv. lines, steam power 
may be transmitted over 60-kv. lines through either or 
both Eagle Rock and Laguna Bell stations, the greater 
amount going through Laguna Bell on account of a 
more direct connection. 
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Kern River No. 3 (capacity 35,000 kv-a.) transmits 
power to Vestal over two 60-kv. lines. Other small 
plants are connected to the 60-kv. system at different 
points. 


220-Kv. RELAY SYSTEM 


Since the 220-kv. transmission system of the Southern 
California Edison Company is the backbone of the 
entire system, the importance of perfect automatic 
sectionalizing is supreme. Statistics show that approx- 
imately all failures on the 220-kv. lines are one phase to 
ground. Therefore the most important protection on 
these lines is the ground fault protection. Since faults 
must be cleared in a very short time to prevent inter- 
ruption, a scheme that is not extremely fast in operation 
should not be used. 

The study of protection against phase-to-phase 
faults is made by means of the ordinary calculating 
board; this alone is not sufficient, as protection is 
required against single-line faults to ground. The 
application of relays to satisfy this latter requirement 
requires the study of zero sequence, or residual currents. 

For instance, due to the fact that the two Big Creek 
lines are relatively close together as compared to space 
separating them from the Vincent line and the return 
ground paths, the phase-to-ground reactance of the 
two Big Creek lines in parallel is only slightly less than 
the single Vincent line. Therefore, the Vincent line 
will have more ground fault current than either the 
Big Creek lines with ground faults north of Magunden 
or south of Gould. However, with one Big Creek 
line out, the other Big Creek line will balance up with 
the Vincent line. 

Many relay schemes were devised and tried out on 
actual dummy systems. The one that proved most 
successful was the current balanced relays for phase-to- 
phase and phase-to-ground faults. All the Big Creek 
plants—Vestal, Magunden north, Eagle Rock, Gould 
south, and Laguna Bell -are equipped with two-line phase 
and ground balance current relays as shown schemati- 


220 kv. Bus 


Open when Switch 
o6 iS open 


West B.C. Line East 8. C. Line 


Fie. 2 


cally in Fig. 2. These are so connected that the tripping 
circuit is opened by auxiliary switches when either line 
oil switches are opened, thus leaving the second line in 
any one section non-automatic. Magunden, south, and 
Gould, north, are equipped with three-line phase and 
ground balanced relays. These are so connected that 
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TABLE I 
220-KV. STATION APPARATUS 


Synchronous machine 


Bize in G \eakage Size in ; 
Plant Unit kv-a, reactance kv-a. Ratio Connection 
Big Creck NO.1,..++-+00% Generator No. 1 17,600 22 17,600 8,2 6.6/150 4/Y 
# No, 2 17,600 22 17,500 8.2 6,6/150 A/Y 
a No,3 17,500 22 17,600 8,2 6,.6/150 A/Y 
i No, 4 28,000 24.5 28,000 8.5 11/150 A/Y 
52,500 9.6 150/220 1/ ey 
52,500 9.6 150/220 heh 
Big Creek No. 2,..:--+00 Generator No, 1 17,6500 8.5 6,6/150 4/Y 
& No, 2 17,500 8.5 6,6/150 A4/Y 
Gg No, 3 17,500 8.5 6.6/150 A/Y 
Md No, 4 17,500 8.5 6,.6/1560 A/Y 
52,500 9.6 150/220 eg 
52, f00 9.6 160/220 y/Y 
Big Creek No.3......-++- Generator No, 1 24,000 20,8 \ 55,500 ef 11/220 A/Y 
“ No.2 28,000 20,8 f 
“ No.3 24,000 20.8 55,500 11/220 4/Y 
Big Creek No. 8.....,.-.. Generator No, 1 25,000 12,7 60,000 11/220 4/Y 
Wieatal. Fee ee ool te Frequency f No, 1 15,000 22 13,500 160/15 A/a 
changer |No.2 15,000 23 15,000 69/12 Y/A 
52,500 220/150 Y/¥: 
52,500 220/160 sped 
34,500 160/66 A/Y 
Wagle Rock, +. so .ceraary Condenser No, 1 15,000 20.5 15,000 18/6.6 A/A 
va No. 2 15,000 17.5 15,000 18/6.6 A/S 
Ad No.3 80,000 18,2 80,000 69 ,6/6.6 Y/A 
“4 No, 4 30,000 22,6 35,000 10.8 69/6.6 Y/A 
110,000 9,3 220/150 Pies a 
110,000 9.3 220/150 aie 9 
75,000 12,7 220/66 Y/A 
34,500 8,7 150/66" A/¥ 
34,600 8,7 150/66 Aa/Y 
14,500 8,2 185/15 A/S 
13,500 Siz 185/15 A/a 
Eacuna Bell..icve. sos Condenser No. 1 20,000 13 20,000 69/6.6 Y/A 
Lf No, 2 30,000 22.5 35,000 69/6.6 Y/A 
+ No, 3 20,000 22.5 35,000 69/6.6 Y/A 
60,000 220/69 Y/A 
60,000 220/69. Y/A 


All transformers star-connectod have neutrals solidly grounded, 


if any one-line oil switches are opened the tripping 
circuits of the two sets of relays involved are opened, 
leaving balance protection between the remaining two 
lines in similar manner as above. Thus with two line 
switches opened the remaining line is non-automatic. 
Since Eagle Rock is tapped off the two Big Creek lines 
near Gould, the perfect three-line balance between 
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3 Line Relays 
1 Ground Relay 


East B.C. Line 
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Magunden and Gould is destroyed. In order to keep 
the balance relays from functioning improperly an aux- 
iliary relay is used that will open the tripping circuit of 
the two Big Creek lines from the relays that balance the 
two Big Creek lines with the Vincent line, allowing only 
the balanced relays between the two Big Creek lines for 


Contacts Normally Open 
Time Delay in Closing 


West B.C. Line Vincent Line » 


clearing trouble oneitherline. Thereisshownschemati- 
cally the three-line balance current relays in Fig. 8. 
In case one Big Creek line is tripped out, this 
auxiliary relay, after a delay of from three to five 
seconds, closes the tripping circuit to the other 
Big Creek line, through the relay that is balanced with 
the Vincent line. With a fault just out of Gould on one 
Big Creek line, the first switch to open is that line switch 
at Gould. The instant after this switch has opened, 
the current in the other Big Creek line at Gould is much 
greater than the current in the Vincent line. But since 
the tripping circuit of Big Creek line side of this relay is 
interrupted, the good Big Creek line cannot be tripped. 
However, immediately the proper switches at Eagle 
Rock and Magunden open clearing the trouble. Ina 
few seconds later the tripping circuit of the remaining 
Big Creek line is completed by the time delay auxiliary 


‘ relay. 


FLASHOVER SUPPRESSORS 


In the case of trouble on the last or single line in any 
section, ordinarily the are can be broken only by lower- 
ing the voltage of the system. This is done by ac- 
tuating a time relay by means of ground current at all 
the Big Creek generating and 220-kv. substations, 


Sept. 1927 


which, in some cases, trips the voltage regulator, and in 
others, starts a motor-driven rheostat to lower the 
exciter voltage of the generators and condensers. The 
motor-driven rheostats proved too slow and complicated 
and had a variable time of operation. This has been 
changed to a contactor which normally short-circuits 
- an adjustable resistance in the exciter field and which is 
opened in cases of continued excessive ground current. 
As soon as the ground current ceases to flow, the con- 
tactor is closed, cutting out this resistor and allowing 
the exciters to pick up. The resistance must be 
properly adjusted; if too small, sufficient voltage drop is 
not obtained, whereas, too high a resistance may permit 
the exciter polarity to reverse. 
DISTRIBUTION OF LOADS 

The division of power generated at Big Creek and 
‘Long Beach steam plants varies greatly throughout the 
year and is dependent upon the season and the load 
demand. During the spring run-off at Big Creek 
plants, these plants supply the greater part of the load, 
the steam being used for supplying peak demands only. 
During this time and early summer the main reservoir, 


12AM. 3 6 9 


12P.M. 3 6 9 12 

TIME OF DAY 

Fie. 4 
(Huntington Lake reservoir with a capacity of 88,000 
acre-ft.) is filled. 

The heaviest loads occur during the months of June, 
July, and August. Thus, after the run-off period and 
the lake has been filled, steam and stream flow plants 
run on block loads, and Big Creek plants use stored water 
for making up peak loads. The stored water has to 
supply peak power up to the time of next run-off; 
therefore, the rate at which the stored water is used is 
somewhat fixed, accounting for a definite amount of 
power; the remainder of the demand is supplied by 
steam. 

The period of spring run-off is illustrated by Fig. 4— 
the daily load chart for June 8, 1926. The maximum 
hydraulic output possible was the maximum rating of 
the machines at this time, or 345,000 kw. None of the 
stream-flow plants has storage; their output is equiva- 
lent to the actual stream flow at any time. Since the 
load exceeded the total hydro generation, it was neces- 
sary to supply the peak loads with steam as indicated. 
It will be noticed that the maximum demand at Big 
Creek was 257,000 kw. and the minimum was 132,000 
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kw., the low load being from 12:00 midnight to 
6:00 a. m. 

The period after the run-off is shown by Fig. 5, the 
daily load chart of July 27, 1926. The steam plant 
supplied a constant load of 110,000 kw., while the 
remaining portion of the load ranging from 50,000 kw. 
to 210,000 kw. was supplied by the Big Creek plants, 


THOUSANDS OF KILOWATTS 
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the low load again being between 12:00 midnight and 
6:00 a. m. 

Fig. 6 is a yearly kw-hr. output chart showing the 
distribution of energy between the Big Creek plants 
and the Long Beach Steam Plant. It can be seen 
that during the months of April, May, and June a 
very small amount of steam power is generated. The 
transformer capacity at the various substations on the 
Big Creek lines is shown by Table I. 


POWER DISPATCHING AND GOVERNING 
The production engineer, having charts and measure- 
ments of the behavior of the whole system calculates 
from this information the amount of load-to be carried 
at the various plants. Accordingly, the men in charge 
of the plants are informed as to the amount of power 
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to be generated. The general method of operation is to 
have one plant do the regulating while the others carry 
block loads. 
OPERATION OF RELAYS 

The normal operation on the 220-kv. lines is to have 
the balanced relays in service. When a fault occurs 
near one station it generally clears at that station first 
due to the greater unbalance. Since the relay trip 


Tr 


edreuits are interlocked to be automatic only when both 
lime switches are closed, the relays, after one line has 
apened, automatically become non-automatic In 
order to have protection upon the faulty line when test- 
ing, it is necessary te arrange the balanced current relay 
to trip on that ine only. Therefore, knife switches are 
property connected for the purpose. . In case the line 
trouble has been removed, the switch will remain closed, 
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and in order to re-establish load over this line, the balance 
current relays are then made non-automatic at each end 
af the section, the ail switch being closed in at theother 
end of the ime. The relays are then made automatic. 

When all the 220-ky. lines are automatic the flashover 
suppressors are left out of service. But when a section 
of one ine is out for repair, er otherwise, and the remain- 
ing hme im this section is nen-autematic, the flashover 
suppressors are placed Im service. In case a flashover 
oceurs on this one section af ine, the flashover suppres- 
sors will operate. If, however, the fault should occur 
am a section of ines where relay protection is in service 
the relays will clear the fault before the flashover sup- 
pressors are brought inte action, due to the fact that the 
suppressors have a minimum definite time of operation 
sufficient to allow clearance of line by line relays. 

The current setting of the line balance relays is suf- 
ficiently high te allow maximum lead current te flow on 
ome lime with zere current in the other without causing 
the relays to operate. This is done so that if, by acci- 
dent. one hne switeh be opened in one section, the relays 
will net open the guod line switch at the other end of the 
same section. The ground balance current relay 
setting is net affected by lead conditions. Therefore, 
im &@ straight, twe-line section, the ground balance 
relays may be set as sensitively as desired. In the 
section between Magunden and Gould, however, the 
ground relays balancing the Big Creek lines with the 
Vimeent line must be set so high that the unbalanced 
ground current due te the difference af ground im- 
pedanee of the three lines, with a through, short-circuit, 
is Insufficient to operate the relays. 

TiIME AND CAUSES OF FLASHOVERS 

The total number of fiashovers on the 220-kv. lines 
from January 1, 1924 to May 1, 1927, oceurring during 
the wartous hours of the day is shown by Curve A, 
Fig. 7. Curve Bis an average daily lead curve for one 
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year, It will be seen that most of the flashovers have 
oceurred between the hours of 3 a. m, to 7 a. m., during 
the light load period. Line C, indicating the load below 
which flashover does not cause outage shows correct 


relay operation and will be discussed later. (Refer also 
to Fig. 8.) 
TABLE Il 
CAUSES OF FLASHOVERS 
Bind: GOuDa. «Geacdank sicnanves .. 82* phase to ground 
Bushing flashover..o.cc ccc ces 3 s 
Five under line... 66s I 2 - 
Hay derrick im Tine... eee 2 be 
Wire of Ford spark coil thrown 
RR ESC. cee ey Canteen bn _ 
Wine tn Sie; « cia Us ea Sens 1 + 
Bus flasbover, ...c.cccsscacceses 1 * 
Cable splice brake... ces 1 + 
Disconnect fell open... 6... cs cane Me a 


MIRENOWOL sax sce enna snesene 

*One of these flashovers, due to strong wind, blew from phase to ground 
to phase to phase to ground, 

Table I shows the causes of flashovers, also the kind 
of flashover; phase-to-phase, or phase-to-ground. 

Table UI shows the data of flashovers on 220-kv. 
lines occurring during the period of tests. 

RESTORATION OF SERVICE 

Ordinarily when a section of line is cleared by relays, 
the service is not interrupted. Some times, with heavy 
loads, however, the shock to the system is too great 
and the Big Creek end and the receiving end fall out of 
step with each other. In this case, the steam plant 
picks up as much load as possible and the Big Creek 
plants try to hold normal speed. In the meantime, 
sufficient load is dropped, accidently or otherwise, so 
that the plants can pull up the load to normal speed. 
Nermally this may take from one minute up to several. 

When a flashover occurs on a non-automatic section 
of line, the flashover suppressors lower the voltage and 
as soon as the are breaks bring the voltage up. The 
devices are timed to make this complete operation in 
15 see. Sometimes, at heavily loaded periods, the 
driving force at Big Creek pulls out of step with the 
rest of the system by over speeding. The system is 
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brought back together in a similar way as above but 
usually takes a little longer. =. 
SYSTEM OUTAGE 
The proportion of times the system is likely to be put 
out of service due to flashovers is variable, depending 
upon the load, system connections, and the severity of 
the trouble. 


Fig. 8 is a chart showing what the percentage of 
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10-25 144,000 | 1030 ‘77 
10-26 72,000 | 1150 95 
10-30 69,000 | 1190 84 
11-4 48,000 | 1280 115 
11-6- 59,000 685 60 
11-7 71,000 | 1190 112 | 2 
11-16 206,000 | 1945 212 a 
11-23 22,000 1030 99 2 
11-27 | 46,000 | 1040. 167 | 2 
12-13 47,000 690 138 2 
12-18 100,000 | 1230 96 2 
j 
12-23 100,000 550 An '@ 
1926 
1-2 | 200,500 | 13,000 560 60 9 | 
1-15| 207,500 | 17,000 | 1050 123 2 
1-16| 237.500 | 52,000 | 1080 95 2 
1-18| 207,500 5,000 930 88 re 
1-25| 218,000 5,000 | 1050 64 Ss 
, 
2-20 | 253,000 | 80,000 500 92 2 
2-28 | 200,500 3,000 800 112 2 
3-23| 379.500 | 157,000 620 61 2 
3-25| 464,500 | 221,000 140 | Disconnect 
Eagie Rock B | 
3-27| 440,000 | 207,000 780 | Cable Break | 
18 
45 | 284,000 | 81,000 990 | 150-Kkv. bus 
Eagle Rock | Bi 
4-22| 440.000 | 194.000 462 68 2 
4-22| 440,000 | 190,000 780 68 mn 
5-1 | 366,500 | 138,000 | 2110 226 © 
5-16 | 391.000 | 88,000 650 15 a | 
5-25| 305,000 | 126,000 500 34 © 
6-29| 479,500 | 255,000 920 4 2 
6-29! 479,500 | 243,000 630 4 ° 
7-15| 440.000 | 148,000 | 1940 Vestal © 
7-30 | 263,000 850 Vestal 2 
s-12| 479,500 | 218,000 | 1870 61 2 - 
9-1 | 225.500 | 60,000 | 2370 212 ® 
/ 10r1 | 217,500 | 37,000 | 1890 210 g 
10-20| 416,500 | 150,000 | 1570 87 ° 
10-25| 416,500 | 117,000 | 2180 209 ° 
11-5 | 348500 | 47,000 | 1470 173 e 
11-11} 267.500 | 10,000 | 1020 33 2 
11-13] 252,500 | 19,000 | 1940 170 9 
11-28| 346,500 | 87.000 | 1330 91 ° 
11-30| 364,000 | 87,000 | 2780 238 ° 
12-6 | 384,000 | 90,000 | 1620 169 ° 
12-8 | 366,500 | 119,000 | 1620 140 ° 
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outages has been due to 220-kv. flashovers occurring at 


different loads. Curve A shows this relation in which 
outages from all causes are included. In Curve B, only 
those cases in which perfect relay action was secured are 
included. The difference between the two curves 
principally accounted for by imcorrect relay operation 
and operation with relays not in service. 

It will be seen that for loads bdow approximately 
150,000 kw.. the probability of outage is very small and 
has been zero when the relay operation has been perfect. 
The Line C im Fig. 7 has therefore been drawn to this 
value. By reference to the load and fiashover curves 
of Fig. 7, it will be noted that during the period in 
which loads in excess of 150,000 kw. are transmitted, 
the number of flashovers is small resulting in few actual 
outages. For this reason, the system ean economically 
be operated at a high rating without serious possibility 
of outage. 

The 220-ky. system has been caused to fall out of 
step due to troubles originating on the 60-ky. lines, 
the relation between the percentage of outage and trams- 
mitted load being similar, in a general way, to the curve 
shown by Fig. 8. It has been found that by setting 
the relays on the 60-ky. system adjacent te Eagle Rock 
and Laguna Bell for short time tripping, the communi- 
cation of these troubles to the 220-ky. system has been 
very greatly reduced. 

RpcogpInc APPARATUS 


The instruments used during these tests were not 
designed for continuous operation, but were arranged to 
be cut into service whenever a ground current flowed on 
the 220-kv. system, due to a line-to-ground fault. The 
general plan of the initiating equipment of an automatic 


An induction type relay, A, is connected i oper- 
ate whenever current flows in the neutral of the 
main transformer bank at the station. This relay 
is set so as to operate in about one-tenth second with an 
average value of ground current. Its contacts complete 
the circuits of several auxiliary relays, which connect the 
different elements of the recording apparatus into 
circuit. The contacts of one of these auxiliary relays 
parallel the initiating relay contacts, locking the circuit 
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so that the instruments continue to operate even though 
the fault current has ceased. After a period of about 
25 sec. another relay, B, short-circuits the holding 
coil of the lock-in relay, causing it to open and dis- 
connect the apparatus. Wherever possible, the re- 
quired power was taken from a source independent of 
the main system, so that the instruments would 
continue to operate even though there was a service 
interruption. 

The various quantities measured are as follows: 

1. Power into or out of station 

2. Ground current 

3. Bus voltage 

4. Hydraulic gate opening. ; 

The installations were made at a number of remotely 
separated points on the system in order to record the 
changes taking place at different parts of the system, 
and also to insure getting at least one record for each 
disturbance. This was rendered necessary because a 
short circuit at one end of the system did not always 
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give a sufficiently large current at the other end of the 
system to operate a ground current relay. 


Bic CREEK No. 3 

Two specially designed high-speed graphic watt- 
meters are installed in this station for recording the 
total station output during transients, a wattmeter 
being connected on the low-tension side of each of the 
two power transformers. As shown by Fig. 1, one 
records the variation in output of two of the generators, 
and the other measures the output of the third generator 
in this station. In order to record the hydraulic input 
to one of the generators (unit No. 3), a mechanical 
recording device was fastened so that it recorded the 
position of the turbine gates. This device was cali- 
brated in terms of the corresponding electrical output of 
the generator for steady load conditions. Each of the 
three charts was driven by means of a synchronous 
motor, operated from a house generator, so that cor- 
responding times on the three records are known. 
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VESTAL 
A Westinghouse three-element, permanent magnet 
type oscillograph is installed at the Vestal substation. 
Two standard elements are used to measure the ground 
currents flowing in the two 220—150-kv. auto-trans- 
former banks. The third element is a wattmeter and 
records the power input to the 50-cycle side of one of 
the frequency changers. This element has a natural 
period of about 1/20 sec., making it suitable for record- 

ing rapid fluctuations of power. 


EAGLE ROCK 

The quantities on which measurements were made at 
Eagle Rock were the power to and from the Big Creek 
lines, the true power variations of one of the synchro- 
nous condensers, the ground current, andthe voltageon 
the 60-kv. bus. The connections at this station were 
such that it was impossible to obtain a direct reading 
of the total incoming power, but since the transformers 
are paralleled on both the 220-kv. and 60-kv. sides, 
it was felt that sufficiently accurate power measure- 
ments would be obtained by measuring the power flow 
of one bank on the low-tension side, and multiplying 
by the ratio of the whole load to the load taken by this 
transformer. For this purpose a polyphase type of 
oscillograph wattmeter, having a natural period of 
about 1/20 sec., was employed. A similar wattmeter 
was used to record the variation in true power to one 
of the 30,000-kv-a. synchronous condensers. The total- 
ized ground current of the two banks of auto-trans- 
formers was measured by means of a standard 
permanent magnet type of oscillograph element. An 
auxiliary relay was used so that after -the ground 
current had ceased to flow, this element was transferred 
to measure the voltage on one of the low-tension buses. 
The recording apparatus at this station was arranged 
to operate upon the occurrence of either a 220-kv. or a 
60-kv. ground. A cycle counter was used to measure 
the total duration of the ground current, subject to a 
slight error due to the time required for the initiating 
relay to operate. 


LAGUNA BELL 


The output of one of the 220/60-kv. step-down 
transformers at Laguna Bell is measured by a high-speed 
graphic wattmeter of a type similar to that used at 
Big Creek No. 3. 


Bic CREEK No. 1 


An additional installation was recently made at Big 
Creek No. 1, consisting of a single wattmeter element 
oscillograph, having a natural period of about 1/3000 
sec., so that power variations within the cycle are 
recorded. This installation has been in service but a 
few months and has not operated frequently due to the 
small magnitude of the ground currents at this station. 


TYPICAL RECORDS 
During the period in which the automatic recording 
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apparatus has been installed, records have been ob- 
tained on about 65 flashovers. 
exactly alike, since they involve different system set- 
ups, different loads, and different type and location of 
fault. Consequently from the large number of records 
available, it has been necessary to select a few which 
may be taken as typical of the different conditions that 
_May occur in practise. The total synchronous kilo- 
volt-amperes listed refer to the capacity connected at 
Big Creek, Vestal, Eagle Rock, and Laguna Bell. 

At the time this flashover took place, there was no 
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Of these, no two are 
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to fluctuate slightly, the rapidity of the fluctuations 
gradually increasing. This is probably due to the 
generators at Big Creek No. 1 pulling out of step with 
the rest of the system owing to the reduction in their 
field currents by the action of the flashover suppressors. 
After having thus pulled out of step, the mean output 
of Big Creek No. 1 is very small, and the loss of this 
generating capacity allows the system as a whole to 
drop in frequency. This causes the governors at 
Big Creek No. 3 in an attempt to regain normal 
frequency, to open up as shown by the record of gate 
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Fic. 10—(Sepremper 3, 1925). 


GENERATION, 


automatic protection in case a short circuit occurred 
on the 150-kv. bus, except that provided by the opera- 
, tion of the flashover suppressors; consequently the short 
circuit continued for several minutes. The records 
were taken at Big Creek No. 3, and show the combined 
output of generators No. 1 and No. 2, the output of, 
and hydraulic input to generator No. 3. The first 


two seconds of the record is omitted since there. 


was little variation during this period. At about 
three seconds after the beginning of the short 
circuit, the power output at Big Creek No. 3 begins 


Fuasnover on 150-Kv. Bus ar Bia Creex No. 1. 
201,000 kw. Toran SyncHRoNovs KiLtovoit-AmpERE, 424,000 
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opening of the No. 3 unit. Meanwhile, the arc sup- 
pressors at Big Creek No. 3 have also functioned, 
making the generators in that plant incapable of sus- 
taining their load, and they also pull out of step, as 
evidenced by the rapid reversals of power. Each 
reversal in the direction of power flow means that the 
generators at Big Creek No. 3 have slipped a pole with 
respect to the rest of the system, and that they are 
overspeeding. The hydraulic input to the generators 
is then decreased by the action of the governor until 
normal frequency is regained. The remainder of the 
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charts (not shown in the illustration), shows the 
clearing of the short circuit and subsequent building up 
of load. During this period, there was considerable 
hunting of the governors. 

This case may be taken as illustrative of the operation 
of the system without automatic line protection and 
with a large, transmitted load. At the time the short 
circuit occurred one of the 27-mi. lines, between Eagle 
Rock and Laguna Bell, was out of service, so that the 
balanced line relay protection could not be left in 
service. Therefore, the flashover suppressors at the 
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It will be noted, however, that when they pull out from 
the system, there is a tendency also to lose synchronism 
between generators. 

Fig. 12 group of records A, B,and C, taken at Big Creek 
No. 3, is typical of 220-kv. fiashovers not resulting in loss 
of synchronism. Automatic protection was in service 
and perfect relay operation was secured. In the cases 
of the first two of these flashovers, the total transmitted 
power was about 150,000 kw. for the two circuits, which 
should cause no difficulty from the stability standpoint. 
In the third case, however, the power generated at_Big 
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220-xv. FiasHover sat Mite 212. Toran Bic Creex GENERATION, 


206,000 Kw. Toray Syncnronovs Ky-a., 439,500 


various stations operated to reduce the machine excita- 
tions until the arc broke. Before this happened, how- 
ever, the system pulled out of step owing to the reduc- 
tion in voltage, and partly because the action of the 
governors at the Big Creek Plants had increased the 
total generation to meet the demand made by the short 
circuit. An important point brought out by these 
records and those of Fig. 10 is that there is no tendency 
for the generators in a given plant to lose synchronism 
with each other so long as the generators as a group 
remain in synchronism with the rest of the system. 


Creek was 218,000 kw. and the successful clearance of a 
fault at this load is excellent performance,—particularly 
since it involves dropping a 100-mi. section of line. 
Note that the high-frequency oscillations at the begin- 
ning of two of these records are mainly due to inertia of 
the pen mechanism. 

The flashover, Fig. 13, was over a 150-kv. bushing at 
Eagle Rock; hence the greater part of the short-circuit 
current circulated through the station grounding network 
without the inclusion of any earth contact resistance. 
This low resistance type of short circuit differs from the 
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usual type experienced on the transmission line, since 


_ practically no power is consumed by the fault itself, 


while the system load is probably decreased because of 
the greatly reduced voltage in the part of the system 
near the fault. The sudden loss of load allows the sys- 
tem frequency to increase somewhat, thus causing the 
governors on the Big Creek machines to cut off water as 
shown by the record from No. 3 unit at Big Creek No. 3. 
As in the case of the bus short circuit at Big Creek No. 1, 
the flashover suppressors were relied upon to clear the 
fault, which they were able to do without causing the 
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while it was thus without automatic protection, and 
before being de-energized. It will be noted that barely 
three seconds elapsed before the generators pulled out 
of step, showing that any relay system to be adequate, 
must operate in a very short period of time. 

In this particular case, in some unknown way, one of 
the wattmeter coils was inoperative, the instrument 
giving a single-phase reading only, which accounts for 
the small amount of power indicated after the short 
circuit was cleared. The actual amount of power 'at 
that time was close to 60,000 kw. The charts, how- 
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B—(DecemBer 23, 1925). 220-Kyv. 


FuasHovER aT Mine 8. Toran Brg Cresx GENERATION, 


100,000 Kw. Toran SyncHronovs Ky-a., 351,000 


C—(Aveust 12, 1926). 220-Ky. 

218,000 Kw. 

system to pull apart, since the transmitted load was but 
81,000 kw. Total synchronous kv-a., 284,000. 

Two records, Fig. 14, from Big Creek No. 3 affordan 
excellent illustration of the necessity for prompt isola- 
tion of a faulted line. The first flashover was caused by 
a hay derrick under the line, which was readily cleared 
by the relays and the line put back in normal service. 
About two hours later, in order to move the derrick, the 
line was made non-automatic prior to being taken out of 
service. But the derrick again short circuited the line 
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ever, serve the purpose of showing the difference 
in the operation with and without automatic protection. 

This flashover, Fig. 15, occurred ata time when the 
transmitted load was fairly high, and, in addition,the fault 
resistance was of such a value as to cause a large amount 
of power to be consumed. This combination of cir- 
cumstances was such as to cause loss of synchronism 
despite the fact that the line was relayed out correctly. 
The oscillographs from both Eagle Rock and Vestal 
showed that the generators had commenced to pull out 
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of step within three-fourths second after the beginning 
of the flashover. (The first visible cycle on the oscillo- 
grams taken at Eagle Rock and Vestal are about 20 
cycles after the start of the short circuit due to the time 
lag of the relays and the oscillograph lamp.) The varia- 
tion in magnitude of the ground current is due to the 
change in voltage as the Big Creek machines shift in 
phase position{with reference to each other and to the 
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Fic. 15—(DxrcemBrer 9, 1926.) 220-Kv. FLASHOVER AT 
Mite 233. Toray Bra Creex Generation, 192,000 Kw. 
Torat SyncHronows Ky-a., 457,500 


remainder of the system. The first visible part of the 
record shows that the ground current first decreases and 
then pulsates in amplitude indicating that the phase 
position of the Big Creek machines has advanced beyond 
the point corresponding to the maximum power limit. 
The enormous amount of energy consumed by this 
flashover is shown by the records from Laguna Bell and 
Eagle Rock. While the short circuit lasted (about 1.5 
sec.), the power fed out of the Laguna Bell substation 
“was over 90,000 kw. (this is the maximum the instru- 
ment could record in this direction), while the amount 
of power originally fed into this substation was 74,000 
kw., a difference of over 164,000 kw. The original 
amount of power into the Eagle Rock substation was 
120,000 kw., dropping to 30,000 kw. when the flashover 


struck. Therefore the total Big Creek power to the 


two receiving stations changed from 194,000 kw. in, 
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to 60,000 kw. out, when the flashover occurred, a dif- 
ference of 254,000 kw. No record was obtained of the 
corresponding variation in Big Creek power, but it is 
probable that it dropped somewhat momentarily owing 
to the comparatively low resistance of the fault and the 
high reactance of the 233-mi. of line. 

It will be noted that a greater variation in power took 
place at Laguna Bell than at Eagle Rock. This is 
undoubtedly due to the fact that the Long Beach 
steam plant is more closely connected to the Laguna 
Bell substation so that most of the power fed to the 
fault from Long Beach went through Laguna Bell. 

Fig. 16 shows oscillograms typical of those obtained 
where the system does not pull out of step with a 220-kv. 
flashover. The drop in voltage is very slight even while 
the short circuit is on, and it immediately regains its 
original value after the short circuit is cleared. Except 
for this slight drop in voltage and small power surges, 
there is no system disturbance. The oscillogram taken 
at Eagle Rock furnishes a good illustration of the suc- 
cessive opening of circuit breakers as shown by the 
changes in ground current. Owing to the line con- 
nections employed, it is necessary for the breakers at 
three points to open to clear a fault in the section where 
the flashover occurred, increasing the total time re- 
quired before the fault could be entirely cleared. 

Theshort circuit, Fig. 17, occurred on one of the 60-kv. 
feeders out of the Eagle Rock substation. The last 
breaker to completely isolate the faulted line probably 
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opened at the point marked A. The Big Creek 
generators have already advanced beyond the point 
where recovery is possible, and pull-out results. In 
this case, the power surges back and forth between 
the Big Creek end of the system and the receiver end, 
with a surge of about plus or minus 100,000 kw. at the 
Eagle Rock substation. The variations at Laguna 
Bell are probably at least equal in magnitude, so that 
the total resultant power surge is probably of the order 
of 200,000 kw. in each direction. During this condition 
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of slip between the two ends of the system, the mean 
power interchange is zero except for the line losses which 
are, in the main, supplied from the end running at the 
higher frequency (in this ease the Big Creek machines). 

The amplitude of voltage at the Eagle Rock sub- 
station varies at the slip frequency,:as shown by the 
oscillogram. The fact that the fluctuations in syn- 
chronous condenser power occur at this same frequency 


shows that the condensers are maintaining synchronism 


with the bus to which they are connected, and are not, 
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themselves, out of step. No instances have been 
recorded in which synchronous condensers have gone 
out of step with the station bus voltage. 

Fig. 18 gives a record included for the purpose 
of showing the type of the disturbance caused by 
a 60-kv. short circuit near MeNeil substation, not 
resulting in loss of synchronism. The voltage on 
the 60-kv. bus dropped appreciably while the short 
circuit was on, but quickly regained its normal value 
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with very slight fluctuations accompanied by a surging 
of power from the Big Creek system. The breaker on 
the end of the line nearest to Eagle Rock probably 
opened at point A, reducing the ground current 
required below that to hold the initiating relay closed. 
The measurement of the 60-kv. bus potential starts at 
this time, the voltage being about half of normal until 
the short circuit is completely cleared at B. 


DISCUSSION OF INDIVIDUAL Factors AFFECTING 
STABILITY 


Out of a total of 65 disturbances taking place 
during the period that automatic recording apparatus 
was installed, there were practically no cases in which 
the system set-ups were identical or in which character 
of faults were the same. Consequently, it is not 
possible to make a direct comparison of some of the 
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factors without the use of a certain amount of supple- 
mentary theory to place the cases on a common basis. 
The purpose of the following section is to isolate some of 
the factors affecting stability, and to analyze them 
individually, drawing upon the test results as much as 
possible. 


TYPE OF FAULTS 


The 220-kv. disturbances occurring between August, 
1925, and May, 1927, are as follows: 


220-kv. line to ground. . .59 
Station bus to ground... .4 


Conductor-break........ 1 
Open disconnect........ Ly 
65 


These faults occurred in almost every possible com- 
bination. They included high-resistance faults at 
many points on the 220-kv. lines, low-resistance faults 
on the 150-kv. buses at the ends of the line, and occurred 
at times of widely varying loads; also, the operations 
have included those in which normal relay protection 
was in service and other cases in which the lines for 
maintenance work or otherwise were operated non- 
automatically. As shown by the tabulation, all but 
two of the faults were single-phase short circuits to 
ground, the protection for which should be made the 
basis of design. In this connection, it should be pointed 
out that although very few records were obtained from 
faults on the 60-kv. network, the number of faults on 
this network exceed those on the 220-kv. system. 
With the initiating relay scheme used, only the 60-kv. 
faults near the Eagle Rock substation were recorded. 
So far as the stability of operation of the 220-kv. system 
is concerned, only the 60-kv. faults occurring close to 
the Eagle Rock or Laguna Bell Substations are of 
importance. For these reasons, most of the subsequent 
discussion will be devoted to line-to-ground faults on 
the 220-kv. lines, and those line-to-ground faults on the 
60-kv. system, close to the receiving substations. 


LOCATION OF FAULTS 


The location of a fault affects the stability of the 
system in two ways: (1) according to the amount of 
synchronous equipment and load in proximity to the 
fault, and (2), in so far as the local conditions affect the 
resistance of the fault. In order to evaluate the effect of 
the first, a set of curves was calculated to show the the- 
orectical variation in the voltage, current, and power 
relation for faults of different resistance and locations, 
These curves were based on two-line operation with a 
single-phase ground on one line. A _ representative 
system condition was approximated by taking an 
average capacity in generators at the two ends of the 
line. Certain simplifying assumptions were made to 
facilitate calculations, the resistance of the lines and 
station ground being neglected and the generator volt- 
ages being assumed equal and in phase. The curves 
of Fig. 19 show the variation in total fault current 
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against location of fault for different fault resistances. 
With zero fault resistance, the current varies from about 
2000 amperes in the middle of a section, to about 3000 
amperes at either end. As the assumed resistance of 
the fault is increased, the variation due to location 
becomes less marked until, with 100 ohms resistance, 
the magnitude of the current is practically independent 
of the location. In order to get an approximate idea 
‘of the range of fault resistances actually encountered in 
practise, the values of total fault current obtained for 
different flashovers are plotted on this diagram. 
Graphic recording ground ammeters are used in all of 
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the 220-kv. generating and substations, and the sum of 
the readings of these ammeters was used to indicate the 
total fault current. The values thus obtained are not 
very accurate, since the ammeters were not of a type 
suitable for accurate measurement when the current 
was of short duration, and because the arithmetical 
rather than the vector sum was obtained. However, 
for purposes of comparison, it is believed that the figures 
are sufficiently reliable, particularly since, with so 
many readings to be added, the individual errors would 
tend to cancel out. By comparing the observed and 
calculated values, it will be noted that the actual fault 
resistance varies from about 25 to 250 ohms. The 
lower values of fault resistance are found near the 
region of the receiving end of the system, and the higher 
values toward the sending end. This difference can be 
explained by the character of the country through 
which the transmission lines pass. The generating 
stations are located in a region of rocky formation where 
the water is very pure and the ground resistance is 
high the year around. The upper part of the transmis- 
sion lines also passes through this region. The middle 
and part of the lower section of the transmission lines 
passes across the San. Joaquin Valley, the surface soil 
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of which, for a large part of the year, is dry. For this 
reason the resistance at the point of accidental ground, 
such as at a transmission line tower, is quite high, even 
though the towers are connected by means of an over- 
head ground wire. The lower portion of the transmis- 
sion lines is located nearer the Coast, where the soil 
does not become thoroughly dried out, giving a lower 
contact resistance. As mentioned above, the cal- 
culated curves were based on the assumption of zero 
ground resistance at all stations. Owing to the char- 
acter of the soil at Big Creek and Vestal, the resistances 
at these stations are probably too high to be neglected, 
and there is probably a certain amount of error due to 
this assumption for these stations. 

The flow of current through the fault resistance causes 
a very considerable power demand upon the system, 
which must be supplied by the generators at the two 
ends. Fig. 20 shows the calculated variation in the 
power consumed by a fault of 100 ohms resistance, 
according to its location on the system. Curve A 
shows the total power, Curve B, the portion supplied by 
the Big Creek generators, and Curve C that portion 
supplied by the generators at the receiving end of the 
system. From these curves, it will be noted-that, with 
a fault close to the sending end, most of the power loss 
will be taken by those generators, while if the fault is 
located near the receiving end, the greater proportion of 
it is taken by the receiver generators. This division 
of the power increment due to the short circuit may be 
quite important. With a given relation between the 
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total stored energy of rotation for the machines at the 
two ends of the system, the division of the power incre- 
ment will determine the initial tendency toward 
shifting in phase position. For instance, suppose that 
the kinetic energy of the receiving end machinery is 
twice that at the sending end. For the condition for 
which the curves of Fig. 20 are drawn, and with the 
short circuit at the receiver end, 100,000 kw. of the in- 
crement of load due to the short circuit is taken by 
the receiver generators, and about 50,000 kw. is taken 
by the sending generators. Both ends of the system 
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will therefore slow down at the same rate, and there will 
be very little, if any, change in their relative phase 
positions; consequently, when the fault is eventually 
isolated, the disturbance will be slight. As the other 
extreme—if the short circuit occurred near the sending 
end, the sending generators would slow down about 
four times as rapidly as the receiving generators, and a 
considerable oscillation would result, depending upon 
the time in the period of oscillation at which the circuit 
breakers opened. No direct evidence bearing upon 
this point was obtained from the records, but it should 
be pointed out that when the Big Creek system is 
heavily loaded, the generating capacity at the receiver 
end is relatively low, making the kinetic energy of the 
machines at the two ends of the line of about the same 
order, a condition favorable to preventing large 
oscillations. 


FAULT RESISTANCE 


As indicated by the Curves of Fig. 19, thefault current 
is determined very largely by the fault resistance 
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when it is above approximately 25 ohms. The relation 
between the curves and the points obtained from 
ground current ammeter readings indicate that the fault 
resistances vary considerably, ranging from about 25 
to 250 ohms. This value of ground resistance is very 
important in its effect on the system as is shown by 
Fig. 21 which gives the different fault resistances for 
phase-to-ground fault at Magunden substation. The 
two most important quantities from the standpoint 
of stability are the reduction in voltage and the 
increase in power demand caused by the short 
circuits. Between 0 and 50 ohms, the positive sequence 
voltage varies from 64 per cent to 80 per cent, while 
the power demand varies from 0 to 150,000 kw. These 
curves were calculated for a short circuit at Magunden, 
and this range of resistance is the most critical for this 
point. Between 50 and 100 ohms, ground resistance, 
the power demand due to the short circuit is practically 
unchanged, while the positive sequence voltage rises 
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from 80 to 92 per cent. Although the results to the 
system are not so severe within this range as at 
the lower resistances, it is also rather a critical one, 
owing to the high power demand. Beyond 100 ohms, 
the power demand falls off rapidly, while the positive 
sequence voltage remains at a high value, resulting in 
the least shock to the system. For short circuits at 
other locations, the maximum power demand would be 
considerably increased. The commercial load on the 
system is also changed by the short circuits, depending 
upon the drop in voltage and its duration. 

The enormous amount of power consumed by a single 
phase ground is well brought out by the record from 
Laguna Bell shown by Fig. 15. In this case the power 
taken by the fault was sufficiently great to change the 
power flow at the receiving substations from 194,000 kw. 
flowing in, to over 60,000 kw. flowing out. Assuming 
that the Big Creek power momentarily dropped by 
about 50,000 kw., due to the lower voltage at the 
receiver end, the indications are that about 200,000 kw. 
was consumed in the fault. When it is recalled that the 
total ground current during this flashover was over 
2000 amperes, it will be seen that a fault resistance of 
only 50. ohms is necessary to account for the power in 
question. The effect of this load, suddenly thrown on 
and then suddenly released, was sufficient to cause the 
system to lose synchronism. 

It should be noted that the conditions on the 220-kv. 
lines of the Southern California Edison Company are 
very favorable from the standpoint of fault resistance, 
since the very great majority are over 100 ohms in 
resistance, while the resistances which would cause the 
most disturbance are considerably lower in value. 
This fact should be borne in mind when estimating the 
probable performance of other systems by comparison, 
because if the fault resistances are low, poor operation 
may result even though the system is otherwise well 
laid out. ; 


Owing to the great importance of ground resistance in 
determining the action of the system, it may in some 
cases be desirable to take special precautions to keep 
the resistance above the critical value by using high 
resistance overhead ground wires, resistance grounding 
of transformer neutrals with full, 220-kv. class insulation 
or some other method; whichever may be found to be 
most practical in any particular case. 


RELAY OPERATION 


The importance of quickly isolating a fault was dis- 
cussed to some extent in connection with the flashover 
of April 22, and December 9, 1926. In the case of the 
first two flashovers, a direct comparison between a 
rapid relay operation and no relay operation was ob- 
tained under practically identical circumstances. With 
the rapid relay and switch operation (about 1.2 sec.), 
it was possible to cut out a 100-mi. section of line while 
carrying 190,000 kw., and not drop out of step. A 
little later when the line was made non-automatic, the 


Sept. 1927 


system pulled out of step within three seconds after the 
short circuit occurred, showing that relay operation 
taking this length of time would not be effective for 
this particular set-up. In the case of the last flashover, 
the particular combination of high transmitted load and 
critical fault resistance was such that in order to have it 
effective, the total time for the relays and circuit 
breakers would have to be less than one-half second. 
When a flashover occurs, the machines at the two 
ends of the system shift in phase position so as to con- 
form to the new conditions. Due to their inertias, 
however, there is always a certain amount of oscillation. 
A similar tendency to shift in phase position exists 
when a circuit breaker opens to clear the fault, and the 
oscillation which this would tend to create may either 
add to or subtract from that already existing, with a 
corresponding influence on the system. There is thus 
‘an optimum time for the clearance of a given fault 
which is not necessarily the minimum time. Since no 
definite time of circuit breaker opening will be satis- 
_factory for all cases, the best procedure is to obtain as 
quickly as possible an isolation of the fault. With the 
balance current type of relay used, it is possible to secure 
very rapid relay action, the minimum time being 
principally determined by the time required for the 
circuit breaker to open after being tripped. 
_ Oscillographic measurements during a large number 
of flashovers give the following average times from the 
beginning of the short circuit for operation of circuit 
breakers. Straight line sections, (two breakers to 
completely isolate line), 0.75 sec. for first breaker to 
open; 1.2 sec. for last breaker. Tapped line, (three 
breakers to. completely isolate line), 0.75 sec. for first 
breaker, 1.3 sec. for second breaker, and 1.7 sec. for 
last breaker. 


SEQUENCE OF CIRCUIT BREAKER OPERATION 

In practically every relay scheme now in use, it is 
necessary, under some conditions, for the circuit breaker 
at one end of the line to open before some other relay 
can operate. This means that the faulty line is not 
opened at both ends at the same instant, but that there 
is a time interval between the operation of the breakers 
at the two ends. Due to the setting of the relays, and 
the adjustment of the different breakers, this effect has 
been observed in every case. This effect is probably 
_ advantageous from the standpoint of stability, since it 
reduces the size of the changes necessary to drop the 
heavy load due to the fault, and resume the normal 
load. This point is illustrated by Fig. 16; the oscillo- 
gram taken at Eagle Rock during the flashover of 
November 30, 1926, where three circuit breakers opened 
one after another to finally isolate the faulty section of 
line. This oscillogram shows the abrupt change at the 
instant the breakers opened, and the gradual readjust- 
ment ‘between this time and the time that the next 
breaker opened, so that when the last breaker opened, 
clearing the fault, there was comparatively little change 
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required to resume the original load, and the power 
oscillations are small. An interval of time between 
breaker operation appears desirable, but the advantage 
of a gradual change would probably be overbalanced 
if the short circuit were permitted to hang on too long. 
For this reason, set-ups are avoided so far as possible 
which would too greatly prolong the time required to 
isolate the faulted section of line. 


LENGTH OF LINE SECTIONS 


Owing to the fact that other conditions had a greater 
effect, it is not possible to show from the records the 
influence of the length of line section on stability of 
operation. Other things being equal, however, it is 
probably safe to assume that the length of the section 
affects the working power limit of the line about in- 
versely as the percentage increase in the total system 
impedance, (including generator and transformer re- 
actance), caused by switching out the section. 

SysTEM LAYOUT 


The primary factors governing the location and 
general arrangement of generating and substations are, 
of course, the location of the available power and the 
load. However, a certain amount of freedom is per- 
mitted in the case of the larger distributing substations, 
and these are, in general, located so as to avoid, as 
much as possible, too large a concentration of power. 
Complicated ties between stations are also avoided, 
so that in case of emergency, it will be possible to 
separate some of the sections from the main system with 
a minimum of switching. The synchronous condenser 
capacity required for line regulation and for power 
factor correction is divided between the various receiv- 
ing substations, and the small substations near the load. 
One of the advantages of this arrangement lies in 
reducing the number of synchronous machines which 
may be affected by a given short circuit, thus reducing 
the area affected. 

SIMULTANEITY OF BREAKER CONTACT OPENING 

In some previous‘ tests reported on the action of 
220-kv. breakers, it was found that in some cases, the 
difference in the opening of the three poles of the 
breaker was sometimes as much as 20 cycles, due to 
poor mechanical adjustment. During this interval, a 
ground current flowed. So far, there have been no 
instances shown by the oscillograms in the tests on the 
Edison system where there was any appreciable differ- 
ence between the time of opening of the various poles 
of the breakers. When a 220-kv. line is opened, there 
is a voltage of appreciable magnitude induced in the 
communication circuits, but this is always of short 
duration, and has been satisfactorily cared for by means 
of saturating vacuum tubes in the telephone apparatus. 
The relay scheme, however, since it is of the balance 
current type, is not affected by residual currents of this 
kind. 

4. Practical Aspects of System Stability, by Roy Wilkins, 
Trans. A. L. E. E., Vol. XLV, 1926, p. 41. 


REACTANCE OF TRANSFORMERS AND MACHINES 

Owing to their nature, the tests could not show the 
value of low reactance in increasing the power limit of 
the system, but this point has been very well established 
by theory, and extensions of the system are being 
equipped with generators and transformers having 
reactances lower than the usual values. 


60-Kv. SHort CIecuits 

On the Edison system, it has been the experience that 
short circuits on the 60-ky. network may be quite as 
detrimental to the operation of the 220-kv. lines as 
short circuits on the 220-kv. lines themselves if they 
occur close to the 220-kyv. terminal substations. 
Fundamentally, short circuits close to terminal sub- 
stations should differ but little in their effect upon the 
system whether they are on the 60-kyv. or 220-kv. 
networks. Such differences as may actually exist must 
be due to conditions affecting the kilowatt and kilovolt- 
ampere demand on the system, and the duration. As 
pointed out in a previous section, the resistance of the 
majority of the faults on the 220 kv. lines is above the 
eritical range owing to the character of the country 
through which these lines pass. On the 60-kv- network, 
the critical range of resistance is considerably lower, 
(approximately the ratio of the squares of the two 
voltages), but these lines pass through regions where it is 
known that the ground resistances are quite low. It 
appears probable, therefore, that the relatively greater 
severity of 60-kv. short circuits is, in part, due to the 
fault resistances being within the critical range. Con- 
sideration is now being given to the possibility of re- 
ducing the fault currents under phase-to-ground fault 
conditions by using transformers with delta connections 
on the 60-kv. side and possibly by removing the grounds 
from some of the transformer neutrals where more than 
one bank is located in a given station. 

It was found by experience that very greatly im- 
proved operation of the 220-kyv. system was obtained 
by reducing the time settings on the relays for the 60 
ky. lines out of the Eagle Rock and Laguna Bell sub- 

GOVEENOE OPERATION 

In practically every case of a flashover to ground on 
the 220-kv. lines, the records obtained have shown that 
the governors on the Big Creek generators operate to 
increase the input to the machines. This effect, as 
shown by Figs. 10 and 11, is likely to produce instability. 
When a flashover occurs the capacity of the line for 
through power transmission is reduced, owing to the 
drop in voltage, and when the faulty section is finally 
eat out, the transmission capacity is reduced still 
further over that originally available. Also, the os 
cillations in phase position of the various synchronous 
machines require that a flow of power in excess of the 
average load on the machines be available to hold them 
in synchronism. Any increase in the average load will 
cause the peaks of the power oscillations to reach 
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higher values, and if they then exceed the transmitting 
capacity of the system, the generators will pull out of 
step from the rest of the system. This point is illus- 
trated by Fig. 22 showing how normal governor action 
may increase probability of pull-out, being the tran- 
sient power limit of the system being represented by 
the line A. Curve B is a hypothetical curve show- 
ing the variation in power output of the sending 
generators, and Curve C is the prime mover input 
to them. It is assumed that the added power 
taken by the fault causes the system as a whole to 
slow down, thus making the governors of the water- 
wheels admit more water. The peaks of the power 
output oscillations increase until they reach the 
maximum capacity of the system at which point the 
momentum of the generators in their oscillation cannot 
be absorbed by the system and they pull out. When 
the machines overspeed, the governors finally operate 
to reduce the input as shown by the continuation of 
Curve C. The remedy for this condition is to have a 
system of control that will partially close the waterwheel 
gates upon the occurrence of a major disturbance, and 
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later, after a proper interval of time, reopen them to 
their previous value. 

The purpose of this arrangement would be to tem- 
porarily lower the input to the machines to conform to 
the temporarily reduced capacity of the transmission 
lines, and after the trouble is cleared, to gradually 
resume the normal load. Since at light loads it is 
unnecessary to take any special precautions to obtain 
stable operation, the relay-selecting scheme would be 
arranged to prevent operation unless the transmitted 
load was in excess of a certain predetermined value. 
This scheme is now being given consideration for use 
on the Big Creek generators. Depending upon the 
rate at which the gates can be closed, the use of a device 
of this kind should materially reduce the number of 
disturbances causing interruption of service, and, in 
the case of those which do, should facilitate the restora- 
tion of service by permitting the system to pull together 
more rapidly. 


form to the additional requirements. 
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REGULATION 

‘In every case observed with the exception of that 
illustrated by Fig. 15, loss of synchronism, if it took 
place, did not occur until one second or more after the 
beginning of the disturbance. This shows that an 
appreciable time is available in which the field excitation 
of the synchronous machines may be increased to con- 
This can be 
accomplished only if the voltage regulator is capable of 


_ responding quickly and accurately and the exciters are 


able to build up in voltage rapidly. The object of a 
quick-response excitation system is to rapidly build up a 
voltage across the field winding of a synchronous 
machine, to provide sufficient additional magnetomotive 
force to neutralize the demagnetising action of the short- 
circuit current flowing in the armature windings. 


_ Owing to the fact that with a high resistance fault the 
‘voltage on one of the good phases may actually rise, 


the ordinary voltage regulator, if connected to this 
phase, would tend to reduce the excitation. This 
possibility can be overcome by the use of a regulator 
operated by means of a positive sequence network, and 
the new generators for power house No. 2-A, in addi- 
tion to having a quick response system of excitation, 
will also have this type of regulator. 


TRANSMITTED LOAD 

Whether or not a given system is able to withstand a 
disturbance is determined by the particular combination 
in which the controlling factors occur, as discussed in 
previous paragraphs. It is therefore impossible to 
place a definite numerical value on the transmission 
capacity of the system. However, data are available 
on a sufficient number of cases of flashover to permit of 
curves being drawn, showing the percentage of flash- 
overs which cause outages at different loads. The 


curves of Fig. 8 were drawn for troubles originating on 


the 220-kv. system only, for the over-all operation of 
the system and for those cases in which perfect relay 
operation was secured. These curves show that the 


‘probability of an outage increases with the load being 


carried. The permissible operating loads depend 
largely upon local factors, such as frequency and 
time of occurrence of disturbances and perhaps even 
more upon how far it is justifiable toincrease the cost of 
power in order to achieve greater reliability of service, 
ete. On the Edison system most of the flashovers occur 
in the early morning hours, when the transmitted load 
is low, (as shown in Fig. 7), thus making operation at 
high loads feasible in the daytime. In regions where 
lightning is responsible for most of the flashovers and 
the plant has storage capacity, the load may be reduced 
upon the approach of a storm to minimize possibility 
of an outage. 
CONCLUSIONS » 

1. There are various standards of service which may 
be considered. Perfect continuity is not economically 
feasible; the next best thing is to so reduce the effects of 
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short circuits as to allow only momentary disturbances 
thus causing but slight inconvenience to the consumer. 

2. It has been brought out that one of the main 
factors in reducing disturbance and preventing loss of 
synchronism between the generating and receiving ends 
of a transmission system is the rapidity with which 
relays and switches can be made to isolate any trouble. 
It appears very probable that by a material reduction in 
the time now taken, troubles could be successfully 
cleared when transmitting much greater amounts of 
power than at present, and this same high standard of 
service could be maintained. Looking at this from 
another viewpoint, systems that might be furnishing 
but mediocre service would have that service vastly 
improved in quality by such change in switch opera- 
tion, provided the transmitted load were not changed. 
On the other hand, unless it is possible to get extremely 
fast switch operation, less shock is produced when one 
end of a faulty section is cleared a short time after the 
other. 

3. Quick response of generator field excitation to 
regulation aids in maintaining synchronism by prevent- 
ing, so far as possible, a drop in generator field flux. 
The drop in generator terminal voltage will then be 
determined by the generator leakage reactance, being 
less with low values of reactance. Similarly, low 
transformer leakage reactance is beneficial. 

4. It also appears that a device to decrease the 
output from the Big Creek generators immediately 
upon the occurrence of a short circuit will decrease the 
tendency to get out of step by reducing the transmitted 
load. Such a device might take the form of a relay 
operating upon the waterwheel governors. The greater 
part of the load so dropped would be picked up by 
generators at the receiving end, so that the net effect 
upon the system frequency would be inconsiderable. 

5. One of the most important points brought out by 
the tests was the relation between the severity of the 
disturbance and the amount of ground current upon 
short circuit; this demonstrates the value of adopting 
means to limit short circuit currents. The higher the 
voltage of the system, the more pronounced is this 
effect. 

6. The amount of power that can be transmitted 
consistently over any given line depends upon several 
factors including the standard of service required, 
the exposure and susceptibility to outside disturbance, 
and the probability of these disturbances occurring at 
a time when maximum loads are being carried. This 
is well illustrated on the Southern California Edison 
Company’s system where, due to the nature of the chief 
cause of short circuits, they have occurred at off-peak 
periods resulting in a minimum of outages. 

It may be suggested that under different conditions 
where causes of short circuits, such as lightning, might 
occur at any time, it would probably be advisable to 
take further precautions against outage unless condi- 
tions permit of a slightly lower standard of service. 
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7. All the records showed that synchronous conden-. 


sers at the receiving end stayed in step with each other 
and their bus voltage; also all Big Creek generators 
would stay in step together so long as the generating 
and receiving ends of the line stayed in step. 

8. Practically all short circuits have been single 
phase to ground and calculations for relay design and 
power limit should concentrate on this condition. 

9. Short circuits on either 220-kv. or lower tension 
lines, close to terminal] substations, will cause approxi- 
mately equal disturbances to the 220-kv. system. 

10. When a single-phase flashover occurs, there is 
an increase in total system load due to the power con- 
sumed in’ the fault. This additional load causes a 
transient redistribution of power between the dif- 
ferent synchronous machines, which is largely deter- 
mined by their kinetic energy and the electrical net- 
work, causing them to shift in phase position and thus 
set up power oscillations or surges. The magnitude of 
these surges depends upon a number of factors, such as 
the location and resistance of fault, transmitted load, 
etc. The ability of the system to absorb these oscilla- 
tions without loss of synchronism depends upon the 
electrical rigidity with which the various machines are 
tied together, permitting a sufficiently high synchroniz- 
ing power to be developed. The amplitude of these 
power surges will be reduced by anything that decreases 
the power consumed by the short circuit. Synchroniz- 
ing power will be increased by decreasing the reactance 
of generators and transformers and by reducing the 
amount of Jine cut out to isolate the trouble. 


Discussion 

Svend Barfoed: The records obtained on this system show 
that disturbances originate on the transmission line, and that 
there are only two unknown causes of filashovers in the entire 
period. This is a fine performance of watchfulness. 

The design of transmission lines is still undergoing evolution, 
and better performing lines as regards fiashovers can certainly 
be expected. It would pay to give reconsideration to the 
structural design and construction of transmission lines, giving 
regard simultaneously to mechanical and electrical features. 

These latter should not be viewed separately by different 
departments of an organization. By reconsideration of the whole 
problem, the cost of construction may be greatly reduced and 
improved electrical characteristics obtained. This is mentioned, 
because it would not be justified to assume transmission line 
design and construction as standardized. It is certainly not 
possible to have perfect continuity of service, but it should be 
possible to approach that condition at no increased cost of design 
and construction. 

With regard to synchronous machines it will be advisable to 
proceed with caution to reduce the reactance to secure increased 
power transmission limit. It is suggested that the degree of 
stability of machines between themselves for use in the same 
station be investigated on the test floor without line or 
transformers. 


There also may be investigated how a machine with vanishing ; 


reactance behaves on short circuits. 

Roy Wilkins: This paper gives for the first time definite 
operating data on a specific 220-kv. line. 

The operating problems on the two 220-kv. lines in California 
are much the same. The method of attack has been somewhat 


different, however, due primarily to different initial system 
set-ups. : 

The Pacific Gas & Electrie Company lines, (202 mi. long), 
are 60-cycle, with somewhat more insulation than those dis- 
cussed in the paper for the above reasons (i. e., original set-up). 

On the Pacific Gas & Electric Company system there has been 
an average of four fiashovers per 100 mi. of circuit per year. 
Of these, the greater portion, where the trouble can be definitely 
located, are caused by lightning and birds. 


The usual flashover is relayed out and the line is put back in 


service as soon as the switching can be done. Some 30 or 40 
per cent of the troubles can never be located. 

In those comparatively rare cases of mechanical failure the 
line remains out until repaired. In all ordinary flashovers "no 
repairs are needed. During the past two years two cases have 
occurred when both lines were out at once. In one of these one 
line went out due to trouble by lightning, and while it was being 
cut in, the second relayed out from the same cause. Both were 
switched in immediately and remained. 

In the second case both relayed simultaneously and were 
switched in without further disturbance. The Pacific Gas & 
Electric Company lines are comparatively lightly loaded,—_from 
120,000 to 150,000 kw. for both lines. Their performanee lies, 
therefore, below that part of the curve marked C on Fig. 7 of the 
paper, and a minimum of trouble due to instability -is to be 
expected. We have, however, enough of operating data to give 
a very definite idea as to the relay and switching requirements: 

1. It has been demonstrated that a section of line in trouble 
should best be cleared in the shortest possible time. 

2. It is desirable to protect each line independently so that 
it has normal protection under all conditions. 

3. Protection from phase to ground is by far the most essen- 
tial, and should be set as low and as fast as possible. 

4, All 220-ky. systems now in service are grounded Y-con- 
nected on the high-voltage lines so that ground protection can 
be satisfactorily accomplished only on the high-voltage side. 

5. Low ground resistance (such as is caused by multiple 
grounds from ground wires grounded at every tower) will cause 
much greater current and therefore greater disturbance than 
relatively high ground resistance. 

6. There is room for a vast improvement in circuit-breaker 
operating time, since in those relay systems where satisfactory 
ground relaying is secured, the greater portion of the total time 
is used in the oil circuit breakers, leaving very little for any 
differential in the relays. ; 

The particular ground relay scheme used on the Pacific Gas & 
Electric Company lines has been in use on the lower voltages for 
about seven years with entire satisfaction; in fact, it is the only 
line protection which has been tried that was satisfactory. 

Most of the above points have been checked independently 
against the data given in the paper, and they are wholly in 
accord with the conclusions there given. ‘These conclusions are 
very worth while studying by any one at all interested in 220-kv. 
transmission, for on their proper use depends the success or failure 
of 220-kv. transmission. 

F. R. George: I might add our experience in connection 
with 220-ky. lines operated by the Pacific Gas & Electric Com- 
pany. Mr. Wood mentions 65 interruptions in 18 months. 
Covering that same period of time in the operation of Pacific 
Gas & Electric Company lines there was a total of 18 interrup- 
tions. Inthe entire period of time during which the 220-kyv. sys- 
tem has been operating, Mr. Wood mentions 96 interruptions 
and we found less than 40 interruptions. These figures give an 
idea of the reliability of systems operated at high voltages. 

As stated previously, it must be borne in mind that the system 
of the Pacific Gas & Electric Company is not fully loaded and 
the question of stability does not enter into the problem as 
actively as it does in the case of the Southern California Edison 
Company. 


. tion. 
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Harold Michener: The really assuring and hopeful aspect of 
the paper is that the authors seem to have discovered some of 
the reasons for the satisfactory operation of the system under 
the increasing demands that have been placed upon it and some 
of the things that can be done to make the operation still more 
successful under still heavier load conditions. Most of the 
improvements suggested can be applied either to additions to 
the system as they are made or to existing parts of the system,— 
the latter involving the greater expense. 


Probably the most important improvement, the very much 
quicker isolation of the section of line in trouble, does not seem 
to be immediately available. Concentrated effort should be 
directed toward the shortening of relay and switch operation. 


The findings and the thoughts expressed on the effect of high 
resistance in the fault-to-ground circuit are particularly interest- 
ing. It was not long ago that we were giving serious considera- 
tion to the best way to get a low-resistance ground connection 
at the foot of the towers, in order to meet the conditions of 
maximum overhead ground-wire protection, and to make the 
potential gradient from the tower members to the surrounding 
ground as low as possible. 

Now we learn that the natural high resistance from tower to 
ground has been a saving feature in our transmission-line opera- 
This is fortunate, for in general in our territory it is 
easier to get a high-resistance connection between tower and 
ground, but, of course, precautions must be taken to avoid 

unreasonably high potential gradients at these points, although 
no group of men has agreed on a definition for ‘‘reasonableness”’ 
in this connection. 

By several compromises a condition of most satisfactory 
operation may be obtained. These compromises will be between 

‘high resistance and low potential gradient at the tower footings, 

between high resistance in the ground connections at transformer 
neutrals and low voltage to ground from the transformer wind- 
ings, and between high-resistance and low-resistance overhead 
ground wires. 

We are in a fair way to get further information upon the effect 
of a low-resistance fault-to-ground circuit, although, of course, 
we hope the faults will not occur. ¥ 

The 220-kv. lines are being extended from Laguna Bell sub- 
station to Lighthipe substation, a distance of 614 mi., and from 

there to the Long Beach steam plant, a distance of 10 mi. Under 
the present plan the neutrals of all the transformer banks at 
these stations will be grounded without appreciable resistance 
and the ground connections at the tower footings will be of low 
resistance, special care having been taken to have a 4/0 copper 
cable attached the full length of one of the piles in each footing 
where piles were used and to have two standard copperweld 
ground rods driven in the bottom of the hole for each grillage 
footing. The soil conditions throughout are such that low- 
resistance ground connections should be expected. This means 
of getting low-resistance connections between tower footings and 


ground was installed because the lines are in a highly developed ' 


territory, and it was felt that the potential gradients between 
tower footings and ground, in case of an are to the tower, should 
be kept to a minimum. 

One 14-in. steel ground wire will be installed on each of the two 
single-circuit lines from Laguna Bell to Lighthipe, and one 4/0 
copper ground wire will be installed on the double-circuit line 
from Lighthipe to Long Beach. 

The work on power-system stability being done jointly by the 
manufacturers and the power companies is yielding very benefi- 
cial results and should be continued. In this way the whole 
industry learns to talk the same language. 

P. B. Garrett: When we first installed the test equipments 
we used a type “MC” quick-acting relay for initiating purposes. 
As noted in the paper, this relay was energized from a current 
transformer in the grounded neutral connection. We did not 
expect that this relay would be caused to operate on switching 
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operations. We did find, however, that our equipment was pick- 
ing up on switch operations, due to the ground current incident 
to non-simultaneous operation of the three legs of the circuit 
breakers, which results in a momentary unbalanced condition. 

To overcome these undesirable operations, we resorted to the 
type ‘‘CO” low-energy overload relay, set for a very short time 
delay, for initiation purposes. The time lag was not particularly 
harmful, because even with this time delay, the film is usually 
well under way and the record started before the important 
power swings occur. 

One point came up in connection with the installation of the 
oscillograph equipment at Vestal Substation. Due to the fact 
that the cold resistance of the lamp filament is but one-fifteenth 
its hot resistance, the lamp takes a large rush of current when 
first energized. The lamp transformer which was supplied as a 
part of the oscillograph, did not have sufficient capacity to hold 
up the potential at the start, and the drop in applied voltage 
greatly increased the comparative time taken to bring the lamp 
to full brillianey. By means of a special transformer of ample 
capacity the time lag was greatly decreased. Previously, the 
motor would move the film a considerable distance before the 
record was started. 

One point might be of interest in connection with the compila- 
tion of records pertaining to flashovers. We found it necessary or 
very desirable to make a special form for each of the stations, 
this form to be filled in by the operator at the time of the dis- 
turbance; thus we are certain of obtaining complete data relative 
to the operating conditions at that station at the time of the 
system trouble. We also made a special form for use in the 
main office for filling in general system data, such as the system 
set-up, total connected kv-a., and the like. 


KE. R. Stauffacher: I should like to call attention to Fig. 1 
showing the system connections on the 220-kv. system. Be- 
tween Big Creek No. 3 and Vestal, 45 mi. north of Vestal, there 
is a new station known as Rector which is now in operation, and 
which is tapped across the two lines. 


There will also be another line from Gould to Magunden and 
Magunden to Big Creek No. 3, known as the Vincent line and 
two lines from Laguna Bell, to a new substation known as 
Lighthipe and from Lighthipe to the Long Beach Steam-Plant 
No. 3. 

The application of relay protective devices to this changed 
220-ky. system, owing to the taps and combination of parallels 
and taps, has been quite a problem, and it is my hope some day 
it will be more of a clear-cut proposition, so there will be no need 
of as many as six or seven switches operating to clear a short 
circuit. 

In Table II, ‘‘Causes of Flashover,’”’ information is compiled 
which should be of considerable interest to anyone who is con- 
templating a 220-ky. system, if conditions are anywhere near 
comparable. With only one or two exceptions the troubles have 
resulted in line-to-ground faults. 

One thing I should like to mention particularly is the speed 
with which the troubles are located by the transmission depart- 
ment. Very rarely does it require over half a day to locate the 
trouble and diagnose the cause. This is certainly helpful when 
analyzing the operations of the protective relays and the flow 
of ground current at the time of the flashover. 

In Table III under the heading ‘‘Total Ground Amperes,”’ 
a tabulation is made, which might be interesting not only to 
other central-station engineers, but also to telephone engineers. 
I know they are quite concerned with the amount of ground 
current which occurs at the time of flashover. Probably by 
analyzing these current values, knowing what the trouble was 
and its location, the amperes in the ground may not prove to be 
as destructive as might at first be supposed. However, the con- 
ditions regarding parallels and length of exposure of course deter- 
mine how much damage might result. 

In addition to trouble on the 220-ky. line, the troubles on the 
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66-kv. line, are also of considerable concern, particularly near 
the major receiving stations. Due to the necessity of time- 
cascading with relays, the longest time on the relay settings is 
at the location where the heaviest 66-kv. short circuits will occur, 
and in the interest of system stability it is necessary to cut down 
the time as much as possible, even at the expense of selectivity 
as to relay operations in some cases. 

Regarding the stability of a system it seems to me that there 
are four outstanding requirements for maintaining stability at 
the time of asevere short circuit. 

First: High speed of relay operation. 

Second: High speed of switch operation—and by high speed, 
I am not talking in fractions of a second but mean one or two 
cycles. This is not possible now but I hope it will be a reality 
in a few years. 

Third: Design of the generators—particularly as regards its 
short-circuit-ratio characteristics. 

Fourth: The application of quick-response excitation to the 
generating equipment. 

F. M. Gillespie: (communicated after adjournment) It is 
interesting to note the high values of kilowatts (energy) consumed 
by phase-to-ground faults .on the 220-kv. system. The writer 
has been severely criticized at times for even hinting that line 
faults could be of sufficiently high power factor to consume any 
appreciable amount of energy; he has heard arguments tending to 
prove that load is always lost as soon as short circuits occur and 
has been told that operators and recording instruments must be 
in error for indication of speed drop instead of speed rise at times 
of line trouble. ; 

The particular system to which I will refer carries a hydroplant 
peak of about 160,000 kw., has in service close to 1400 kilo- 
meters of 80-ky. and 110-ky. circuit and over 2000 kilometers of 
22-ky. and 25-kv. overhead distribution circuits. In the early 
days of our operation we experienced considerable trouble with 
hunting of the generators when high-voltage trouble occurred; 
after restricting the rate of opening of turbine-gate-operating 
servomotors conditions were so stabilized that it is only on very 
rare occasions that there is any visible tendency for machines to 
pull out of step. 

In our ease the retarding of gate-opening time was accom- 
plished by insertion of suitable diaphragms in pressure-oil pipes 
supplying the opening end of the servomotors. At least one 
American turbine builder accomplishes the same result (prevents 
opening of turbine gates on momentary overloads) by means of 
an adjustable collar on the spindle of the governor head. Our 
first adjustment was to increase the gate-opening time for full 
travel to 20 sec., and after further growth of the system this was 
altered to 30 sec. It is found that normal load fluctuations do not 
cause objectionable speed variations (we carry a certain amount 
of suburban railway load), and the rise in speed accruing to loss 
of load caused by voltage dip during period of faults is consider- 
ably less than it was when the governors were adjusted to open 
the gates in 3 to 6 sec. for the full stroke of the servomotors. 

Phase-to-phase short circuits on high-voltage lines are, in 
proportion to the number of phase-to-ground faults, of very rare 
occurrence, but sufficient of these have taken place to prove that 
they can also consume sufficient energy to cause frequency drop, 
especially if some distance away from generating stations. On 
our 25-kv. network faults, irrespective of whether phase-to- 
ground or phase-to-phase, cause increase of load at generating 
stations. In fact our miniature system for calculating relay 
settings has had to be so arranged that impedances are shown 
instead of simply reactances, to allow sufficient accuracy. This 
should be sufficient to indicate that there is enough resistance in 
high-voltage networks to represent considerable energy con- 
sumption under short-circuit conditions. 

The experience with the 220-kv. system as described, and 
experience on other systems of lesser voltages leads one to ques- 
tion the desirability of graded insulation on high-voltage windings 


of transformers with the attendant solid grounding of one end 
of each leg to the tank, as this eliminates the possibility of insert- 
ing grounding resistance between transformer star points and 
earth. There seems to be no doubt that on large systems a cer- 
tain amount of neutral resistance is often desirable and_offers a 
more reliable means of controlling the dimensions of short-circuit 
current and energy consumption than variation of the number of 
transformer neutrals connected to ground. The use of a fairly 
high value of grounding resistance would seem to allow securing a 
more constant value of ground-fault current than the use of a 
high-resistance ground wire as with the latter the variation in 
value of resistance of return circuit according to the location of 
the fault may cause the fault current to vary over a very wide 
range. 

I should like to inquire if the authors of the paper can trace 
any cases of hunting or loss of synchronism to different systems 
of excitation. That is, is there any special tendency for stations 
with individual direct-connected exciters to pull apart from 
stations with central excitation such as a water-wheel driven 
exciter set or motor-generator exciters fed by a house generator, 
the exciter speed and voltage in these cases being independent 
of the main generator speed. 


R. J. C. Wood and L. F. Hunt: Mr. Barfoed mentions an 
investigation of the relative stability of machines in the same 
station. We did not find there was any trouble on that account. 
He seemed to think there might be some difficulties due to 
reducing the reactance. 


I cannot see that that would cause the machines to fall out 
of step among themselves, but would rather tend to keep them 
together. 


The showing of the Pacific Gas & Electric Company’s 220-ky. 
system is extremely encouraging to any one who contemplates 
building a 220-kyv. line. 

Mr. Michener’s remarks regarding the compromise which 
has to be made between (a), low-resistanee grounds with a view 
to decreasing the potential gradient in the ground around a 
tower footing when a flashover oceurs and (b), the apparent 
desirability of having a high resistance there for stability pur- 
poses, is just one more illustration that you cannot get everything 
out of the ‘“Standard Handbook.” 


It is not quite clear whether Mr. F. R. George in his discussion 
refers to interruptions where load is lost, or to fiashovers irre- 
spective of whether load is lost or not. 


The 65 interruptions referred to by him were 65 flashovers 
during 18 months; of these only 11 caused interruption to service. 
Of the 96 flahovers experienced during the whole time of opera- 
tion, 30 actually caused interruptions; 20 of these 30 oceurred 
when relays were out of service on account of construction and 
repair work. Judging from Fig. 8 as to what would have 
happened had the relays been in service and taking into account 
the load being transmitted at the time, proper relay operation 
would have resulted 14 times, so that the net result would have 
been 16 interruptions over a period of 40 months. 

It is entirely probable that the 40 cases of trouble occurring 
on the Pacific Gas and Electric Company’s line were flashovers 
and not all caused interruptions. It was felt only fair to em- 
phasize the distinction between fiashover and interruption as 
otherwise a wrong impression of the reliability of 220-kv. sys- 
tems might be obtained. 

We have no definite information upon the question raised 
by Mr. F. M. Gillespie and cannot state whether direct-con- 
nected exciter systems tend toward lessened synchronizing 
power to any practical extent. 

S. B. Griscom: It is very reassuring to note from the 
discussions of Messrs. Wilkins and Gillespie that their indepen- 
dent experiences on other systems have lead to conclusions sub- 
stantially in accord with those expressed in the paper. Mr. 
Gillespie’s reference to the power factor of short circuits is 
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particularly interesting in this regard. Despite visual evidence 
of frequency drop during short circuits it has apparently been 
difficult for him to establish the fact that short circuits, including 
those from phase to phase on low-tension lines may cause 
considerable momentary overloads. It is for the purpose of 
obtaining data for firmly establishing general working principles 
on a given system that the application of high-speed automatic 
recording apparatus to power systems has been advocated. 

Mr. Michener’s comments on fault-to-ground resistances 
show the number of considerations involved in determining upon 
the method of grounding to be employed at stations and towers 
for the Southern California Edison Company. The considera- 
tions are worthy of study before fixing standards of grounding 
procedure, since as he points out, different parts of the system 
may be operated under different conditions. 

Mr. Stauffacher’s point in regard to simplification of 220-kv. 
line connections is very well taken. The true measure of trans- 
mission-line cost is the cost per mile per kilowatt of permissible 


load transmitted. Arrangements which do not permit satis- 
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factory line relaying or switching must necessarily reduce the 
permissible load that can be handled by the circuits thus in- 
creasing the cost. For this reason, a connection scheme which 
involves more apparatus or lines, while costing more in actual 
dollars, may actually cost less per kilowatt of permissible load. 

Mr. Stauffacher has mentioned the application of generators 
of high short-circuit ratio. The stability characteristics of 
generators and condensers during transients is largely deter- 
mined by the leakage or transient reactance of the machine, 
provided the field flux is maintained substantially constant. 
This may be accomplished by suitable combinations of machine 
short-circuit ratio and excitation-system response. 

With reference to Mr. Gillespie’s question on different systems 
or excitation, there have been no cases within the authors’ 
knowledge where stations with direct-connected exciters have 
pulled apart from stations excited from sources independent 
of the main generators. In general this would not be expected 
since a regulator is capable of changing the exciter field flux 
at a faster rate than the speed is changing. 


Equipment for 220-Kv. Systems 


BY J. P. JOLLYMAN!: 


Member, A. I. E. E. 


Synopsis.—This paper discusses the characteristics of equipment 
which have been found most suitable for use on 220-kv. systems or 
on extensive lower voltage systems. Consideration is given to 
general system design, governors of prime movers, generators, 
excitation’ systems, transformers, high-voltage oil circuit 


XPERIENCE gained from the operation of a pioneer 
project confirms the wisdom of the original choice 
of equipment or shows where improvements can 

be made. This paper will discuss briefly the character- 
istics of equipment found most suitable for a 220-kv. 
system in the light of four years of operation. While 
the statements apply particularly to 220-kv. 60-cycle 
systems with long lines, they also apply to lower voltage 
systems if due allowance is made for the differences in 
magnitude. 

The 220-kv. transmission systems are required 
for three principal purposes: (1) for long distances 
and considerable power; (2) for short distances with 
large amounts of power; and (8) as a part of an 
ultimate network. The requirements of equipment for 
the three types of systems are essentially the same. 
The systems having long transmission lines are the 
most difficult to operate on account of the very large 
charging kv-as. that must be supplied. The system 
with large power but with short transmission is less 
difficult to operate but imposes very severe duty on the 
oil circuit breakers. 


GENERAL SYSTEM DESIGN 


When planning a transmission system for 220-kv. 
operation, the entire system with its connected equip- 
ment must be considered as a whole or as a part of the 
whole of the ultimate system. The sections of trans- 
mission circuits which must be handled as a unit have 
to be determined, since the kv-a. required to bring these 
sections of transmission to normal voltage decides 
the size of generating units and of synchronous con- 
denser units. 

Experience has very definitely established the neces- 
sity for operating 220-kv. transmissions as well as 
lower-voltage transmissions containing a considerable 
amount of transmission mileage with the transformer 
neutrals solidly grounded not only at the generating 
stations but also at all substations. All transformer 
banks should be equipped with delta-connected wind- 
ings for the purpose of stabilizing the relation between 
the separate phases as well as improving relay opera- 
tion. In the case of transformers at generating sta- 
tions, the delta winding becomes the low-voltage 
winding of the transformer bank. In the case of 
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breakers, transmission line, and the equipment of substations. 
The result of four years’ operation of a 220-kv. system have proven 
it to be as reliable as a 110-kv. system. The economies of 220-kv. 


transmission have been realized. 
* * 


transformers at substations, the delta windings can 
frequently be used to supply the necessary synchronous 
condensers. 

Due consideration must be given to the supply of 
charging current, and this supply must take into 
account the fact that the generators, when carrying load, » 
must operate at a high power factor if stability is to 
be maintained. These requirements will generally 
make it necessary to operate a high-voltage transmission 
with a drop in voltage in the direction of the flow of — 
power. The effect of this operation will be to necessi- 
tate supply of charging current from the receiving end 
of the line, leaving the generators free to operate at a 
high power factor. 

Under heavy loads, it is possible to supply sufficient 
boost at the receiving end of the transmission section 
to bring its voltage to an equality with the sending end 
of the same section without causing a leading current 
in the generators at the sending end. In very extensive 
networks where the flow of power may be reversed, 
operation at the same voltage at all points may become 
necessary. 

Should this be essential, definite provision for a supply 
of charging current at some of the generating stations 
will have to be made. 


Some flashovers of line insulators seem inevitable. 
Interference from external sources cannot always be 
avoided, nor has any insulation yet been found which 
will withstand the effects of all kinds of lightning. 
When a failure does occur, the section of line involved 
in the failure must be disconnected from the system 
with the least possible delay. While the arc resulting 
from a flashover may be extinguished by dropping the 
system voltage, this operation will nearly always result 
in the loss of synchronism between the generating 
stations and the load. It therefore seems better to 
cut out the section of line on which trouble has occurred. 


Experience shows that this can be done in the 
majority of cases without loss of load, provided the 
sections of line remaining in service have sufficient 
capacity to carry the total load. To disconnect a 
section of line on which trouble has occurred requires 
the use of automatic relays. Excellent satisfaction has 
been experienced with the use of directional overload and 
directional residual relays. It is possible to connect 
the directional residual relays to the system in such a 
manner as to secure inverse time operation. With 
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such’a system of connections, it has been found possible 
to relay out one of two parallel lines even though the 
trouble was within one per cent of the total distancefrom 
one end of the section. To attain this result from the 
balanced system of relays is extremely difficult, if not 
impossible. 

GENERATING STATIONS 


The prime movers of generators employed on high- 
voltage systems will usually be steam turbines or water- 
wheels of the reaction or impulse type. The only 
special requirement of prime movers for such systems is 
that their governors should hold the speed very close to 
normal without hunting at no-load. This requirement 

-must be met if quick operating is to be attained. 

In the case of certain types of hydroelectric plants 
where pulsations in penstock pressures tend to cause the 
waterwheels to hunt when running atno-load, this is not 
an easy requirement to meet. The use of a load limit- 
ing device on the governors which will permit a con- 
venient adjustment of the output of the prime movers 
has been found very useful. Especially in hydroelec- 
tric plants it is frequently desirable to limit the output 
of many of the units and permit only a few units to 
govern. The load limit device permits of such opera- 
tion in the most advantageous manner. 

_ The generating units may be called upon to build up 
the voltage on transmission line sections for the purpose 
of tests or for the purpose of bringing up a section to 
put it in service. In either event the generator must 
be first connected to the line with little or no field 
current. The fact that no terminal voltage, or avery 
low terminal voltage, would exist on the generator prior 
to the time the line is brought to full voltage prohibits 
the use of electric drive governors. The later types of 
mechanical drive for governors have proved so satis- 
factory that there seems little reason to desire the 
electric form of drive. 

From the standpoint of the function which they must 
serve in connection with the operation of this system, 
generating units connected to high-voltage systems fall 
into two classes: (1) Tho seunits which must be of suffi- 
cient capacity to handle designated sections of the trans- 
mission lines (such units will generally be of fairly large 
size); and (2) smaller units having insufficient capacity 
to handle any part of the high-voltage system whose 
function is merely to feed in a certain amount of power 
but which must be cleared from the system in case of 
trouble or in case of line test. 

The larger or control units should have fairly high 
short circuit ratios so that they may have good stability 
during system disturbances and be able to carry charg- 
ing kv-a. at least equal to rated capacity without 
exceeding rated terminal voltage. Such genera- 
tors should also stand occasional overvoltages of the 
order of 50 per cent since switching operations may 
occur at any time which will result in high over-voltage. 

A smaller generator should have a sufficiently high 
short-circuit ratio for stable operation and should have 
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the ability to operate with considerable overvoltage at 
least for brief periods. 


EXCITATION SYSTEMS 


Excitation systems for generators supplying high- 
voltage lines must be automatic as to their voltage 
control and must operate with the highest practicable 
speed, especially in a case where direct-connected 
exciters are used. If this is not done, the generator 
voltage. will vary far too much with the changes in 
power factor resultant from the changes that occur, 
especially in case of line trouble. The automatic 
voltage regulators should be direct-connected to the 
generators and not to the station bus. The generators 
are thus protected. from protracted overvoltage in the 
event of their being tripped off the bus. 

The use of direct-connected exciters, which is desir- 
able from nearly every standpoint, presents an additional 
problem because of their being affected by generator 
speed. Hence, on such an increase of generator speed as 
will be occasioned by sudden loss of load, the terminal volt- 
age of the generator tends to increase with the square of 
the increase of speed. To avoid this compounding effect, 
the automatic control of the excitation system must 
have a very quick response. 

Sudden loss of full load, with large hydroelectric units 
driven by reaction turbines, results in a speed increase 
of the order of 30 per cent. In the case of impulse 
wheels, this speed increase can be reduced somewhat 
provided governor action in less than two sec. is per- 
missible. With excitation systems having fairly high 
speed response, it has been found possible to hold the 
generator terminal voltage to a rise which is not greater 
than the per cent rise in speed. 

In order that each main generating unit may be as 
independent as possible, the use of direct-connected 
exciters, with a voltage regulator for each unit, has 
been found very satisfactory. 


TRANSFORMERS 


Modern high-voltage transformers have given very 
good service in high-voltage systems. The reactance 
of these transformers should be kept as low as can be 
reasonably obtained. If this is not done, the trans- 
formers will contribute to bad voltage regulation of the 
system especially when lines are being tested or sections 
of lines placed in service. 

The short-circuit current through transformers con- 
nected to long distance hydroelectric systems tends to 
be limited by the generating capacity or the line imped- 
ance rather thanbytransformerimpedance. Itdoesnot 
seem necessary to introduce any additional reactance in 
the transformers for such systems to protect them from 
damage from short circuits. 

In the case of transformers fed from large steam 
turbine generating units, great care must be exercised 
to provide for their safety under a short circuit on 
account of the higher momentary short-circuit currents 
of steam turbine units as compared with water-wheel 
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units. Like the generators, the transformers must stand 
considerable overvoltage. However, as transformers de- 
signed for an induced potential test of 2.73 times 
normal voltage have given perfect results on solidly 
grounded neutral systems, it does not appear neces- 
sary that for such systems they should be designed 
to stand a higher test voltage. 

For generating station transformers with low voltages 
of 11 kv. or 18 kv., the core-type transformer has 
much to commend it from the standpoint of the simple 
form of major insulation. For auto-transformers or for 
transformers having high low-tension voltages the shell 
type of design permits of a better control of the charac- 
teristics of the transformers. 

HIGH-VOLTAGE OIL CIRCUIT BREAKERS 

To lessen the effects of short circuit or grounds on 
high-voltage system and to reduce the amount of 
energy which must be dissipated within a high-voltage 
oil circuit breaker, such circuit breakers should operate 
with very high speed. The total time of operation for 
an opening stroke should be well under one-half second. 
Any longer time than this may result in serious effects 
in the transmission network. 

Admittedly, this requirement is a difficult one to 
meet. However, it is agreed, that the problem of 
attaining still higher operating speeds in large circuit 
breakers is one of the most important confronting the 
transmission industry. In times of peace, some of the 
mechanical skill which has been applied to the design 
of instruments of warfare could very profitably be 
devoted to the refinement of the mechanical design of 
oil circuit breakers. 

An incidental requirement for the satisfactory opera- 
tion of an oil circuit breaker is that it must be mechani- 
cally trip free. This trip-free function must be so 
arranged that a minimum time is consumed between the 
instant that a short circuit is encountered and the 
instant that the circuit breaker will be opened. 

With the establishment of 220-kv. systems with 
considerable lengths of line, leading currents of some 
magnitude are made available and it has been found 
that the rupture of such currents creates lengths of 
arcs within oil circuit breakers very much greater per 
ampere of leading current than per ampere of short- 
circuit current of a lagging power factor. In fact, the 
length of are drawn within oil circuit breakers is of the 
same order of magnitude for the charging current of 
a 200-mi. section of 220-kv. line as for a short circuit 
close to the oil circuit breaker. 


TRANSMISSION LINE 


The transmission line as a mechanical structure has 
given excellent service. Reasonable factors of safety 
were employed on the structures, the design of which is 
subjected to test to destruction. Low stringing ten- 
sions were employed for the conductors, primarily for 
economy in cost of the towers. No trouble has been 
encountered from conductor vibration. It is felt that 
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the low stringing tensions contribute to this desirable 
result. . 

No difficulty or evidence of undue depreciation has 
been encountered in the insulators used. The mechani- 
cal loads imposed on the insulators are rather moderate. 
With a material of the character of porcelain, it seems 
wise to proceed with caution in regard to the loading 
imposed. While high strengths have been developed 
for test load conditions in comparatively small porce- 
lain suspension insulators, it is felt that the best way to 
employ this strength is to increase the factor of safety 
rather than to increase the initial load on such units. 

In the case of the system with which the writer is, 
familiar, accumulated evidence appears to point very 
directly toward the benefits to be derived from the use 
of an amount of line insulation which gives high flash- 
over values. In the case of 110-kv. lines it is definitely 
known that even a comparatively small increase in the 
length of insulator strings secures a marked reduction 
in the number of the cases of flashovers experienced. 
There seems no reason to doubt that the same will be 
true in higher-voltage systems. This statement is 
made for a territory where lightning is a comparatively 
minor factor. In territory where lightning is a fre- 
quent source of trouble, caution should be used to see 
that the flashover value of the line insulation is not so 
high as to cause failures in the insulation of switches 
of transformers. However, if there is any question of 
the ability of the apparatus to stand the flashover volt- 
ages developed by the line insulation, it would be better 
to increase the breakdown values of the apparatus 
insulation rather than to decrease the flashover values ~ 
of the ‘line insulation. 

One of the most trying problems, and one concerning 
which there is no certain solution in sight, isthe question 
of maintaining sufficient insulation in sections where 
conditions permit of excessive surface leakage of line 
insulators. This problem is particularly acute in 
California in districts close to the ocean where the 
combination of the westerly trade winds and the ocean 
fogs results in a rapid accumulation of dirt on the 
insulator surfaces which are frequently wet by the 
fogs. The only method thus far discovered for securing 
high continuity of service in these sections is by artificial 
cleaning of the insulators during the months in which 
rain does not fall. 

Some device for suppressing corona discharge of the 
conductor and wire clamps at the insulators appears 
highly desirable, since such a device tends to offset the 
distortion of electrostatic field at the points of support. 
It is not so certain that devices are required to improve’ 
the grading of the voltage impressed on the several 
units of long suspension strings. Apparently, as good 
results have been obtained in operation with devices for 
suppressing corona that have little or no grading effect 
as have been obtained with devices for suppressing 
corona that are arranged for considerable grading effect. 

An insulator string is most likely to fail when wet by 


a fog. At this time the distribution of voltage is 
undoubtedly determined by leakage currents rather 
than by the condenser effect of the unit. Obviously, 
grading devices are ineffective at the very time an 
insulator string is most likely to fail. 

It is believed that the conductors of high-voltage 
_ Gireuits should be transposed so that the dlectrical 
‘ characteristics of each phase wire may be as nearly like 
the characteristics of the other phase wires as possible. 
_ Additional reasons for transposing each circuit occur 
_ where two parallel Greuits are used. In this case, 
transpositions should be so arranged that one circuit is 
_ transposed with respect to the other. In this way, 
inductive effects of trouble on one circuit upon the 
other creult are minimized. 
| The use of double-circuit towers appears to be per- 
missible where no sleet is encountered. This construc- 
tion is a very distinct economy compared with the use 
of two separate single-circuit lines. 


SUBSTATIONS 

The requirements of equipment for substations are 
similar to those of generating stations in practically all 
_fespects. The main transformers may be auto-trans- 
_ formers if the ratio of voltage transformation is not more 
than 2:1. In such transformers, delta-connected wind- 
ings should be employed and may be used for synchro- 
nous operation if desired. 

Synchronous condensers must work over the com- 
plete range from full boost to as much buck as they 
are designed to supply. Some economy of cost can be 
had if the bucking capacity of the synchronous con- 
densers is not more than 60 per cent of their boosting 
capacity. 

Where very long sections of transmission line must be 
handled, it will be found necessary to employ a syn- 
chronous condenser in addition to a large generator in 
order to supply the charging kv-a. for bringing the 
arcuit up to full voltage. For this operation, the con- 
denser may be attached to the circuit with little or no 
field excitation and the generator may be used to secure 
the desired voltage. 

In certain substations, control being a number of out- 
going circuits which it would be desirable to test by 
building up rather than by cutting into the bus, the use 
of a driving motor on a synchronous condenser, per- 
mitting the operation of the condenser as a generating 
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unit, will be found very convenient. At first thought 
it seems best to make these driving motors of the in- 
duction type. However, it is believed that a syn- 
chronous drive motor will serve the purpose equally 
well and will have the advantage of operating with a 
have the same speed as the synchronous condenser. 
The unit should be started in the usual way, using the 
main condenser. 

When the main condenser has reached synchronism, 
the driving motor can be cut in to carry the unit while 
the main condenser is being used as a generator for test 


DUrpOSsEs. 

A flexible switching scheme should be used for main 
substations so that the various operations may be con- 
ducted with the utmost dispatch. The arrangement 
should be such that access to any oil switch may be 
had without material loss of switching flexibility 
because oil switches require considerable maintenance. 

In closing, it may be said that four years of operation 
have proved that a 220-ky. system can be expected to 
give as good service as can be had from a 110-kyv. 
system. With four times the kilowatt capacity at 
approximately twice the cost per mile the 220-kv. 
system affords a very distinct economy in the cost of 
transmission where the amount of power is sufficient to 
justify the use of the higher voltage. 

The success that has attended the operation of the 
pioneer 220-kv. systems proves that the economies of 
these systems can be realized and can be applied to 
increasing the transmission radius at a given cost or for 
decreasing the cost for a shorter radius. 


Discussion 

Harold Michener: Mr. Jollyman speaks of the dirt and the 
salt accumulation on insulators. Our experiences indicate that 
the only way io maintain satisfactory service is to clean the 
insulators as frequently as necessary, that frequency being 
determined by a study of local conditions. 

R. J. C Wood: An imsulator string is most likely to fall 
when wet by afog. At this time the distribution of voltage is 
undoubtedly determined by leakage eurrents rather than by the 
eondenser effect of the unit. 

That, I believe, is entirely true where there is not much 
lightning trouble; but the effect of grading a string is to inerease 
the lightning flashover value. 

This grading should be more valuable to those building lines 
in the East and mountainous parts, where lightning is more 
frequent than it is here. 
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in the direction of delivering increased amounts 
of power per circuit over greater distances. This 
trend raises two fundamentally important questions: 

1. What constitute the output limitations of the 
alternating current system of power transmission, and 

2. How close to these limits is it feasible to operate 
transmission systems? 

During the past few years, investigations have been 
under way to find the answers to these questions. 
Stability has been recognized as the outstanding output 
limitation of power systems utilizing synchronous 
machines of the types now in use. There have been a 
number of proposals for increasing the stability limits 
of power systems. The use of lower system frequency 
and the reduction of the series impedance of the system 
are obviously of value in increasing the stability 
limits. Recently, the latter method, by decreasing the 
machine impedance, has been adopted in a number of 
transmission undertakings. Of course, raising the trans- 
mission voltage has been considered, but it is rela- 
tively expensive and does not avoid the “distance 
limitation” in lines approaching the quarter wave 
resonant length. This effect becomes important for 
distances considerably below the theoretical value 
because of the impedance of terminal equipment. 

One proposal of greater promise than any of those 
mentioned in the previous paragraph is the use of the 
intermediate synchronous condenser station. In 1921 
Mr. F. G. Baum? presented an important paper de- 
voting a considerable part of it to the use of intermediate 
condenser stations, which he advocated as a method of 
making technically feasible the transmission of 60- 
cycle power to substantially unlimited distances. 

Since the early proposals to utilize the intermediate 
condenser station to increase the stability limits of 
transmission systems, the entire subject has received a 
very great deal of attention before the Institute and in 
the technical press. During 1924, Messrs. Evans and 
Bergvalli presented the results of tests made during the 
previous year, giving experimental verification of the 
increases in stability limits possible by the inter- 
mediate condenser. The tests were made on a minia- 
ture power system and showed improvements as great 
as 42 per cent. In the bibliography is listed a number 
of technical papers published in America dealing with 
the intermediate condenser station problem. 


r \HE development in power transmission has been 
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and 


The best physical explanation of the elements enter- 
ing into the stability problem in general and the inter- 
mediate condenser station problem in particular is 
obtained from a study of the mechanical analogy 
suggested by Mr. S. B. Griscom*. The mechanical 
model was first built by Mr. C. F. Wagner and used by 
him for the demonstration of the stability phenomena 
during the year 1926. In reality, the model is a syn- 
chronous mechanical transmission system used to simu- 
late the action of a synchronous electrical transmission 
system. 

The mechanical model as applied to a simple system 


MECHANICAL 


TRANSMISSION 


Fic. 1—MecuanicaL Mopet ror Two Macuines 


involving a generator, reactance line, and synchronous 
motor is illustrated in Fig. 1. The model consists es- 
sentially of two rotatable members mounted on a com- 
mon shaft. Each member consists of a small flywheel 
to which a lever arm is attached. Each member is 
provided with cords so arranged that downward forces 
tend to rotate the members in opposite directions tend- 
ing to separate the lever arms, this action being opposed 
by a spring connecting them. The points in the 
analogy are indicated by the table accompanying 
Fig. 1. 
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Such a mechanical system represents quite faithfully 
from the standpoint of stability all the essential 
phenomena that take place on a simple electric power 
transmission system. When the load is in excess of 
that required to produce a displacement of 90 deg. 
between the two leverarmsunder steady load conditions, 
the system pulls out of step, simulating the pull-out 
of an electrical system. Incidentally, it may be 
mentioned that when the resistance in the electrical 
system is neglected the pull-out takes place at the same 
angle on the two systems. 


The power limits of the mechanical system can be 
increased by using a stronger spring, which corresponds 


Fie. 2—Mecuanicat Mopent Inctupina INTERMEDIATE 
CONDENSER 


to lower series impedance in the electrical system, and 
also by using longer lever arms which correspond to 
higher transmission voltages. However, probably the 
easiest way of increasing the power limit of this mechan- 
icalsystemistoinsert a mechanical prop at an intermedi- 
ate point. If a rigid prop is located at the mid-point, the 
mechanical system can transmit twice as much power as 
before. The electrical equivalent is a synchronous 
condenser of zero impedance. Ordinary synchronous 
condensers may be represented by the introduction of 
a spring between the extremity of a movable arm repre- 
senting the internal voltage of the condenser and the 
point on the spring corresponding to the location of 
the condenser as indicated in Fig. 2. 
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It is not feasible to go into a detailed explanation of 
the performance of the mechanical model for steady 
state or transient conditions. This description of the 
mechanical model has been given here to assist in a 
physical interpretation of the analytical methods 
presented in the paper. Further information may be 
obtained by referring to the article by Mr. Griscom. 

The present paper incorporates the results of in- 
vestigations to determine the stability characteristics 
of systems with intermediate condensers. These in- 
vestigations necessarily have included work on the 
general stability problem of systems involving three or 
more sources of synchronous e.m.f. In fact, the 
present study is concerned chiefly with an analytical 
investigation of the static limits of network power 
systems disclosing methods applicable to the inter- 
mediate condenser station problem. 

It is desirable at the outset to point out the limitations 
of the investigations. The present paper is confined 
to static limits. Static limits are important because 
they may be approached under emergency conditions 
even though the system is designed to operate well 
below these limits normally. It is recognized that 
stability limits under transient conditions occur for 
smaller values of transmitted power. The authors 
presented a step-by-step method} applicable for the 
determination of the transient limits of transmission 
systems including intermediate condensers. It may be 
pointed out that static limits are best investigated by 
the application of a criterion obtained on the basis of 
small transients. In regard to the intermediate con- 
denser station problem, specifically, the nature of the 
problem lends itself well to a general investigation from 
the standpoint of static limits, whereas it does not lend 
itself to a general investigation of transient limits. Two 
of our colleagues, Messrs. R. C. Bergvall and P. H. 
Robinson will present in the near future a paper 
describing the application of the mechanical model 
to the solution of stability problems of net-work 
power systems. The authors hold the opinion that 
this method offers real promise for the solution of 
practical problems involving the intermediate con- 
denser station as well as the problems of the closely 
connected power system. 

The general outline of the paper is as follows: 

1. General representation of systems. 

2. Discussion of the assumptions involved. 

3. Stability limit of the two-synchronous-machine 
case. 

4. Calculation of the stability limits of straight- 
away transmission systems. 

5. Static limitofthe three-synchronous-machine case 
including a study of one intermediate condenser station. 

6. Stability limits of the four-synchronous-machine 
case. 

7. Calculation of power limits with one and two 
intermediate condenser stations. 
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GENERAL REPRESENTATION OF SYSTEMS 


In general, the solution of any physical problem is 
reached by the solution of equations, the number of 
these equations being equal to the number of unknown 
quantities in the problem. This is also true for a-c. 
networks with fixed constants. Because of the linear 
nature of‘ the first and second laws of Kirchhoff, 
which alone are necessary for a solution, the simul- 
taneous equations are always linear, with constant 
coefficients. The solution for the terminal currents in 
terms of the terminal voltages of an 1 terminal network 
can always be reduced to the following form* 

FF = a Ge E.— Yar E,— Yae ae ae = sor E, 

I, — Y;,E, + Y,, E,— Y;- E, Agr, Ads 
Be Sethe Ving E;— Y,., E, — YA, vos. proms 
in which the coefficients Y,,, Yz, . . . - Ynn are termed 
self admittances, and the coefficients Y.1, Ymn, etc., are 
termed mutual admittances. It can. be shown that 
Yn is equal to Y,,. The network is then completely 
defined as far so the terminal conditions are concerned 


(1) 


l| 


n 
by n self admittances and > (nm — 1) mutual admit- 


ve 
tances, A two terminal network will reduce to a net- 
work of two self admittances and one mutual admit- 
tance, a three-terminal network will reduce toanetwork 
of three self admittances, and three mutualadmittances. 
The physical significance of these notions may he 
illustrated by considering in more detail a three terminal 
network. The equations for this case are 

NY: = Ya EX i Vas E, a Ya EZ 

Il, == Ya Ea Yon Be tae Ee 

I, = aa ee E,— Nie E, a5 Y- re 
Now, referring to Fig. 3 it'will be seen that the above 


(2) 


Fie. 3—ApMitTance Diagram REPRESENTING GENERAL CASE 
FOR A THREE-TERMINAL NETWORK 


equations represent the solution of the network indi- 
cated. The truth of this statement can be shown as 
follows: 
Since _ 
E: = E, =- Ve 


I, 


*Complex quantities will be designated in this paper by a 
bold face roman type. The conjugate will be designated by 
old English type. Italic type indicates absolute value. 
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then 


ly + Ya E.— Yas Es 
Similarly 
LS Ven Ee Yen Bs 
Equating the currents at the junction a 
I, = (You— Yor Yeu) Ea + (Yor Es — Yas Ep) 
— (Yea E.— Yeo Ea) 
= Yaa Be— You Boi %ea Ez 


This is identical to the equation defining I,. The 


Fic. 4—Disacram REPRESENTING PARTICULARLY CASE OF A 
THREE-TERMINAL NETWORK 


expressions for I, and I, can be proved in a similar 
manner. ; . 
To insure a thorough understanding of the signif- 
icance of these constants, consider the particular 
example of a three terminal network, shown in Fig. 4. 
This represents three generators feeding the load repre- 
sented by Z; through impedances. In addition, two of 
the machines have loads taken off their terminals. The 
equations for the network of Fig. 4 may be written as 
follows: 


rh 1 
= Z, E,— 7 Ea = Yi E.— Yi Ea 
‘li 2 
I, = Z, E, — 7a E, = Y.Ey— Y. Eg 
1 i 
Wh Z, E, — Z, E, = Y;E.— Y;3 Ez 
is 
I; = ze Z, Ej = Y; Ea 


Summing the currents at the junction point 
IL+i,+l-l=0 
Substituting and solving for E, 
Y,E, + Y.E, + Y;E, 
bie ee OE ah Cie th 


From which 


E, = 


Y,E, + Y.E, + Y;E, 


ey elt Bead Spas ay ee 
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Y,E, + Y.E, + Y; E, 


=(%i+YOE-Yi yyy yy, 


¥.E- + Y. E, + Y;E, 

Nie Yer ys ys 
In this particular case, equating like coefficients: 
Y? 


I, 4 (Y3 + Yo) E, — Y; 


here aery  y se Ye Yt 
Y.Y, 
fie Noes eh ae 
Vasey, OY © Y; 
é Y.Y, 
* ¥i+ Yo+ Y3+ Ys 
Y.iY rsdteee ys Sige cy 
Peewee Gly. 4 Y, 4 ¥, +; 
ot ogee rae al Seale a 
en ee hye y, + Yoh Y; 
; Y,Y 
Vie 3 4 


Yi + Yo+ Ys +-Ys 


In the above example, only ordinary impedances were 
used. The general method, however, is not limited 
by such restrictions, but can be applied to the repre- 
sentation of lines with distributed constants combined 
in the most complicated manner. Using the method of 
General Circuit Constants* developed by Messrs. 
Evans and Sels, the current at the sending and receiv- 
ing ends of every- branch in the network can always be 
expressed, respectively, as 


D 1 
I = B E, — B Be 
(3) 
I E, AL E 
eae B ie B T 


‘ 
’ 


Summing the currents at a junction point and equat- 
ing to zero, an expression for the voltage at the junction 
point can be obtained in terms of the voltage at the 
adjacent junction points. Following this procedure 
and eliminating the voltages at all the junction points, 
equations can be derived expressing the currents at 
terminals in terms of the terminal voltages. Care 
must be exercised to prevent an error in sign as the 
method of self and mutual admittances just described 
assumes the current as positive when flowing info the 
network at every terminal, whereas the method of 
General Circuit Constants assumes current as positive 
when flowing into the network at supply and owt of 
the network at the receiving end. 
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DISCUSSION OF THE ASSUMPTIONS INVOLVED 


The general method described in the previous section 
is the only one available for analytical calculation of 
stability limits of power system networks. Trans- 
formers, reactors, and lines may be represented in the 
usual manner by general networks with constant 
impedance and admittance branches. The accuracy 
of the general method depends upon the justification of 
the following approximations: 

1. Synchronous machines may be represented by a 
source of voltage and a series impedance. 

2. Loads may be represented by shunt admittances 
alone or in combination with synchronous machines. 
The above items will be considered individually. 


REPRESENTATION OF SYNCHRONOUS MACHINES 


The representation of a synchronous machine by a 
source of synchronous e. m.f. and a series impedance: 
is a commonly recognized device. The value of the: 
impedance and voltage, however, differ for various 
applications. For example, in short circuit calcula- 
tions, the initial symmetrical value of the short circuit 
current is estimated on the basis that the synchronous 
machine is represented by a voltage corresponding to 
the air-gap flux and an impedance called “transient 
impedance’”’; while the sustained value of short circuit 
current is estimated on the basis that the synchronous 
machine is represented by a voltage corresponding to 
the excitation and an impedance called the “synchro- 
nous impedance.” In stability calculations it is neces- 
sary to know not only the magnitude of machine 
voltage and machine impedance but also the angular 
relation between the terminal voltage and position of 
the rotor. 

The machine voltage to be employed in static stability 
calculations depends upon whether the excitation is 
constant or changes importantly. For the purpose of 
this paper the excitation will be assumed constant, the 
value of the excitation being so chosen as toregulate the 
terminal voltage at any desired value. Mention should 
be made of the fact that when an automatic voltage 
regulator and an exciter having an extremely quick 
response are employed, the excitation can be increased 
at a rate that is sufficiently rapid to increase the 
static limits materially. This possibility was first 
recognized by Mr. E. B. Shand* and subsequently 
proved by calculations and experiments by the authors 
in 1925}. Experimental verification has also been 
secured by Messrs. Doherty and Nicklet. Deter- 
mination of whether a given system under control of 
voltage regulators is stable can be obtained by the 
application of the step-by-step method of transient. 
analysis§. This discussion of the static limits with 
regulators has been given at some length because the 

*Bibliography, Item 5. 
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methods described in the paper for the determination 
of static limits without regulators may be employed to 
give approximate limits with regulators by the use of a 
voltage and an impedance intermediate between the 
synchronous impedance and excitation voltage on the 
one hand and the air gap voltage and leakage or tran- 
sient impedance on the other hand, the faster the re- 
sponse of the excitation system the closer it approaches 
the latter value. 

The impedance to be employed to represent a syn- 
chronous machine with a definite excitation is not a 
constant quantity and is affected by saturation. Where 
salient pole machines are employed another effect must 
be considered, namely, the saliency effect arising from 
non-uniform air-gap reluctance. As a consequence the 
machine impedance varies in magnitude and also in 
phase angle as a function of the real and reactive power 
delivered. 

The synchronous machine is best analyzed by the 
two-reaction method due to Blondel. This method as 
applied to a synchronous generator is shown graphically 
in Fig. 5. Because of the relative unimportance of 
armature resistance in stability calculations this factor 


Fic. 5—Vectror DiacraM ror SYNCHRONOUS GENERATOR 


E; = Terminal voltage 


{J = Armature current 
X, = Leakage reactance 
K, = Reactance equivalent of armature reaction along the main axis 


Ky = Reactance equivalent of armature reaction along the cross axis 
Eq = Excitation voltage 
‘9 =Angle between E, and I 

= Angle between #£g and FE; 


has been neglected. The figure is self explanatory in 
indicating the fundamental relations used by Blondel 
in his classic treatment. The effective machine 
impedance may be defined as that value which multi- 
plied by I vectorially will produce the voltage drop 


Z,1. This impedance may be obtained as follows: 
Distance 
{=3-= Kyl 
14 = Ket 
8—4 = (Ki— Ky)I 
4— EH, = (Ki— K.)Isin (6 + 6) 
H,-—6 =4-—5 


= (K,— K,) Isin (6 + 6) cos (6 + 6) 
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K,-—K 

= NAS I sin 2 (6 + 6) 
= (Xi + K.) I 
(K,— Kz) I sin? (6 + 6) 

K,—K 
Sees Sl 3 2) I[1— cos2 (6 +6)] 

The effective machine impedance* may now be 
written as: 


a 
Miah 
by ot 
a 
| 


1 
z= >[ @-6 +76-5+56-B)] » 


ope ge 
= — ~— sin 2 (6 +86) +j (Xi + K:) 


2 
Kai 
$j S52 11 cos 2 (6 +8)] 
Ki + Ket Ke Kk ; 
-j[x +S] 4+ (5) [sn 2 +0) 


—jcos2(0+ 5) | (4) 
The above relation may be expressed in different 
notation for reactances as follows:} 
Xa = X;, + Ky, synchronous reactance, direct axis 
X, = Xz + Ke, synchronous reactance, cross axis 


so that the impedance becomes: 
He$h.), (25H) 


Z; = = Jj ( o 
| sin 2 (@ +6) —jeos2 (0 +6) | (5) 
Examination of equations (4) or (5) appear to make 
it difficult to determine the proper value of machine 
impedance. However, the fictitious resistance term 


xX C1 re x q. . mais . 
tomate 2 (6+ 6) is positive in a generator and 


negative in a motor. Consequently for the case of two 
similar machines operating at equal excitation and 
neglecting armature resistance, the total effective 
impedance is: 
Z,=0 +7 4Xe+ X,)— (Xa—= X) cos 2G ay] 
In such a case the current is in phase with the terminal 
voltage so that 6 = 0. Hence 
pPxaetx X~a— xX 
045 [ See Se Fo) 0525 | (6) 
2 2 

For such a system, pull-out will occur at about 6 = 45 
deg. so that the value of synchronous reactance to 
be used is 
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fry Aa ce K,+K, 
ot ei(m+43) (7) 


The effect of line reactance may be included by 
increasing the X;, term by an amount equal to one-half 
of the line reactance. This is equivalent to considering 
the machine reactance as that defined by equation (7) 
even though that equation was derived for the assump- 
tion of zero line reactance. For the normal machine in 
which K, = 0.5 K,, this defines Z, as equal to 
Xy, + 0.75 K,. 

The general representation of systems by means of 


ce ee 
CT ae ee 


vor aoe 
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Ni 

eerie, 

[ie CHE 
Lf ere a ae 
ee 
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Fie. 6—VariaTion oF Reactive Ky-a. with VOoLTAGE 


1. Synchronous motor—75 per cent load, 85 per cent power factor. 
lead (at normal voltage) 

2. Induction motor, 75 per cent load, 79 per cent power factor lag 
(average at normal voltage) 

3. Transformer exciting ky-a. 

4. Synchronous converter (reactive kv-a.in per cent of machine rating), 


impedance networks as defined by equation (1) re- 
quire that all impedances in the system be constant and 
independent of the current, voltage, or phase relation 
between currents and voltages. The impedance of 
machines, as defined by equation (5) however, is not 
independent of the angles between current and terminal 
and excitation voltages. For this reason, while this 
impedance is accurate for most purposes, it is not theo- 
retically correct but is sufficiently accurate for substitu- 
tion in formulas for the criterion of stability to be 
discussed later. 

The acceleration of the rotor of a synchronous 
machine varies directly as the difference of the torque 
due to the prime mover and the magnetic torque 
reacting on the rotor and inversely as the mechanical 
inertia of the rotor. In stability calculation, the actual 
velocity is so nearly constant that the acceleration is 
proportional to the difference in power input and out- 
put. A convenient formula for obtaining the accelera- 
tion is derived in Appendix III which is as follows: 


180 
= a AP 
LOAD CHARACTERISTICS 


The load at the receiving end of a transmission system 
consists of induction motors, lighting, synchronous 


(8) 
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motors, and synchronous converters with the first 
named predominating. 

The various types of load have different character- 
istics. With synchronous and induction motors, the 
true power demand may be assumed to remain con- 
stant with variation in voltage, whereas lighting and 
synchronous converter load will vary as the square of 
the voltage. The reactive power demand varies greatly 
with the different types of load and the variation of 
reactive power with terminal voltage for typical loads 
are shown in the curves of Fig. 6.* 

It is impractical to consider a multitude of individual 
loads, and it therefore becomes necessary to use some 
composite load characteristics such as shown in Fig. 7. 
These load characteristics must also take into account 
the effect of local supply lines and transformers im- 
pedance and admittances. Such a characteristic load 
curve is difficult to handle analytically so it is pertinent 
to consider suitable approximations such as the shunt 
admittance of constant value indicated by the dotted 
line of Fig. 7. It should be noted that the constant 
admittance method is optimistic so far as true power is 
concerned and pessimistic in regard to reactive power 
changes. The justification for this approximation 
follows from the application of an accurate method to 
a number of special cases. The accurate solution is of 
course obtained by employing the actual data as to the 
rates of change of real and reactive power as described 


1-Reactive Kv-a — 
2- Kilowatts 
3-Shunt Impedance 


PERCENT HIGH TENSION VOLTAGE 


20 40 60 80 100 20 
PER CENT KILOWATT AND KILOVOLT-AMPERES 


Fic. 7—Typicat Loap CHARACTERISTIC CURVE 


in the Appendix II. Calculations were made on a 
simple transmission system for a variety of load con- 
ditions. The study of these results given in the 
Appendix indicates that shunt admittances represent 
not only a desirable approximation but a highly accu- 
rate one as well. Furthermore, it is possible to com- 
bine shunt admittance with the synchronous machine 
characteristics to obtain a combination still more nearly 
representative of all receiving end characteristics. 


Two MACHINE PROBLEM 


The problem involving two sources of synchronous 
a-c. voltages has been termed the “Two Machine 
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Problem.’”’ The solution given here represents the 
general case for any two synchronous machines con- 
nected to networks in which the load can be represented 
by pure admittances or shaft loads on the synchronous 
machines. These machines may be operating as two 
generators, as one generator and one motor, or as one 
generator and a condenser. The current at the termi- 
nals of the machines can always be expressed in terms of 
the internal voltages by the following equations: 


Ibs = Yer E, Sr Yas E, 
(9) 
le = Yooh ig Ge Be 


in which currents in the positive sense are taken as 
flowing owt of the machine and into the network, I. 
and I, are line currents and E, and E, are star voltages 
which are considered as being secured rigidly to the 
rotor so that their time rates of change are determined 
by the time rates of change of their rotors. 

The real and reactive components of power output 
of the two generators are: 


Pi+jQ. =3EJI. 


= 3 Yak = £E Va EG £, 
IPs +7Q = 3 E, J, 
=—3 9,£.6E4+3 Yn He 
or in terms of their line to line voltages: 
Pa sie GOs = Ee Ey? im Yap E, £p 
(10) 
Pi, +jQ. = — Da Ea Es + Yo, Ep? 
Let 
E, = By ef. 
Es — Es: e 
You-="Y a2 pas (11) 
Yas = Vee eo 
Yee= Yoo ee 
then 
Bs = 7 (Obs a So E42? en 
De ON ES Peas — $B — $1) 
P, +7Q; ae een ei(oB — $A — $1) (12) 
+ Yop Ep? 7% 
and since e” = cos 6 + j sin 0 
| 2h = Ye E42 cos di 
— Yar E's Eg cos (6, — ha — $1) (13) 


P, = — Yar Es Ep cos (ba — bp + G1) 
+ Yo» Hp? cos ds 


These equations define the electrical output at a 
and at 6. The mechanical input will be designated by 
P,, and P,, in which input as for a generator will be 
considered positive and input as for a motor having a 
shaft load as negative. The difference between the 
input and output of say a turbine-generator set is thus 
expressed by P,,— P,. This can be converted to 
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acceleration of the rotor by means of reas (8), so 


Pods . 
that a, or aes equal to 
a da 180 f 
Gm dt. = Were cause 
180 f 180 f 
— Ww. ga Ww. aa 
180 ; 
eS W. gn YE, Ez cos (o64 — ba — $1) (14) 
an) oe 
a a, ee ee 
180 180 
= “ae i= ire aes Yous Es? cos Ps 
180 f 
= aye Yq» Hy, Ex cos (pa — ds + $1) (15) 


These expressions determine the rate of change in the 
absolute position of the voltage vectors. In the final 
analysis, however, it is the variation of the difference in 
angle between the two voltages, the phase angle differ- 
ence, that is really important. So long as the phase 
difference between the two voltages does not exceed a 
certain value the actual changes in their position in 
space is unimportant, 


Let 
gra— da = (16) 
ad? b &o ad? b 
Be. de de ee 
From equations (14) and (15) 
. Pe vee Yun Ep? 
eit : Wa pie 
Yo EA? 
ae in eae es g1+ Yar Hs Ep 
it 1 
[et W — =F ) 08 1 c08 
1 1 ‘ ; 
+ (qr tar) sin dusin g | (18) 


This equation completely determines the oscillation 
between the machines resulting from a disturbance for 
the given circuit conditions, voltages, inertias, and gover- 
nor settings. Circuit conditions, inertia of machines, 
shaft loads of motors, and’ prime mover inputs of 
generators can be assumed constant, the last named 
because of the relatively sluggish action of governors. 
The voltages appearing in the equations are machine 
voltages which are assumed constant in magnitude. 
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The above equation can be solved by elliptic func- 
tions or by step-by-step methods. For small variations 
from the mean angle the following method may be used. 


da 
NL Q= ad Ad 
1 sf . 
= 180 f Yu» Be Es| — ( W — = ) cos og; sin d + 
a b 


+(q-+ 7) sin dre0s 6 Jae 


It is interesting to note that only the mutual admit- 
tance enters this equation, the two self impedances 
disappearing because they are not associated with terms 
that vary with the angle. 

In analyzing the conditions for stable operation at 
a given operating point several criteria suggest them- 
selves. One of the rotors can be displaced forcibly 
from its position of equilibrium and the relations 
analyzed to determine whether it will return to its orig- 
inal position. An increment of load could be placed 
_ on the shaft of one unit and the conditions investigated 
_for stable operation. Another disturbance suggests 

itself in decreasing the network load by changing the 
network constants. The latter two involve a change in 
frequency or governor setting to determine the final 
steady state operating conditions. For this reason the 
change in angular position constituting the disturbing 
factor will be selected. 

The criterion for stability shall be that the system 
return to its original position aftera slight displacement 
of the angle between the machines. Let ¢» be the 
steady state angle and @ the departure of ¢ from this 
angle, then 


(19) 


¢=odo+ 8 (20) 

Ad is then equal to @ for small value of @ and 
soy Me ae Si th leration i f 

a= Tp = qp- Since the acceleration is zero for 


o = do, everything being balanced for this particular 
value, then A aw = a for small values of a. 

Equation (19) may now be written 
ad? @ 1 ii : 
ap 180fY.,H.E> [- a _ sn) cos $; sin do 


1 1 ’ ] 

( W. + W, ) sin oicosdo | . 8 (21) 
This has the same form as the. simple differential 
equation 

d? 6 

Panes K,6 
which is the equation for simple harmonie:motion so 
long as K is negative. The condition then that the 
motion resulting from a disturbance be oscillatory and 
not continue with increasing angle and finally pull out 


(22) 
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is that the coefficient of @ be negative; then for any small 
displacement @ the rotors will always return to their 
original relative position. Since the quantity 180f 
Y.» E, E, is positive the condition for stable operation 
reduces to the relation that 


( 1 1 ) : 
WwW, + 7, sin $1 Cos do 
1 ‘ 
= =) cos disingds <0 (23) 


-( z W, 


The limiting condition is reached for that value of dp» 
for which 


( “a + 7) sin 6: €08 bo 
1 1 : 
= W, — a ) cos $1 sin oo =) 4) 
or for 
tan $y = oa tan dy (24) 


It can be seen from this that the limiting angle is a 
function of the inertia of the two machines and of the 
argument of the complex number representing the 
mutual admittance Y,,. This result is contrary to the 
previously accepted theory which neglected the in- 
fluence of the relative values of the inertia. 

For 

Wr= oe 
tan @» = — tan ¢; 
do =—-Gitnt 
where 7 is any integral number. 
For W, = o 
do = 
For W., = W, 
go = 77/2 (25) 
For those cases usually met in practise in which a is the 
sending end and 6b the receiving end of a transmission 
system 


dit mr 


nm = 0 and m = 1, so that 
for 

W.= 2, od) = — $i (26) 
and for 

W,=%,@=7T+h (27) 


These general considerations, perhaps, may be seen 
more clearly by analyzing the expressions for a, and 
a, in the light of the power circle diagrams. Consider 
machine a as a generator and machine 6 as a motor 
connected by a simple impedance Z. The motor shall 
be loaded by a.shaft load of essentially constant power. 
(see Fig. 8) . The coefficients for this case will then be: 


; ; ; 1 1 1 i 
Ya =YorYe=pyly = ge =~ 7 © 


so that equations (12) become 
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: 1 ; 
P+ We=— Est Ex Es dO (28) 


Z 


aL 
Px +I =- Z 


: , 1 ‘ 
Ey * etl oth) ae 7s E;? e 


(29) 
Reversing the positive reference of current flow at B 
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Fic. 8—SimpLte Power System 


to correspond to the more usual practise the power 
expression for B becomes: 


: 1 
Pe +5Qn1 =p — fi 1 BS ei(-etW ae Gy Be Phd 
(30) 

Equations (28) and (29) can be plotted in the usual 
form of power circle diagrams shown in Fig. 9. The 
point a, being the center of the sending-end circle, is 
determined by the first term in equation (28); the second 
term may be drawn with a as center and radius equal to 
the absolute value of the second term. For ¢ = 0 the 
line will lie along oa. This line constitutes the refer- 
ence line. For other values of ¢ the particular angle is 
measured from this line, positive angles rotating the 
vector counter-clockwise. The receiver circle is plotted 
in a similar manner with center at b determined by the 
last term of equation (30). Positive angles are mea- 
sured in clockwise rotation from bo. Now suppose 
the systems were operating at the point c on the send- 
ing end circle which corresponds to d on the receiving 
circle. The governor would be set for the power corre- 
sponding to c and the power, or torque since speed 
changes so slightly, on the motor would correspond to 
point d. Any slight instantaneous change in the 
operating angle would change the operating points to c’ 
and d’. Since the governor setting and motor torque 
are constant the increased power output at the genera- 
tor end tends to slow up the rotor of the generator and 
speed up the rotor of the motor and thus reestablish 
the original operating angle. This is an inherently 
stable operating position. The acceleration at either 
end varies directly as the excess of output over input 
and inversely as the inertia of the rotor. The actual 
rate of change, the resultant acceleration, of the angle 
is a resultant of the effects at the two ends. Both 
effects act in the same direction up to the angle corre- 
sponding to maximum power at the receiver (point of 
vertical tangency), 7. e., up to this point a small incre- 
ment in angle produces retardation of the rotor at the 
generator or sending end and acceleration of the rotor 
of the motor but both effects tend to decrease the angle 
and to this extent act in the same direction. Slightly 
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beyond this point an increment in angle produces 
retardation of the rotor at the receiving end. Both 
ends are now retardation. The resultant effect on the 
system depends upon which of the two retardations is 
the greater and these in turn are dependent upon the 
relative inertias of the two machines. For equal 
inertias and angles less than 2/2, the generator will 
retard faster than the motor for positive increments 
in angle. When the angle is 7/2 the retardation are 
equal but within the range of line angle, y to 7/2, 
while both ends retard the generator retards sufficiently 
rapidly tomaintainsynchronism. Thesystemasa whole 
will retard, reducing the frequency, but this will be 
taken care of by the automatic governors. 

When the inertia of the generator is infinite the 
acceleration of the generator for any finite change in 
power is zero, so that the acceleration or retardation of 
the angle is determined entirely by that of the motor 
rotor. For positive increments in angle the accelera- 
tion of the motor rotor is positive up to the point where 
the line angle reaches y, beyond which it becomes 
negative. The stability of the system for this condi- 


Lagging 


Sending End 
Circle 


Fic. 9—Powrr Circye DriaGRAM FOR THE SimpLeE PoweER 
System SHowN IN Fic. 8 


tion is coincident with the condition of maximum power 
at the receiver (d” in Fig. 9) and the line angle is y, the 
argument of the complex number representing the 
admittance Y,,. When the inertia of the motor rotor 
is infinite the limit is determined for similar reasons by 
the condition of maximum power at the generator. 
This corresponds to a line angle of 7 — y, the operating 
points of which are indicated by c’” and d’” in Fig. 9. 
It is interesting to note in this connection that it is not 
only possible theoretically to operate beyond the point 
of maximum power of the receiving circle diagram such 


7 
q 
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as discussed for conditions when the inertia of the rotor 
of generator is other than infinite, but it is possible to 
operate beyond an angle of 7/2, when the inertia at the 
receiving end is greater than that at the generator. 
While this is the condition usually met in practise it is 
not being advocated here to operate a system within 
that zone. 

It follows from the above discussion that while the 
point of maximum power might be a stable operating 
point this method might give a result which would 
indicate that for the maximum angle at which it is 
possible to operate, the stability limit is lower than the 
maximum power, (7. e., that the power at say d”’ is 
lower than at d’). But to arrive at this operating point 
it is necessary with slowly increasing load to pass 
through the point of maximum power of the circle 
diagram. In such case the system reaches a maximum 
power limit before a stability limit. These ideas are 
merely being developed here to insure a clearer con- 
ception of static stability. Some of these operating 
conditions which are here shown to be stable were 
heretofore considered inherently. unstable. 

The natural period of a system varies with the magni- 
tude of the oscillation and with the load. For small 
variations of angle the differential equation takes the 
form of equation (22). The natural period obtained 
from a solution of this equation is 


a6 
V/—K 
The constant K is the slope of the 


Pe 3 
9 


for K negative. 
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PLorreD Aas A FuNcTION oF DISPLACEMENT 


acceleration curve plotted as a function of the angle and 
Qa 
is equal to ar 
therefore 
T=27 4 ae (31) 
i a 


and is expressed in seconds when @ is expressed in elec- 
trical degrees and a in electrical degrees per second per 

Be is 
second. As can be seen from equation. (21). mou 


creases with increasing angle, so that the natural period 
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increases with angle or with load, reaching an infinitely 
large value at the static limit. Of course, all these 
considerations imply constant internal voltage. The 
increased natural period near the limit permits more 
time for the operation of automatic voltage regulators 
and exciters and indicates that the period near the limit 
is determined more by magnetic phenomena in the 
machines than by electromechanical phenomena. 

In general, increasing the amplitude of the oscillation 
increases the natural period. For small oscillations the 
curve of @ against @ can be considered linear, but for 
larger oscillations this is not justified. The correction, 
however, for amplitudes ordinarily met in practise is 
not great. For example, if the acceleration is a sinu- 
soidal function of the angle the ratio of the actual period 


A,B;C,D, 2 Si esp 


Fie. 11—Grnerat Case or Two Macuines WITH VOLTAGE 
MAINTAINED AT 6 AND c 


to that obtained by taking the slope for 0 = 0 is shown 
in Fig. 10. 


PRACTICAL ‘CALCULATION OF STATIC STABILITY 


In general, the voltage will be maintained constant 
at various points in the system and as the load varies 
the excitation must be changed either manually or by 


-means of automatic voltage regulators to maintain this 


voltage. Because of this changing excitation and in- 
ternal voltage it would be necessary by the method just 
described to calculate the angle and the internal volt- 
age for each condition and then apply the criterion for 
stability to determine whether the system is stable or 
not. The following method for the calculation of 


. maximum power does not require the knowledge of the 


internal voltage. 

The most general case in which the problem can still 
be reduced to a single synchronous machine at each end 
is that shown in Fig. 11 in which the three rectangles 
represent general networks, E, and E, the internal 
voltages (to neutral) and b and ¢ the points at which the 
voltages are maintained. The three general networks 
in series can be combined into one equivalent so that 
the following expression is obtained: 

E, = Ao Ea oh By I, (32) 
where, Ay and By are the general circuit constants for 
the three combined networks, E, and E, the star 
voltages at a and d respectively and I, the current at d. 

Transposing equation (32) 

1 Ao 


Bic ia si 


from which it is seen that 


I, = E, (33) 


; 1 
Yu = Ye?" = .? (34) 
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But 
B, = A; (B; A, + D; Bz) + B; (B; C2 + Dz; D) (35) 


so that ¢: is the negative of the argument of the complex 
number By. The limiting angle, o, is related to ¢; 
by the relation expressed by equation (24) and is 
dependent upon the relative inertias. 

Having obtained the maximum overall angle corre- 
sponding to the limit of stability, the actual value of 
power delivered can be determined by the following 
graphical means. From a knowledge of A», Bz, C2, D» 
and the voltages at b and c, the sending and receiving- 
end power circle diagrams for the middle section can 
be drawn as shown by the heavy lines in Fig. 12. For 
any angle 8 between the voltages at b and c the power 


se 

‘ 
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Fig. 12—Powerr Circuit Diagrams ror Two-MaAcHINE 
PROBLEMS 


flow at these points is indicated by the points m and n. 
Every point such as m on the supply circle must also 
represent a point on the receiving circle for the first 


section. This latter circle is represented .by the 
expression 

PRGA Ra oN ae Ai a, 

b Ly — A fp € a 3, B 


The center of this circle is located at — fhe Ex’. 
1 
It will be noted that all of these quantities are known 
and can be plotted as shown by the point p. Now 
while the value of the voltage E, is unknown (and in- 
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cidentally will not be necessary to determine) the 
reference vector from which the angle a is measured 
can be drawn making an angle with the horizontal 


1 
equal to that of =— which angle is the same as the 


Bi 


a) 
angle of Bi, 7. e., tan= re where B, = a tr jb, As 
1 


stated previously, the point m must lie on the receiving 
power circle diagram for the first section, and therefore, 
the angle a between p m and the reference line indicates 
the angle between the voltages at a and b for the power 
transmitted at ¢ corresponding to point n. 

A similar construction applies to the receiving-end 
network. The power at c into this network is expressed 


D; 1 
, ees eh pi eS ee aay 
Py +jQ- BS; Ec 5S Ec Ep € 
t ; F D; 
The center of the circle q is determined by can Be 
3 


and the reference line makes an angle with the hori- 


ie a bs 
hor te Caller aye where 


zontal equal to that of — 
‘ BD; 3 


3B; = a3 + 4) bs. 

The angle y between nq and the reference line 
indicates the angle between the voltages at c and d. 
Therefore, a + 6 + ¥ gives the total angle between the 
voltages at a and d for the power conditions at ¢ corre- 
sponding tothe point n. After a few trials the point n 
can be determined for which a +8 + y = ¢o. This 
gives the amount of power that can be transmitted at c 
for the maximum operating angle ¢». This is the 
The 
maximum power may sometimes occur for a smaller 
angle. 

The general method can best be illustrated by 
means of a solution for a particular case. The example 
chosen is the determination of the static power limit for 
a 270,000-kv-a. generator, transformers, a 250-mile line 
and a 170,000-kv-a. synchronous motor. The voltage 
at the generator and motor terminals will be maintained 
at an equivalent of 220 kv. by hand regulation. The 
constants of the line and machines are as follows: 

Line Constants: 


Length of line = 250 miles 
Frequency = 60 cycles 
Resistance per mile = 0.151 ohms 
Reactance per mile = 0.8138 ohms 


Admittance per mile = 5.22 micro-mhos 
Conductance per mile = 0 

Step-up Transformers: 
270,000 kv-a. total. 12% Reactance 
13,200—220,000 volts. 
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Step-down Transformers: 
240,000 kv-a. total. 
210,000—138,200 volts 

Generators: 

270,000 kv-a. total 


0.9 power-factor, 18,200 volts 
100% Synchronous impedance. 


12% Reactance 


Synchronous Motor: 
170,000 kv-a. 
85% Synchronous impedance. 


The combined constants for transformers and line 
are: 


Ay = 0.8481 + 7 0.0279 

B, = 89.6 + 7 282.1 

C, = (0.0104 + 7 1.248) 10-8 
D, = 0.8428 + j 0.0280 


These constants are sufficient to permit the con- 
struction of the sending and receiving power circle 
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Fig. 183—Crrcim Diagram ror [ILLUSTRATION OF Two-MACHINE 
PROBLEM 


diagrams in the ordinary way. ‘These are indicated by 
the full lines in Fig. 18. 


The center of the receiving circles for network 1 is 


A : 7 
5 Es. Since this network contains 
1 


only the generator reactance 


located at — 
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A, =10+j70 
B, =0+ 7X, 
and 
a0 d 
Bi —jX, 
Ai _ Es? 
Pangan art Gx 


_ 220 x 220,000 
ae 179.2 


Incidentally, this is equal to the sustained short circuit 


= — j 270,000 kv-a. 
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kv-a. at the point 6. The center of the generator circle 
is indicated by the letter » on Fig. 18. The reference 
line coincides with the axis of reactive power. 

The center of the sending circles for network 3 is 
obtained in a similar manner. 


D, = 1.0 
B, =0+ J X3 
D; 1 
B; — 9X3 
The center is located at 
D; KE? 
2 = 
3B; es = j X35 
_ 200 « 200,000 d 
=] Panera = ) 200,000 


This point is plotted at q, the reference line being the 
axis of reactive power. 


Now give § an arbitrary value, say 34 degrees, and 
determine m and n for this value. Draw mp and nq 
and measure wand y. 

a = 22.3 degrees 
y = 26.0 degrees 
a+ B+ y = 82.3 degrees 


The total angle between internal voltages is then equal 
to 82.3 degrees for 100,000 kw. transmitted at the 
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receiving end. Choose a different value of 6 and repeat, 
By this means the curve in Fig. 14 can be obtained. 

The final step consists in determining the limiting 
angle. If the inertias of the two machines are equal the 
limiting angle is 90 deg. and the power corresponding 
to this angle can be read directly from the curve and is 
found to be 111,000 kw. When W, # W, it is neces- 
sary to calculate $, from equation (24). Substituting 
in equation (35) B, is found equal to 

B, = 28.6 + 7 506.7 
and 
506.7 


damage OX 


= — 86.7 degrees. 


From equation (24) 


Wi+W., 
Wi-W., 
Using this formula @», can be calculated for any com- 

bination of inertias. 
IfW,= © 
dy = 86.7 degrees. 
and the power limit is 106,500 kw. 
If W, = &© 
dy = 180 — 86.7 = 93.3 degrees. 
and the power limit is 116,000 kw. 


For other values of inertia, the power limit will besome- 
where between these two limits. For example, if the 


od, = tan tan 
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29-ft. equivalent spacing 


stored energy at the receiving end is twice that at the 
sending end 


3 506.7 


do = — tan > ot, eae 92.2 degrees. 


and the power limit is 113,000 kw. 
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For those problems involving low inertia hydro- 
electric generating stations feeding a load through long 
lines the stored energy at the receiving end is usually 
larger than at the sending end so that the limiting angle 
is usually larger than 90 degrees. It is, therefore, 
usually found that using 90 degrees as the limiting angle 
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3-phase, 60-cycle, 795,000-cir, mils aluminum condenser, steel reinforced, 
29-ft. equivalent spacing 


gives limits which are slightly low. Some problems 
arise in which the curve of Fig. 14 reaches a maximum 
and begins to droop before the limiting angle is reached. 
The cases of this nature which have been examined 
were cases in which considerable power was being 
supplied by local generators and the line itself was 
really operating at an angle beyond 90 degrees so that as 
far as the line itself is concerned, with increasing line 
angle, the power limit of the line is reached before the 
stability limit. In such a case the system would never 
be operated at or near the angle corresponding to the 
actual stability limit; the operating angle of the line 
corresponding to this condition represents an impracti- 
cal condition. 


STABILITY LIMITS OF 220- AND 110-Kv. TRANSMISSION . 
SYSTEMS 


The methods which have just been described have 
been applied to the calculation of the stability limits of 
60-cycle, 220-kv. transmission systems of various 
lengths. Fig. 15 shows the stability limits for systems 
with generator and step-up transformer at one end and 
step-down transformer and synchronous motor at the 
other end, the generator and motor being identical in 
electrical and mechanical characteristics, and the 
voltage being maintained at 220 kv. on the high voltage 
side of the transformers. Fig. 16 shows the stability 
limits for the same lines fed into an infinite bus at the 
receiving end, that is, the voltage at the receiving end 
is maintained constant at 220 kv. and the inertia of the 
apparatus at the receiving end is assumed to be in- 
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finitely large. In both cases the generator reactance in 
per cent was based upon the delivered power. 

The curves of Figs. 15 and 16 may be used in estimat- 
ing the static stability of systems by considering how 
the particular system approaches either of these con- 
ditions upon which the calculations were based. These 
curves will also be found useful in comparing the relative 
effects of generator reactance and length of line upon the 
stability limits. It should be borne in mind that these 
results do not indicate the value at which it is desirable 
to operate the system but rather that they represent 
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_ 3-phase, 60-cycle, 4-0 copper, 13-ft. equivalent spacing 


the very limit of power which can be transmitted and 
that the system should be so designed that even during 
emergency conditions these values should not be 
approached. 

Figs. 17 and 18 show similar static power limits for a 
typical single-circuit, 110-kv. system. The assumptions 
as to load were identical. 


THREE-MACHINE PROBLEM 


A large percentage of the problems met in practise 
can be reduced to the equivalent of a two generator 
problem—a synchronous generator at the sending end 
and a synchronous motor or generator supplying a 
local load at the receiving end. There exist, however, 
a large number of problems which can not be so simpli- 
fied. A particular case, and one with which this paper 
is largely concerned is that of ascertaining the effect 
of an intermediate condenser station in improving 
the stability limit. This type of problem has been 
termed “the three-machine problem,” because, in the 
general case it involves three sources of synchronous 
e.m.fs. The solution of this problem immediately 
permits of the solution of a large number of problems 
previously considered too involved or complicated. 
The number that may be so solved are fewer than those 
that may be solved by the two-machine problem. 
There still remain a large number of problems which lie 
beyond the scope of either the two- or three-machine 
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problem. The solution of some of these, inherently 
involve the addition of another source of synchronous 
e.m.f., requiring the solution of the ‘“four-machine 
problem.”’ A particular case of this type and one with 
which this paper is concerned, is that of a transmission 
system with two intermediate condenser stations. The 
solution of the three-machine problem will now be 
discussed. 

As shown previously, the general circuit conditions 
for the three-machine problem in which loads are 
represented by impedances, are completely defined by 
the following equations: 


i; = fkrag Ey a Xap E, GS as E; 
I, =— You Ec + You Es — Yi. Ec 
Ij Saree ae E,— Vig E; -- pg E3 
As shown in Appendix I, the conditions which must 
be fulfilled at all times so that the system remains in 
synchronism are, 
o> 0 
bos 0 
a>4b 
in which a and 6 are functions of the network constants, 
the inertia of the machines, the internal voltages, and 
the angles between the internal voltages. These 


functions are derived in the appendix. 
The above relations supply a test which can always 


(36) 
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be applied for the stability of a three-machine system. 
This type of problem differs somewhat from a two- 
machine problem because of the larger number of 
possible solutions. Given the inertias and the phase 
angle of the Y,, admittance in a two-machine problem, 
the maximum operating angle is completely determined, 
but in a three-machine problem the maximum operating 
angle between any two voltages is dependent upon the 
conditions at the third. The line of attack shall be to 
determine the phase position and magnitude of the 
internal voltages and then to apply the test for stability. 
In general, a three-machine problem possesses five 
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degrees of freedom; after knowing the circuit constants 
it is necessary to know five additional quantities before 
the distribution of real and reactive power can be 
determined. These quantities might be three voltages 
and the angles between them or they might be three 
voltages, power at a point and the angle between two 


Fie. 19—Crrcuit ror SYMMETRICAL INTERMEDIATE CONDENSER 
CaAsp 
voltages. The intermediate condenser station problem 


may be cited as a particular example. Suppose the 
voltage be maintained constant at the terminals of the 
generator at the sending end, at the terminals of the 
condenser, and at the terminals of a generator at the 
receiving end. In addition suppose the power input 
into the system by the condenser will be zero. Under 
these conditions, one additional quantity permits of a 
solution of the operating condition. If the power sup- 
plied by the receiving end generator be fixed, the 
reactive power of that machine is also fixed; the real 
and reactive power of the sending end generator, the 
reactive power of the condenser, the internal voltages 
of all three machines and their relative phase angles, 
all, can be determined. Having fixed the last per- 
missible variable and applied the test for stability, 
another value of the variable may be chosen and this 
process continued until the test shows instability; 
that is, until one of the conditions for stability fails. 
The calculations of a number of practical cases in- 
cluding an intermediate condenser indicate that the 
relation b > 0 is the condition which usually fails 
first, that is, becomes the limiting condition. This is 
supported by the analysis of a number of simplified 
cases. One of these is the case of a generator, motor, 
and an intermediate condenser of zero impedance 
connected by reactive lines in which both the resistance 
in the lines and machines are neglected. It is interest- 
ing to note in connection with this particular case that 
the condition which must hold for the system to remain 
in a stable condition is dependent only upon the angle 
between the voltages and is independent of the inertias, 
the reactance of the circuit, the magnitude of the volt- 
ages and the location of the condenser. It will be shown 


in the next section that this condition also holds for’ 


the case in which the condenser impedance is finite and 
the system is symmetrical about the condenser. 

Accepting this as the limiting condition, the following 
relation regarding inertias is obtained. The general 
form for bis 


b = (A—B-F) (C-D+E)+(D—F) (A-—E) > 0 (37) 
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Each of the terms denoted; by A, B, C, ete., possess 
one value of inertia. After expanding, the expression 


1 
b can be arranged in three groups having WW,’ 


and , respectively, for coefficients. 


1 1 

W,W. W.W. 

If the stored energy of all the machines is equal, 
the three coefficients are equal so that the limiting 
conditions become independent of inertia or if any 
one has an extremely large inertia, in the limit, say 
infinitely large, the power limit of the system is inde- 
pendent of the inertias of the other machines. Simi- 
larly, if the inertia of one machine is zero and the other 
two equal, the limit is independent of the values of 
the other two machines. ; 


INTERMEDIATE CONDENSER STATION 
PURE REACTANCE LINES ~ 


An example of the three-machine problem which is 
sufficiently simple to permit of mathematical analysis 
to determine which of the stability conditions will be 
controlling and from which important practical con- 
clusions regarding static stability may be drawn is the 
case of a transmission system in which the resistance 
and charging current are neglected, with a condenser 
station located midway in the line. Assume a syn- 
chronous motor load whose characteristics are identical 
to those of the generator. Let a be the generator, b the 
condenser, and c the motor, (see Fig. 19) and 


E, = Internal voltage of generator 

Ez, = Internal voltage of condenser 

E. = Internal voltage of motor 

E, = Terminal voltage of condenser 

Y., = Admittance between EH, and Ey: 

Y,. = Admittance between E3; and Ec 

Y.- = Admittance between Eo and H's : 

o@, = Angular difference in rotor positions between 
aand b, and bande. 

Z, = Line plus apparatus impedance between 
E,and LE, 

Zc = Impedance of condenser branch, 7. e., con- 


denser and transformer. 


(a) a Yac c 


Fie. 20—Srar-DeLta TRANSFORMATION 


By means of a simple delta-star conversion the network 
of Fig. 20A may be transformed into that of Fig. 20B 
in which 


Yq, Eg Ep T ) Yq» Es Ep 
A= W, sin (¢.- Sa) aa W, cos od, 
Ve Bs Rey = KAU Bs 
ii W. sin bzt 9 a W. cos o, 
Yea Ey ER ‘ Tv 
C= W, sin ( db: 3 ) 
Y,E,E 
5 tot a Ese ph B 
Yon Ey Ep, T 
-—W, Sin (62+ ) 
aa Es E3 
= W, cos@,=—A 
om E 3? p T ) Vee E's2 
K= W. sin (2.6. - ar he. 2 W. cos 2 ob, 
FP 2 hee E42 ( 2 T ) 
Se Tye) "sin oz + tga 
a ice Es 


2 
a, 008 2 b2 =—EH 


a 


‘The criteria for stability may now be determined 


b> 0 


2) 
| 


= K,K;— K.K, 
= (A +E-B)?—(-A+E)? 


Y a2? Ex Es? Z 
[ Ww 


WwW. 
eae ee PK 
ae Es, 


W. 


I 


| cos bz 


cos 2d. + cos 6: | 


4 es ee E38 Es: 


Ww. Le tw lene. 


I 
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2 Zy Es | 
1 = a Ae [ cos2¢. + 1ZcE, cos }, | > 
4 Zo a>0d0 
5 la aa ener 
ce Zy (Z. 4Z, 
. BME nE®) a=— (Ki +K,) 
By assumption =2(-A+B-E) 
us yg GO rd OF 
i Neel deat a aan ae * [ cos 24. 
rake 4 2 Bs W, 
Eo = E, oF E (1+ ++ ) cos 4. | >0 
The constants for the criteria of stability as developed : ‘ 
in Appendix I will reduce to the following: a—4b>0 


a—4b 


(K, + K;)?— 4 (K, K,— Kez Ky) 
(K,— Ks)? +4K.K, 
(K,;— Ks)? + (—-A-+ E)* > 0 

Of the three conditions, the last is always fulfilled 
and may be dismissed. The other two conditions con- 
tain terms of the form 

cos2¢, + M cos ¢, (38) 

in which MD is the positive coefficient of cos ¢,. Exami- 
nation of functions a and b indicate that the conditions 
fail when either cos ¢, of function b or one of the terms 
of form (38) in either function a or b equals zero. The 
limiting condition is that one for which this equality 
is true for the smallest angle. The term of the form 
(38) equals zero, depending upon the value of M, 
between 7/4 < $, < 7/2 but cos ¢, equals zero only 
at 7/2. The discussion, therefore, narrows down to 
an examination of the two terms in a and b of the above 


Il 


form (38). This term may he written 
2 cos? ¢. + Mcos¢,—1=0 (39) 
cos }; = —aevee (40) 


Examination of this equation shows that the smaller 
value of ¢, will be obtained for the smaller value of M. 
Since the M constant for the b condition is always 
smaller than that for the @ condition, in the ratio 


1 
, the b condition is always the limiting 
W. 
2(1+ H) 
W, 
one. The value of M to be used is 
Zi Es 
Mm = ean (41) 


The direct application of this relation requires a 
knowledge of the internal voltage Hz, of the condenser 
which is not usually known. The usual practise is to 
regulate for constant voltage at the terminals of the 
machine or by means of a compensator on the high side 
of the condenser transformers. Using the latter as- 
sumption it can be shown by means of a power circle 
diagram that the kv-a. supplied by the condenser is 


110 
4K? 4 EH, Es 
= eg ML ge cee t 42 

=F 7 608 (42) 

The internal voltage of the condenser is then 
Q 
Ey = E,+ Zo TENG 
4Z, 4 Z, 
= H,+ a OMe er E's Cos bz 


Rion Zy 
or multiplying by OE 


950 a ge 7 ein 
eae fae es, A 


Substituting the values of M from equation (43) in 


Ep, if (F 4) E, ‘ 
Za + ne —cosd, (43) 
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Fig. 21—Errsct or INTERMEDIATE CONDENSER ON STABILITY 
Limit 


equation (39) permits a determination of cos ¢, from 


Z 
which sin ¢, may be plotted as a function of or for 
4h 


E 
the different values of —— as shown in Fig. 21. The 


Ey 


quantity sin }, gives a direct measure of the improve- 
ment in stability limit obtainable by virtue of the 


condenser. ‘The power at C is 
2E,E, , 
Pee pe Sn Pe (44) 
L 


With a condenser of zero impedance the power limit is 
2 E,; Es/Z,, so that the ratio of the power that can be 
transmitted with a finite condenser to that which can 
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be transmitted with a condenser of zero impedance is 
sin dz. 

The power limit of the line without an intermedi- 
ate condenser station is H4?2/Z;. The improvement 
achieved by the intermediate condenser is then 2 E; sin 
o,/E,. This quantity is also plotted in Fig. 21. 

In reviewing the properties of a system with an 
intermediate condenser it will be noted first that the 
stability limit for the symmetrical case is independent 
of the inertias. In addition it will be observed that a _ 
given condenser will show to better advantage on a 
long line than on a short line or expressed differently, 
a short line requires a condenser of lower impedance 
than a longer line to produce the same improvement. 


FOoUR-MACHINE PROBLEM 


The circuit conditions for the ‘‘four-machine”’ 
problem referred to previously are completely defined by 
the following equations: 

Ig = Yur E, x Ya E, = ve E. aed Yaa Eu 

I, = — Ysa Ea + Yoo Ex — Yoo Ep — Yoo Ea 
I, eas! Wien E,-— » E, + ber E. — Yua E. 
Ty = — Yaa Ea — Yas Ex — Yar Ee + Yao Ea 
in which the I,, I,, I., and Ig are line currents and 
E., E., E., and E, the voltages to neutral. As shown in 
the Appendix I the necessary conditions which must 


be fulfilled so that the system remains in synchronism 
are 


(45) 


e>0 
b>0 
ab—9c>0 (46) 
A—b>0 
w—3b>0 


in which a, b, c, and A, defined in the Appendix, are 
functions of the circuit constants, system voltages, and 
inertias of the machines. 

All of these conditions must be fulfilled simul- 
taneously. The failure of any one is sufficient proof of 
instability. In problems of a given type one of them 
will be found to fail before the others and after establish- 
ing the particular one, it will be necessary to consider 
only this one condition. 

The problem involving two intermediate condensers 
with synchronous machines at each end of the line has 
been chosen for discussion because of its important 
bearing on long distance power transmission. The 
condensers were assumed to have zero impedance and 
the resistance and charging current were neglected. 
Theoretical analysis of this case indicated that the c_ 
condition was the limiting one. It further showed that 
the stability limit occurred when the angle between 
any two adjacent machine voltages became equal to 
a/2. This conclusion is independent of the inertia of 
the machines, of the magnitude of machine voltages and 
of the location of the condensers. 

Calculations of stability limits of practical cases, the 
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results of which will be given later, also indicated that 
the ¢ condition is controlling. 

Assuming then that this condition will be limiting 
for all practical cases involving two intermediate con- 
denser stations, interesting relations may be derived. 


C= K,K, Ks + K, Ki Ky + K;K; K;— K,K; Ky 
— K,K,K,K;K.,Ks > 0 (47) 
Since each of the K’s contains only one inertia term 


and ¢ is composed of groups of three, the terms can be 
expanded into four groups having for the coeffi- 


ib 1 


. 1 ; 
cients the terms W.W.W.’ W.W.Wa’ WiW.Wa 


z 7 . . 
W.W. W’ respectively. If one of the inertias be 


infinitely large three of the groups become zero so that 
the limit becomes independent of the inertias of the 
other machines:‘. Other combinations for which the 
limit is independent of the inertias of the machines are: 


1. All equal 
2. One zero and other three equal 
3. Two zero and other two equal. 


STABILITY LIMITS WITH INTERMEDIATE CONDENSER 
STATIONS 


An important application of the theory and methods 
developed is for the determination of the stability 
limits of transmission systems with synchronous con- 
denser stations located at intermediate points along the 
transmission line. This is of particular interest at this 
time because of its bearing on long distance power 
transmission. The problems involving one and two 
intermediate synchronous condensers are special cases 
of the three- and four-machine problems in which power 
input and output of the intermediate machines, except 
for losses, are made equal to zero. 


Three general questions arise as to the intermediate 
condenser station under static conditions, namely, 
location, voltages to be maintained and condenser 
characteristics. 

Location of one intermediate condenser for a sym- 
metrical system is clearly at the midpoint of the series 
impedance of the system regardless of the characteristics 
of the condenser station itself. With two intermediate 
condensers the answer is less simple. With zero im- 
pedance on a symmetrical system the condensers should 
be located so as to divide the system into three equal 
sections. With finite condenser impedance the middle 
section should be of relatively less impedance than the 
end sections. With finite impedance condensers the 
variations from the best theoretical location will have 
relatively little effect on the stability limit, consequently 
power system layout need not be handicapped by a 
requirement to obtain the theoretically best location 
_of condensers at intermediate points. 

In regard to the voltages to be maintained there is, 
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undoubtedly, an advantage in maintaining them at as 
high values as permissible without reduction of voltages 
at other points. Practically, this means that the volt- 
age at condenser stations should be maintained on the 
high voltage line at the highest permissible value. 
With respect to the characteristics of a condenser this 
subject can best be discussed by showing the results of 
calculations. The first case considered is that of one 
intermediate condenser located between the sending and 
receiving ends of 220-kv. transmission systems of 
various lengths. The sum of generator and trans- 
former reactances was assumed in every case to be 
12.5 per cent on 100,000 ky-a., and their resistances were 
neglected. The voltage was assumed to be maintained 
at 220 kv. on the high-voltage side of the transformers at 
the generating, receiving, and intermediate condenser 
stations. The best simple approximation of most of 
the receiving systems met in practise is the assumption 
of infinite capacity of the receiving end; that is, zero 
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3-phase, 60-cycle, 795,000-cir. mils aluminum condenser, steel reinforced, 
29-ft. equivalent spacing, generator and transformer reactance, 12.5 per 
cent based on 100,000 ky-a. infinite bus and inertia at receiver 


machine impedance and infinite inertia. It was shown 
in the discussion of the three-machine problem that 
when the inertia of one machine was infinite, static 
stability limits were independent of the inertia of the 
other two machines. In Fig. 22 are shown the results 
of calculations of the stability limits of transmission 
lines of various lengths plotted as a function of the 
reactance of the condenser and its transformer. In 
addition, the condenser capacity required at the 
stability limit is shown by the dotted lines. In estimat- 
ing the stability limits of particular systems it will be 
found convenient to make use of the curves showing 
condenser capacity required at the stability limit in 
order to convert the impedance base from 100,000 
kv-a. to the base corresponding to the capacity con- 
sidered. At the right of Fig. 22 the following data 
are plotted: 

1. The stability limit of systems with condensers 
having the extremely high impedance of 10,000 per cent. 
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This corresponds to the condition of an essentially 
constant current condenser, . 

2. The stability limit of systems with variable 
capacity static condensers located at the same points as 
synchronous condensers. In this case the condenser 
capacity was made variable to maintain the trans- 
mission voltage constant at 220 kv. 

8. The static stability limit of the line alone, that is, 
without any apparatus at the intermediate points. 

In Fig. 23 the same data are plotted in a different 
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manner to show the per cent increase in stability limit 
‘asa function of the length of the line. These curves are 
interesting because they indicate the relatively small 
improvement obtainable by means of variable static 
condensers. The difference in stability limit may be 
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explained in a qualitative manner as being due to the 
variation of the reactive kv-a. with voltage for the 
different types of apparatus as illustrated in Fig. 24. 
It will be observed that the greater the increase in lead- 

i ng kv-a., the greater will be the stability limit. 
Similar calculations were made for the 350-mile line 
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with two intermediate condenser stations instead of 
one with the results shown in Fig. 25. The increase in 
power limits obtainable by the installation of one and 
two condensers is shown in Fig. 26 which is plotted in 
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the per cent increase in stability limit as a function ot 
the condenser impedance. It will be observed that the 
curves which are plotted for the same total condenser 
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capacity show that relatively less improvement is ob- 
tained by using the second condenser station. 
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SUMMARY | 


The principal features of this paper may be summar- 
ized as follows: 
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For static stability calculations, power systems 
may be represented by a network with constant 
impedance and admittance branches with as many 
terminals as the number of synchronous machines 
requiring individual consideration. This method is 
justified because, as developed in the paper, loads may 
be represented by the equivalent constant admittances 
and synchronous machines may be replaced by their 
equivalent impedances. 

A criterion for static stability of systems is presented 
together with formulas for the calculation of the two-, 
three- and four-machine cases. 

It is shown that the maximum angle between ma- 
chines for which synchronism can be maintained is, in 
general, somewhat dependent upon the inertia of the 
synchronous machines. Under some conditions syn- 
chronism can be maintained between two machines 
operating at angles greater than 7/2. The delivered 
power corresponding to definite excitation of machines 
will, in general, be a maximum for a smaller angle than 
the maximum stable angle. While the investigations 
have shown that synchronism can be maintained in 
regions heretofore considered inherently unstable, 
operation in such regions is held to be inadvisable. 

There are a number of generalizations which may be 
made as to the limiting stable condition. 

For the two-machine problem the limiting angle is 
(a) 7/2 when the inertias are equal, and (6) is greater 
or less than 27/2 when the inertia of the receiving 
apparatus is greater or less than the inertia of the sup- 
ply apparatus, respectively, and (c) is equal to 7/2 and 
independent of inertia when resistance is negligible. 

The limiting stable angle with one or two inter- 
mediate condensers of zero impedance and system 
resistance negligible is 7/2 between adjacent sources of 
e.m.f. With finite-impedance condensers on a sym- 
metrical system with resistance negligible the limiting 
angle is independent of the inertia of any of the 
machines. 

The results of calculations of the stability of practical 
transmission lines indicate that large increases in static 
limits are obtainable with intermediate condensers. 
Small variation from the theoretically best location has 
relatively little influence on the stability limit. The 
improvement in stability due to an intermediate con- 
denser is of course larger with low values of machine 
impedance but even a high-impedance condenser of the 
synchronous type will show marked advantage over 
static condensers which are unsuitable for this 
application. 

' Appendix I 
DEVELOPMENT OF THE CRITERION FOR STABILITY 
FoOUR-MACHINE PROBLEM 

Problems involving four synchronous sources of 

e.m.f. such as synchronous generators, motors, and 


condensers have been termed ‘‘four-machine”’ problems. 
In the following, a criterion will be developed which 
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when applied to a certain operating condition will 
enable one to determine whether the system is stable or 
unstable for that condition. 

Consider the internal voltages of the four machines, 
constant and equal to E,, E,, E., and E,, (to neutral) 
respectively. Regardless of the complexity of the 
system, assuming only that all loads and connecting 
networks may be considered as having characteristics 


- of impedances, such as, resistors, inductors, and con- 


densers, the current at the different machines may be 
expressed by the four following equations: (Impedances 
of machines are to be included as part of the network). 


| = Le Ez on Yo E, rs Vas EB. = Vea Ea 


I, = — Yi2E. + Ys, Es — Yue E. — Ysa Ea 
i= = Vek VaR Veh ba be an? 
Iz = — Yaa E.— Ya Ex— YaeE. + YaaEz 
Letting the phase voltages be, respectively 
E, = Ex ¢/%a 
E, = Ep, ¢/% 
Eo = Eo e/#e (49) 
Ey = Ep ei%d 
and since 
P.+37Q. =3E.I, (50) 
one may write: 
Po t+j7 Qe = + Yoo Hx? — Yas Ey Ep €?%* ie 
a= Vue EBs ¢i(¢a =$e)i__ Yea E, Ep ei(¢a —¢d) 
Pi, +jQ. =— Yoo Es Es eis —¢o) 4 Y,, Ey? 
Aa Vi Es Ec ¢1(b —¢e) in Yea Ey a ei (eb —¢d) 
Po +9 Qe = — Yeo He Ey eXee— (50) 
— Y., Eco Ey %*- + Y.. E.? 
a Vea Eeks ei (Ge — 9d) 
Pit+j Qa = — Yaa Ep Ey et * 
= Va Ep Es: ¢) (od — $b) 
— Yue Ep Eo 4%? + Yaa Ey? 
Now let 
be— bs = $s 
@o— de = dy 
de — Qa = Q: 
and 
Yor= Ya e7* 
Y¥. = Ty ein 
Ve= 7.10" 
Vie = Yiu @* (52) 
Ysa = You “ne 
Yea = Yea en 
ag SEY aa 
Yu = Yoo * 
‘ Y.. = Y.. €* 
Vamlae™ 
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P. = b get E,? COS Or - T RE, Es cos (do; = 1) 
= To. By Eo cos (do. Ss Oy = @s) 
= Yaa Ba Ey cos (@; + Oy + o.- 4) 
Py = — Yak, Excos (+ 62 + O:) + Yo Ex* cos $3 
- bar Ey Eo cas (@y - @») 
— Yoa Bs Ep cos (Gy + O.— Os 
P, = — Yq Ey Eo cas (+ 2 + by + Os) 
— Yy. Bx Eo cos (6, + 2) 
+ Y.. Be cos dy — Y.a Be Ep cos (+ O2— Oa) 
Py 2 - Yue Ba By cos (Oa + Oy + @, + a) 
— Yaa Bn Ep cos (+ 6, + O2 + Oa) 
— Y.a Ke Ep cos (6, + Oe) + Yaa By? OS Gre 
(53) 

In analvaing the conditions for stable operation at 
a given operating point several criteria suggest them- 
selves, One of the rotors can be displaced forcibly 
from its position of equilibrium and the relations 
analyzed to determine whether it will return to its orig- 
inal position, An increment of load could be placed 
on the shaft of one unit and the conditions investigated 
for stable operation. Another disturbance suggests 
itself in decreasing the network load by changing the 
network constants, The latter two involve a change in 
frequency or governor setting to determine the final 
steady state operating conditions, For this reason the 
change in angular position constituting the disturbing 
factor will be selected, 

In any machine transient the difference between in- 
put and output power determines the power which 
must be supplied ar absorbed by the rotor and conse- 
quently the deceleration ar acceleration of the rotor and 
internal voltage. Governors are much too sluggish in 
action to rely upon their action to save the system from 
pulling out and for that reason one can consider the 
input constant, So that for constant governor settings 
P,., Pa, P,.. and P,, and stored mechanical energy 
W., W,, WW. and W, (in kw, see, at synchronous speed) 

180 f 
and using the relation @ = a AP, the corre- 


Sponding accelerations may be written as follows: 


a, = aaa [P.. — P.] 
—_ — t Pa— Pa | 
i at 2h i >) 
& = 0s [iP.a— Pa a 
J 


In this investigation ome iS not interested as to 
whether the xpstem 25.0 whole will accaleraia or deceler- 
ate which s determined by whether the sum of the 
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governor settings P,., etc., is greater or less than the 
load, but rather in whether the system will pull apart. 
One is interested in the time rate of change of the 
difference in angles between the internal voltages, 
é. e., in the time rate of change of @., ¢,, and @.. 


But 
& oO. 
ade = @, = Ae— 
fo, et See 
= := oe 
df (55) 
2; 
de Bets 
Therefore, 
180 f 180 f 
obey Abpea 
180 180f 
ine a Y.. Ey? cos @; + i eS Ys Eg? cos Os 
180 
+e vk, Ex cos (6: — $1) 


+ Y.. E, Ec cos (6: + $,— $3) 
+ Y.2E, Epcos (6. + 6, + .— 


¢:) | 
vé ao [Ya E. En coe (6.-+ $) 


+ Y;. Es Ec cos (6, — $2) 


+ Ya Es Ep cos (6, + $:— 95) ] (56) 
180 f 180 f P 
a, = Ww, ge W. ge 
180F 180 f 


= . ic Yu En’ co bs + py Vex Ec? cos os 


180 
+ ee a Ba Bs cos (6. + 4) 


+ Y;. Ey Ec eos (6, — 


+ Ysa Es Ep cos (6, + 6:— $s) ] 
soot Ee cos (6. + $, + $3) 
+ Yu. Be Be 005 ($+ $2) + Yea Bec En cos ($.— —$s)] 
(57) 
a. - “+ p,- “Bf p., 
180 f 


130 
— yy, Fe E= cos $3 + = Yiz Ep* cos Gis 


180 


" 


eS PT CU 


- —" 


7 
| 
| 
- 
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+ Yu, Ly Eo (hy + 2) 
+ Yoa Lo Ep cos (>, — 


ps) | 
_ 
7 f [Yaa Ey Bp COS (hy + hy + p. + a) 


-- ud ss Ep COs (py + bs “- ps) 
+ ea Eo Ep COs (p, + ps) | (58) 
These equations completely determine the oscilla- 
tions between machines for the given circuit conditions, 
voltages, and governor settings. Each expression for 


2 
acceleration oe etc., is a complicated function of the 
angles p,, p,, and , which are variable during the 
oscillations. No method is known whereby this type 
of oscillation can be calculated accurately by analytical 
methods. Step-by-step solutions are always possible. 
For small variations from the mean angles the following 
method may be used. 


0 m 
Ada; = 2 o- bbet 5a +5 ad, 
oa ow 
Aa, = ee tate (59) 
medi gs eae A 
Aa, = 0 bs ast > by +o ay ps, 
Let 
Oy ra) 7] Oa, 
Bae oe, Oe, | 
OO, O ay Oa, 
Dae ope. tg, 7 6?) 
OM, Oy Ou, 
ao, 7 a6, "he ao, 7 
then 
Aa, = K,A¢,+ Kiho,+ Kid, 
Aa, = KiAd.+ Ki hbb,+ Kodo, (61) 
Aa, =K;,ho.+Ks4o,+ Kidd, ) 


If the mean angles during the oscillations, 7. ¢., the 
stationary values without oscillations be ,0, py, and 
¢ ., and the variations from these values be 6,, 0,, and 
6,, then 


ps = pw “- 6, 
py = fu + Dy (62) 
Pp. = po + 6, ) 
e 
Ad. = 9, | 
Ady = Dy (63) 
Ad, = 6, J 
In addition 
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db, d? 0, 
ae a8 dt 
d a 0 

™ ae “i TP (64) 
io, @6, 
CT ae ae 


Since a,, a, and a,, are equal to zero for steady condi- 
tions, 7. ¢., for 


ps —_ x0 
py ad yo 
p: — pn 
one may write 
AQ, =@Q@,z 
Ady = ay (65) 
Aad,=aQ, 


so that, substituting in the previous equations, (61), 
containing K,, Ky, Kz, ete. 


d? 6, 

qe =K,0,+K.,0,+ K;39, 

d? Oy 66 
ae = K,60,+K;0,+ K.0, @) 
6, 

dt = K,0,+Ks6,+ Ky, 


These simultaneous differential equations may be solved 
by, letting 


= A «™ | 
0, = Be™ (67) 
6,=C & | 


By substituting in equation (66) 
mA=K,A+K,B+K;C 
wWB=K,A+K,B+ K.C 
mOomeK:A+KsB+RKC | 

Rearranging 

B 


C 
eS Neyer + Ki - + (K,— m’) = 0 


C 
(Ky — m’*) ri + Ke - =— Ky, 


B C 
Tar ei (Ky — m?) ——- =— K; 


From the last two equations 

at Ky Ke 
ox K ve) (Ky mad m’*) 
(Ky — m*), Ke 
K 6 (Ky ie m’) 
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(Ke nh me Fy dx dy and ¢, The K coefficients will next be eval- 
C | : Kipcwk: uated. Since (180 f) occurs as a coefficient of each K, 
Sy Ne ee on K it may be neglected. In what follows, therefore, the 
Ps K,. ges term (180 f) will be omitted. 
8» ses bs 


B C 
Substituting these values of ay and nat in the first 


equation 
an K;, Kg 
K, 


ve Ky, (Ko aa m?) 


+ (K, — m?) 


Ks, (Ky — m?) 
Expanded this becomes a bi-cubic equation 
m+am-+bm+c=0 (70) 
in which 
= ot Ks ai KG) 
6 = K, K;+K, K,+K; Ky—Kz K,—K; K,—K,y Kg 
c=kK,K,K,+ K.Kk,K, + K;K;K,— Ki Ks Ky 
— K,K,K,— K;K,Ks 
. (71) 


The condition that the system be stable for small 
disturbances such as the displacement of one or more 
rotors from its normal position is that all the roots of 
the cubic in m? be negative. In this case the six roots 
of the bi-cubic equation will be purely imaginary. 
Any disturbance results in an oscillation of constant 
amplitude. The formulas do not take damping into 
‘consideration, but from the physical consideration of 
the problem it is known that the oscillation will be 
damped out by copper losses, etc. If any of the roots 
of the cubic in m? are other than negative real numbers, 
either positive real or complex, one or more of the roots 
in m will be of the form (r +7 8), (r — js), or (r +7 0) 
in which r is positive. This results in a term for 6,, 
6,, and 6, of the form Ae?! A «9! oF A et, 
In any case the term increases indefinitely as a func- 
tion of time. 

The condition that all the roots of the cubic in M? 
be real and negative, requires that certain relations 
exist between the coefficients a, b, andc. This relation 
may be investigated by the application of Stiirms 
theorem, from which the following conditions are ob- 
tained for the disturbance to be oscillatory, z.e., for the 
system to be stable. 


Co 0 
b>0 
ab—9c>0 
A—b>U... (ab— 9c) 4a8— 15ab 4 27c) 
—4b(a@—3b)?>0 


(72) 


—3b<0 
The coefficients a, b, and c, are functions of Ky, 
K., K;, ete., and the latter, functions of the angles 


K,= 


0 Qa, 


Yor E.Es 
We Sin (be — $1) 


0 dz 
Yao Ey Eo F 
— A sin (be +b— On) 
Yaa En, E; 
— rin (be + by + be— Oy) 
YE, Es 
+ SE sin (2 + $1) 
O Az Yac Hy Eo Fy 
i) by Tie sin (be + dy — os) 
YuaE, Ep . 
— 7 ain (2 + by + b.— 4) 
Y,, Hp HE 
+—a— sin (by — #2) 


YouEs Ep . 
+ “yy, Sin (by + bs— $5) 
oe a (pe t+ by + Oz— Ga) 


Yi4 FE 2 
75 ee sin (dy + $:— $5) 


a Ls 
— 7, sin (@2 + 1) 


Ex Eo 
re W. sim Ce + by + 3) 


E 
iy sin (by — $2) 


né B E. 
— —“H 8it (ou + 6.— oy) 


Ya: Hy Eo 


ee es sin (bz + dy + $3) 


Y,. Ep E 
7 sin (by + $2) 


- 
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0 a YouEpEp , 
| Rea s5--— w, Sn (er + 44-0) 


Y.ako Ek 
WV, sin (.— 0) 


0 a, Yao Ey E : 
Ky = 5 = - wy Bin (be + by + 9) 
Yaa Es Ep ‘ 
+ —“y, in (be + by + bs + du) 
d 
Bon Yor H Ei ; 
Ke= 5G = - wy, sin bs + by + $0) 
Yio Es Ec 


SN A ae sin (by + $2) 


x oa Es Bp 


+ sin (bs + by + b+ $0) 


Y ra Be Bp 
+“ sin (by + b. + os) 


0a; Yeu Eo Bp 


Ky = 5g = - Hit (bs — 0) 
Yt E> / 
+7 Sin (be + by + 2 + &) 


‘ WwW 


Yoa Ep E, 
7, sin(dut $s + de) 


Y.aRaHo . 
4 Tete sin (s+ 0) 


d 


Or letting 


Yuva Es . 
A + 7 sin (ba + $1) 


YoE. Es , 
B + A sin (bs — bi) 


YioEs ko . 
C= + sin (by +2) 


Yoo Hp Ho .. 
D = +—G— sin (by— 2) 


2 a Ex Ec 


W, Sit (be + by + $s) 


B= + 


(73) 


YacEx Ec , 
P= +—— sin (62 + by $8) 
YtEcEp . 
G = +—“— sin (. + $0) 
Valo 
H = + ain (G..- ps) 
Vise Bo = . (73) 
T = + 7 — sin (by + os + os) Con- 
d tinued 
Yak Ep F 
J= + ~ sin (by + b.— $5) 
gD pe 
oan es oe sin (p.t+o,+o.+ 9%) 
Yu E. . ‘ 
a ree sin (2+ dy+¢.-s) 
Kin AB RL 
K,=D-F+J-L 
K,=J-WL 
K,=-A+E 
K, =C-D+E-J v7 
K,=H-J 
Ky = — B+ K 
K,y=-C-E+1I+K 
K,=G-H+14+K 


THREE-MACHINE PROBLEM 


The criterion for stability for a three-machine prob- 
lem may be obtained almost directly fromthe results of 
the four-machine problem. The circuit-eonditions for 


this case are 
equations. 


defined completely by the following 


= 4 | ae a Ya Ey ae » E. 
= 2 CP E, + Yur E, La Yu-E. 
= Von E, - b Ep + od E, 


Comparing these equations with those: for’ the four- 
machine problem they will be seen to be identical if 
Wied = +e = br = Yua = 0, 


The corresponding values for the K constants become 


K,=A-B-F . 
K,=D-F 

K, =0 

K,=-A+B 

K,=C-D+E (75) 
K, =0 

K,=-E 

K,=-C-E 


K, = 0 
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On substitution of these values for the K constants 
in equations (71), they reduce to 
e= (K 1 — Ks) 


b6 = K, K,— K. Ky (76) 
c =0 
and since c = 0, equation (70) reduces to 
M:+aM?+b6=0 (77) 


The condition that the roots of this quadratic in M2 
be negative are that 
620 
a>0 
a>4b 


Two-MACHINE PROBLEM 


The results obtained previously for the two-machine 
problem in the body of the paper could have been 
obtained more simply but with probably less clearness 
by letting all the admittance coefficients but Yaa, 
Ys, and Y., in equations (48) for the four-machine 
problem equal zero. After determining the K constants 
and substituting them in the a, 6, and ¢ constants, the 


resultant equation becomes 
2+a=0 (79) 
in which 
a=— Kk, (80) 


1 
=~ YuE,Es| 7 sin ($a + 6) 


ag 

— wp, 2 a— $1) | 

or the condition that operation be stable is that 

iL} Se ees 
Ww. sin (@20 + @1) — yw, 2 (d20.— oi) < 0 
or that 
W.+W;, 

eT 6G san 


which checks results obtained by the more detailed 
method. 


ozo < tan7 (81) 


Appendix IT 


Static STABILITY LIMITS WITH LOADS THAT DO NOT 
VARY AS ORDINARY IMPEDANCES 

Induction motors and synchronous motors, driving 
pumps, fans, etc., possess a load characteristic which is 
essentially one of constant shaft torque, or constant 
power; and lamp loads and converters vary as the square 
of the voltage. These loads can always be combined 
so that the composite result shows the variation of 
real power P and reactive power Q with voltage. 


dP dQ 
The aE and DE for the load may, therefore, be con- 
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Transactions A. I. E. E. 


sidered known. With fixed,internal voltages (magni- 
tude only) at a and 0 in Fig. 27 and the load at C, what 
is the criterion for system stability? 
The currents at the three points a, 6, and c¢ are 
connected by the following relations 
i; — en Fz = Yap oi a. ee, E. 
—% Yap E; se Yous E, nae Tae ES 
I, = Ning E, — bg E, =i i ES 
Using the same notation as in the four-machine 
problem, 
P. =o Y.. Ex Ec cos (dz = Py se 3) 
= Y3. Es: Ec cos (oy ate 2) 7a ee EZ? cos Pog (92) 


Q. =-+ Vic Ex Ec sin (gz = Dy Se ds) 


— 
o 
I| 


+ Y,. Es Ec sin (6, + $2)— YeE?2sings (93) 
Let 
dz a P20 oh 6. 
Oy = Yo + 6, 
E, = Eo + 
P=P,+7D 
Q =Q+4 


In which the terms with the zero subscript represents 


Eb 


E3 
~~ “Ip 


= 
Load. 


Fic. 27 


the mean values and the other term the variations for 
small oscillations. 


For small values of @., 6,, and e, 
ony ors ge ne 
Ocean 0 dy DE. 
= + Y,, Es Ec sin (G20 + Gyo + 3) - 02 
+[+ Ya Ea. E. sin (620 + Gyo + $3) 
+ Yi. Ex Ec sin (Sy + G2) ]. Oy 
+[— Yae Es cos (G20 + }yo + $3) 
— Y,JEx cos (by0 + $2) + 2 Yee Eo cos $s] €e 
(95) 


AP=p= 6, + (94) 


or 
=CN0. - C: 6, + C; €, (96) 


Similarly 


= 
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° 0Q. ¢ 
AQ=q= 20. 6, + a 6, + a 
= + Y.q Hs Ec cos (20 + Gyo + $3). Oe 
+ [Yea Ha Eo cos (20 + Gyo + $2) 
+ Yo Hp Eo cos (dyo + $2) ]. 9, 
+ [Yea Ha sin (a0 + hyo + $3) 


go (9 


+ Y,, Eg sin (hyo + b2) — 2 Yc. Ho sin bs] e. (98) 
or 
= C, 6, + Cs by - Cs é€. (99) 
But p and q are also equal to: 
dP, 
P=" a7, -& (100) 
dQ. 
see E, Cc (101) 
So that 
Or. 
d E. ee. = C; 6, + Cz 0, a C; e. (102) 
Ove 
Tam, 7% — CeOe FCs Oy + Coes (103) 
or 
Ci ie + C. Oy + C, Qe = 0 (104) 
Ci 6, + Cs 0, + Cs Qe = 0 (105) 
Solving these equations for 6, and e, 
C,Cz— Ci Cs 
01 = + 6.0,— GC; 0. (106) 
C,Cs— CoC, 
eee CC CC, 6. (107) 


Equation (56) under the discussion of the four-machine 
problem gives the relation for a, applicable to this 
problem. For small variations in 6., 0,, and @ 


O Ay : _ 
0 by 

= C, 0. + Cro 6, =te ee Co (109) 
Substituting the above values of @, and e, from equa- 
tions (106) and (107) in equation (109) 


0a: 


0 dz 


aA; = 0,+ Oy + Os (108) 


C,C;,—-— Ci Cs 
We = [ Cot Ci GC, O.0; , 

Cy C; — C2 C, 

te Cae co ee | Oe 
Cs (C2 Cs— Cs Cz) + Cu (Cr Cr — Ci Cs) 

£ Carr C;— CC, : 

pei Ge 0. 5 
(110) 


As long as the coefficient of 0, is negative the system is 
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stable. The limit will occur when it is equal toJzero. 
Since the denominator can never equal infinity the 
limit occurs when 


Cy (C2 Cg — Cs Cx) + Cio (Cy Cr — Ci Co) 
+ Un (C1 Cs— C2Cx) = 0 (111) 
Resumé of coefficients: 
Ci = Yac Hs Ec sin (20 + Gyo + $s) 
Cz. = Ya. Ha Eo sin (hao + hyo + G3) 
+ Y,. Ep Ec sin (hyo + $2) 
Cy = Vac Es Ec cos (20 + Gyo + $3) 
Cs = Ae Es Ec cos (hzo =" Py0 +- ds) 
+ Yi. Hp Ec cos (yo + G2) 
or: 
Se ame hp 
ae Vac Es cos (dz0 a Oyo = ds) 
d P, 
— Yo. Ex cos (yo + $2) + 2 Yeo He cos os — “aR 
ae bee 13 GP. 
E, + cc L4G COS do — d va Be 
dQ. 
a me ie 
== You Es sin (d20 == yo ar ds) 
dQ. 
a= Xue Ez sin (yo on ge) al 2 ae Ec sin OF) aa “ 
Q. ; dQ. 
= Ea d Y.. Eo sim Po — “dE. 
Me . 
Cy =—- Ex, Eg sin (b20 — $1) 
Ye . 
= WwW. E, Ec sin (dso + Gyo — ds) 
Yo « 
+ W Ex, Ex sin (b20 + $1) 
b 
Dias : 
Cro = — W Ey Eg sin (pzo + Gyo — $s) 
Yo py 
+ W, c SiN (dyo — 2) 
C Y ae R 
et (ileal cos (dio + hyo — $3) 


rae E 
ee Ws B COS (dy — 2) 


_ Stability limits were calculated for systems whose 
load characteristics are represented by the full lines in 
Fig. 7. These results were compared with similar 


yo 


ovloulations assuming the load characteriatios were 
thove of a conatant shunt admittance as represented by 
the dotted tine on the same figure, The first case 
investigated conaiated of a aimplified ayatem form 
of the avatem in whieh the impedance connecting 
@ and 6 is infinite, that connecting 6 and ¢ (0 + 9 
100) ohma and that connecting @ and e¢ (0 +} ¥ 200) 
ohms, Voltage was assumed to be maintained at 220 
kv, at @ and ate, Caleulations were made for a large 
range of loads both positive and negative at 6 and the 
results showed an extremely close agreement for stabil- 
ity limita for the two types of load characteristics, 
varving not more than 5 per cent for the extreme ease, 
In addition similar caleulations were made for a practi- 
eal case in whieh line resistance and charging current 
were taken into consideration, The results indicated 
the same close agreement, from whieh it may be con- 
cluded that for all static stability calculations loads not 
containing large synchronous machines may be repre- 
sented by shunt admittances of equivalent kya, 


Appendix U1 
DERIVATION OF ACCELERATION EQUATION 


sof 
ed it ie Fs 
Let 
aw = Acceleration 
T = Tergue 
! = Moment of Inertia 


1 


) = Stored energy 
Instantaneous power 
Angular velocity 

: Frequency 

In & @ S Units 


=o y 
i a 


7 a 


2 (5 a t) 


Since 


1 
> a J = Stored energy at any instant and 


Tw = Instantaneous power = P 
& } > 


qa 


oP in mechanical rad. per see. per sec, 


Yo this point a and @ have been expressed in me- 
chanical radians, These may be converted to elec- 
trical radians by dividing both Sides of the equation by 
thetnumber ef poles. But since these will cancel out 
the“above expression is also true for @ and @ expressed 
in_electrical radians, Since 
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w = Angular vel, in electrical rad, per sec, 
=2yrf 
2 w f 860 
27 
= 860 f degrees per sec, 
Therefore 


180; 
a= ee P electrical degrees per sec, per sec. 


This expression is rigorously true using instantan- 
eous values during a disturbance, A good approxi- 
mation is to assume f and # constant and letting a 
vary only with ?. For a 60 eyele system having a 
natural period of one second in which the total swing is 
60 degrees the maximum error using this approximation 
isabout 1 per cent, 

For static stabilty calculations, however, since the 
departure from synchronism is inappreciable, the error 
introduced by this assumption is also inappreciable, 

In the above formula if & is expressed in watt-sec., 
P should be expressed in watts and if # is expressed in 
kilowatt-see,, P should be expressed in kilowatts, 


Conversion formula for F 
Bh, ww ceo. = 2.3 (WR) (R. P. M,)? & 10° 
(W R®) expressed in Ib, ft 
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Discussion 

F. E. Terman: An illustration that indicates the thorough- 
ness of the authors of this paper is their discovery of the fallacy 
of the classical belief that the maximum angle of stable operation 
of a network is the angle of maximum power of transmission. 
In reality the angle is a little greater, permitting stable operation 
slightly beyond the point of maximum power. ‘The difference 
between the old and the correct belief is not great, but its dis- 
covery was a real achievement, 

One of the most uncertain factors in stability computations is 
the characteristic of the load under change of voltage. Some 
investigators have assumed a load that drew constant power and 
reactive power as the load voltage changed (approximated by a 
motor load), while others have assumed that the load was such 


- as to maintain the load voltage constant at all times (equivalent 


to assuming a receiving synchronous condenser of infinite 
capacity.) The former assumption gives computed results 
worse than are actually to be expected, and the latter leads to an 
optimistic result, considerably better than can be realized in 
- practise. The actual load is one that allows the voltage to drop 
during disturbances, and as the voltage drops, the power demands 
of the load become less, and the power factor of the load improves. 
The power does not drop as fast as it would with a load consisting 
of an admittance of constant value, so that the admittance-load 
characteristic used by the authors is a correct assumption only 
in so far as the improvement of the power factor of the actual 
load can be considered as off-setting the less favorable power 
characteristic of the real load. When the voltage fluctuation is 
small it is likely that a constant-admittance load would give 
about the same result as a practical load, but for Jarge fluctua-~ 
tions, as 25 per cent, this almost certainly would not be the case. 

Actually, we don’t know much regarding the reactive and real 
power drawn by the load when the voltage is suddenly changed. 
I should like to see some of the power people make tests, such as 
dropping the voltage at a distributing center first by 5 per cent, 
then 10 per cent, and so on, noting the change of power and power 
factor caused by each drop. Such information would be in- 
valuable for stability studies, and could be obtained without 
creating an appreciable disturbance to service. At present 
we can get correct results for the conditions assumed, but we 
have very little idea how correct our assumptions are. 

In applying the results of the paper to present transmission 
practise several points must be kept in mind. The results pre- 
sented in Fig. 21, giving the effect of a midpoint condenser on 
the power limits neglect charging current, which is an important 
factor on lines over 200 mi. in length. In interpreting this figure, 
one must also remember that it is only the lower curves that apply 
to ordinary conditions. This is because the ratio of voltage at 
the midpoint of the line to the internal voltage of the generator 
(not terminal voltage) is normally less than unity. Boosting 
the midpoint voltage abnormally high by the use of a condenser 
is in effect increasing the average transmission voltage and this 
will obviously raise the power limit. The intermediate condenser 
when used to make the midpoint voltage higher than the terminal 
voltages will give the large increase in power limit shown by Fig. 


‘ 
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21 in the upper curves, but this is gained at the expense of 2 
poor voltage distribution along the line, and in a large measure 
could be obtained by the alternative method of omitting the 
condenser and raising the terminal voltages a little, thus keeping 
& flat voltage distribution. Such a flat distribution would aot 
put as high a voltage on the midpoint of the line ae would be 
present when the synchronous condensers were vied. 

Vigs, 22 and 22 have been computed for an actual tranemisvion 
line that has charging current, and indicate that a large inter- 
mediate condenser is required to raise the stability limit very 
much, An ordinary condenser has around 100 per cent #yn- 
chronous reactance (1. ¢,, sustained short-virevit current equals 
fulload current). On the basis of this, the curve marked 100 
per cent reactance represents an installed capacity of 100,000 
kv-a, and the 25 per vent reactance eurve represents G00 /000- 
kv-e, installed capacity. An inspection of Figs. 22 and 2 
indicates that an intermediate condenser in the order of hundreds 
of thousands of ky-a, is required to give large increases in the 
power that can be transmitted over the Vine. 

Even with the use of large condensers, the gains that could be 
expected on an actual transmission system would be much lees 
than indicated in Figs. 22 and 23 because these figures are based 
on the assumption of infinite-capacity bus at the receiver. An 
infinite bus is one which will keep its voltage absolutely constant 
during all kinds of system troubles, and mo actual bus comes 
anywhere near being 4n infinite bus. Dr. Bush and Mr. Booth" 
made some computations which showed that condenser eguip- 
ment giving about 40 per cent increase in limit under the assump- 
tion of infinite bus at the receiver, would give less than half 
of this gain in power limit with a finite bus approaching ordinary 
characteristics. There is 2 large difference between the actual 
finite bus and the theoretical infinite bus of the curves. 

To sum up the situation, it is evident that this paper indicates 
that the increase of power limit that can be obtained by the wae 
of intermediate synchronous condensers of usual characteristics 
is small unless the intermediate condenser bas a capacity of at 
least 100,000 ky-a. and preferably two to four tisnes this amount. 
Using standard condensers of 400,000 kw-a. capacity the increase 
in power limites with a finite receiver bus would probably be less 
than 49 per cent, 

This is a discouraging)y smal) gain for the price it costs. It 
seems that in all probability the next step lies in the development 
of low-impedance condensers used in conjunction with guick- 
excitation systems. A 100,000-ky-a. condenser having 10 per 
cent leakage reactance with an instantaneously acting exciting 
system would give the same increase of limits as a 1,000 ,000-4-a. 
condenser of present standard type with the usual excitation 
speed. Such a condenser at the midpoint, with another at the 
receiving bus, would do wonders toward increasing the power 
limit of a transmission system. A condenser of this type at the 
receiver would give the practical equivalent of an infinite bus, 
and one at the midpoint would be substantially equivalent to a 
condenser of zero reactance. Vig. 23 shows that the gains would 
be very substantial. 

R. D. Evans: With reference to Dr. Terman’s discussion 
regarding the maximum angle for which systems are stable we 
did not wish to emphasize the point unduly because for commer- 
cial systems the increase is not very marked. However, when 
several synchronous machines are being considered it ie very 
important to have the right type of limit. In this connection 
it may be observed that the maximum delivered power will in 
general occur for an angle less than the maximum stable angle; 
80 that for practical calculations of power systems, the methods 
commonly in use are, according to our views, correct. 

With respect to the discussion on the characteristics of the 
loads, we feel considerably more optimistic than Dr. Terman. 
We have made tests on our shop system in order to determine the 
variation of real power and reactive power for changes in the 
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supply voltage and have found that the methods described in 
the paper apply. Also we have taken a number of power- 
company systems and segregated the load into relatively small 
units and studied their characteristics. We have found their 
variation of real power and reattive power with respect to voltage 
and combined them, and obtained the results described in Figs. 6 
and 7. Finally, we have taken a static load, one of constant 
impedance, and analyzed it from a theoretical standpoint, con- 
sidering the variation in real power and reactive power, with 
angle and voltage as worked out in Appendix II of the paper. 
For these conditions also the check was very good. Of course 
all who are interested in the theoretical calculations would wel- 
come any kind of test which would give the fundamental experi- 
mental data on this subject. 

With respect to the curves showing the increase in power, I 
wish to emphasize the point, that the curves have been plotted 
on a conservative basis. For example, the condensers were not 
located at the theoretically most advantageous point, but were 
placed at the middle of the line regardless of the effect of the 
terminal equipment. The curves for 220 ky. and 110 ky., 
plotted in Figs. 15 and 18, are based on constant voltage on the 
high-voltage side, and no attempt was made to take advantage of 
any over-voltage. 

There is another phase of this problem with respect to the 
static limits, which is important. The method and calculations 
as presented apply directly only to the limits that obtain with 
fixed excitation of the machines. It has been demonstrated 
that quick-response excitation systems under the control of 
suitable regulators will increase the loads which can be earried. 
This was first pointed out by E. B. Shand and first experimentally 
verified during 1925 by the authors of the present paper. We 
wish to make it clear that we have not included in the figures 
given in this paper any advantage which will accrue as a result of 
quick-response excitation systems. 


P. L. Alger: There are two points in this paper that I wish to 
discuss. In the first place, the authors have concluded that 
under certain conditions, stability of a transmission line can be 
maintained beyond the impedance angle, and the exact limiting 
angle up to which stability can be maintained, depends upon the 
relative inertias of the sending and receiving-end machines. 

This conclusion seems to be unreasonable, as the static stability 
limit is reached when the machines pull out of step so slowly that 
inertia effects should be negligible. What the authors have 
shown is that when the angle of maximum power is reached, 
and passed, the motor begins to slow down, the line current 
increases, and the generator also slows down until such time as 
the governor of the generator prime mover operates. If the 
generator inertia is sufficiently small, it will obviously retard 
faster than the motor, and the two ends of the line will stay in 
step at first. On the ninth page, the authors say—‘‘The system 
as a whole will retard, reducing the frequency, but this will be 
taken care of by the automatic governors.” 

The fallacy in saying that the machines are stable beyond the 
angle of maximum power, lies in the assumption that the governor 
is able to reaccelerate the motor after it once has begun to slow 
down. What actually happens is that the motor and generator 
retard together until they have acquired an appreciably lower 
velocity than normal, and then the governor feeds more power 
to the prime mover, and the system breaks apart, The ad- 
ditional power reaccelerates the generator, and supplies ad- 
ditional power to the line, but this extra power is dissipated in 
extra copper losses, and the actual power received by the motor 
decreases. As the motor will not reaccelerate until it receives 
more than the power it had when it went out of step, and as it is 
impossible for the line to deliver more than the amount of power 
it did when the motor began to slow down, the motor can never 
be restored to speed, and so the system is unstable. 


Thus, the authors have shown that when a system becomes 
unstable, the sending and receiving ends may stay in step while 
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retarding up to the time the governor operates, instead of falling 
out of step immediately, as might have been thought. This 
conclusion is interesting, but is of no practical importance. 

The second point that I should like to bring out is the matter 
of the additional condenser capacity required in order to secure a 
given additional amount of power over a transmission line. 
This ratio of additional kv-a. of installed condenser capacity to 
additional kw. output obtainable is the fundamental factor that 
determines whether the scheme of an intermediate condenser 
station is or is not of practical economic importance. 

Fig. 21 of the paper presents curves showing the additional 
percentage output obtainable by using intermediate condensers, 
assuming a transmission line without resistance and without 
charging current. On this ideal basis they show that about 50 
per cent additional kw. can be sent over a line by this means, 


E. 
on the basis of the reasonable values of a = 0.9, and 
A 
Z 
> = 0.6. From equation (42), and the other data given, 
L 


I calculate that this result is obtained by adding 200 per cent of 
the original line capacity in condensers. Or, in order to obtain 
each kilowatt of additional line capacity, it is necessary to add 
4 kw. of condenser capacity. Under the different assumptions 
used in Fig. 22, approximately the same ratio is shown. Here, 
the authors have assumed no line losses, an infinite bus at the 
receiver, a very low generator reactance, and they have not 
stated clearly how they allowed for the important effects of the 
line charging currents. 

Thus, the results of the paper indicate that under practical 
conditions it will be necessary to install much more than four . 
times as much condenser capacity as there is obtained additional 
line capacity; and so it does not appear that the scheme of the 
intermediate condenser station is of great economic value at the 
present time. 


In spite of my feelings that the results they have obtained are 
not of immediate practical importance, I feel that the authors 
have performed a great deal of useful work in their study of 
this important problem, and that their paper will be of great value 
as a basis for further study. 

R. D. Evans: The question of the limiting stable angle is 
quite involved. ‘The criterion selected was that the system be 
forcibly displaced slightly from the normal condition for which 
the mathematical solution of the voltage, power, and circuit 
conditions were satisfied. In order to determine whether or 
not the system pulls out at that point one must consider the 
transient and on account of the inertia and electrical loads one 
end tends to move more rapidly than the other. The possibility 
concerning which Mr. Alger is doubtful (if I understand him 
correctly), is the fact that if the angle is increased slightly the 
machine that is leading may tend to slow down more rapidly, 
and therefore to stay in step. 

Concerning the question as to the effect of the governor, 
it is necessary only to point out that when the angle is decreased, 
more power can be transmitted. 


With respect to the second point brought out by Mr. Alger, 
the amount of condenser kvy-a. that has to be added to a system 
to increase the amount of power which ean be transmitted, I do 
not know the exact basis used for his computations. If one 
considers the case of a system operating close to the static limit 
without a condenser and the ratio of the increase in reactive 
power to the increase in real power and then compares the 
corresponding conditions with a condenser operating near the 
static limit, it is true that one will obtain a relatively large 
increase of reactive kv-a. for each kilowatt increase. 

The practical condition, however, is this: the system will be 
operated appreciably below static limit and under these eon- 
ditions the increase in condenser capacity for each kilowatt of 
inereased power which can be transmitted is not nearly so large 
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as indicated by Mr. Alger. Furthermore, the total magnetizing 
ky-a. required by the system is actually less when supplied by 
machines which are distributed than when all condensers are at 
the receiving end. If the means for supplying reactive kv-a. 
are distributed an increase in the power limit is secured. So, for 
the practical conditions one can increase the power transmitted 
and also increase the margin of stability and thus arrive at the 
best compromise as to the increase of condenser capacity on the 
system and the amount of power to be transmitted, and in no 
event will one closely approach the static limits. 

R. W. Mackey: (communicated after adjournment) The 
paper by Messrs. Wagner and Evans covers the cases of the static 
stability limits of straight-line transmission with one or two 
intermediate condenser stations, but where the system is more 
complicated or in the form of a network with condenser stations 
distributed on. the network the mathematical method becomes 
eumbersome and practically impossible of solution. 

The case I have in mind is the 220-kv. interconnection now 
being carried out in the east between the Philadelphia Electric 
Company, The Pennsylvania Power & Light Company, and the 
Publie Service Gas & Electrie Company of New Jersey. 

During the last four months we have developed the mechanical 
model demonstrated by Mr. Evans for application to the quanti- 
tative solution of such complicated systems. 

In the above case we were more concerned with the transient 
stability under short circuit and worst switching conditions than 
anything else but our solution also gave information as to static 
conditions. 

I should like to elaborate on the methods used but this whole 
investigation is being prepared in the form of a paper to be 
presented by Messrs. Bergvall and Robinson. 

At this time I mention this as it may be of interest for members 
to know that we are tackling the more complicated systems and 


expect to obtain great help from the analogous eecrrones 


mechanical system. 

C.F. Wagner: Dr. Terman’s remarks regarding thed increase 
in power occasioned by the use of an intermediate condenser 
station are substantially correct and in accord with our point of 
view. We concur with his remarks regarding the desirability of 
low-reactance condensers and quick-response excitation. In 
interpreting the curves showing the itiprovement on actual power 
systems, several facts must be born in mind. These results show 
the static limit of lines in which the amount of copper was 
dictated by loads considerably below the static limit, that is, 
for loads determined by the transient limit. If the static limit 
were determining, larger conductors would have been chosen for 
the line without condensers and still larger conductors for the 
line with condensers. A comparison under these conditions, 
paying due regard to the increased financial burden occasioned 
by larger conductors, would have been much more favorable 
for the intermediate condenser. 

Mr. Alger questions our ideas regarding the limiting angle and 
states that our conclusions seem unreasonable to him. He 
cannot agree that the inertia has anything at all to do with the 
maximum angle at which the system can operate. Perhaps a 
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discussion of a simple system consisting of a synchronous genera- 
tor and synchronous motor with a connecting impedance in which 
the resistance is equal to the combined reactance of the line 
and machines, may clear this point. For the first case let 
the inertia of the generator be extremely large and the inertia 
of the motor, small. This corresponds to a small motor con- 
nected to a large system through an impedance. It is evident 
then that no action of the motor will be reflected in the main 
system. The power input into the motor will then increase until 
the angle reaches 45 deg., beyond which it will decrease. The 
limiting angle in this case is equal to the impedance angle. This 
is the more familiar arrangement and one from which the idea 
that the angle could not exceed the impedance angle was prob- 
ably derived, but conclusions drawn from this illustration eannot 
be applied indiscriminately to other cases. Consider now that 
this synchronous motor is acting as a generator and is feeding 
power into the large system through such an impedance. Again, 
any phenomena in the generator will have an inappreciable 
effect upon the large system, whether it be voltage change or 
change in phase position of the rotors. With increasing angle 
the power input into the system will increase until an angle of 
45 deg. is reached, beyond which the power will decrease. But 
what oceurs to the output of the generator? This increases 
continuously even beyond 45 deg., reaching a maximum at 135 
deg. While the input into the system decreases beyond 45 deg. 
the increase in copper loss is more than enough to overcome the 
decrease in system input. Now the generator responds, not to 
input into the system, but to its output. The system will be 
stable up to an angle at which an increase in angle no longer 
produces an increase in output, which in this case is 135 deg. 

It is hoped that this discussion will make more lucid our 
conception of what occurs when the limiting angle is reached. 
While this discussion considered only limiting cases in which the 
inertia of one of the machines was extremely large it should 
be clear that for machines with more nearly equal inertias the 
difference in operation is one of degree only. These ideas have 
been verified by shop tests in which, citing from random, we have 
been able to obtain angles as large as 140 deg. No particular 
effort has been made to obtain larger angles. 

I am at a loss to understand Mr. Alger’s criticism of Fig. 22, 
when he states that no line losses were ineluded in the caleula- 
tions and we had not clearly stated how we had ‘‘allowed for the 
important effects of the line charging currents.’”’ The develop- 
ment of the formulas presented in the paper were premised on the 
most general type of circuit including both lumped and dis- 
tributed constants. The general form of the equations are given 
in equations (1) and particular reference was made to distributed 
constants in the paragraph preceding equations (3). Mr. Alger’s 
remarks regarding the efficacy of condensers should be tempered 
by the same considerations mentioned in the discussion of Dr. 
Terman and our reply. We do not agree with Mr. Alger that the 
scheme of the intermediate condenser station is not of great 
economic value at the present time, but on the contrary see 
wonderful possibility in its utility for the transmission of large 
blocks of power over great distances. 
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Synopsis.— Phe paper reviews the general characteristics of large 
synchronous condensers, with particular reference te the passibilities 
ef greeter standardization in condenser specifications. Particular 
emphasis is placed on the question of the ratio of lagging ie leading 
kee. capacity, and W ts concluded that about 50 per cent lagging 
capectty is rermal, while any tmpertent increase tm thts ratio 
requires speciel design of greater size and cet. Alfentton ts 


I. Qszsect oF PAPER 

E large amounts of leading kv-a. required by 

modern power systems are most economically 

provided by means of synchronous condensers, 
and so the numbers and unit sizes of these machines 
have steadily increased in recent years. Thus, in 1925 
two 40,000-kv-a., and this year the first of three 50,000- 
kv-a. condensers were placed in service on the Pacific 
Coast, while upwards of 35 others of Sizes above 1000 
kv-a. were built in the United States dumng 1926. 
Their continually Increasing importance makes it de- 
Srable to Smplify and standardize specifications for 
them as much as possible by eliminating unnecessary 
restrictions on their design. This paper is devoted to 
the description of some of these possibilities, and to the 
review of present practises in condenser design. 
It. Principal CHARACTERISTICS OF SYNCHRONOUS 

CONDENSERS 

The outstanding advantage of the synchronous con- 
denser from an operating point of view, as compared 
with other means of supplying corrective kvy-a., is the 
fiembihty of its control. Once the machine is con- 
nected to the system. the reactive kv-a. it supplies can 
be varied continuously over the entire range from 50 
per cent or more laeving to full leading ky-a., by smple 
adjustment of its field current. The adjustment can 
readily be made fully automatic, and so any desired 
condition, such as constancy of voltage or of power fac- 
tor at a given point on the system, can be mainiained= 
This ease of adjustment also enables machines of very 
large Size to be put on or taken off the system without 
appreciable disturhance. Thus, the economic advan- 
tages of large Sires can be fully reahzed with syn- 
chronous condensers. 

Ak, from the manufacturer's point of view, the syn- 
chronous condenser has an outstanding advantage over 
other rotating machines due to the fact that it nather 
@rives nor is driven by any other apparaius. This 
permits a Single, most econemical, speed to be used for 
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called to the adrantage to be gainedgby thefuse of reactors in place of 
such orersized condensers. where exira lagging capacity is needed. 
Separaie sections of the paper are derofed in starting and stability 
characteristics, and to recent improremenis in the dezign of 
synchronous condensers. Finally, the use of asynchronous 
condensers is discussed and found fo be undesirable. 
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any givensize, which, in turn, greatly helps standardiza- 
tion. Besides, the torque required being merely that 
to hold the rotor in step, the usual stability limitations 
of synchronous machines are lifted, and consequently 
very high current loadings can be employed. All these 
things contribute to the attainment of low costs. On 
the other hand, the low imitial cost of the condenser 
itself and the smal] amount of associated equipment 
required combine to make the operating cost of the 
power losses an abnormally high proportion of the 
whole. On this account, special emphasis is placed 
on the attainment of low losses in synchronous con- 
cost. 


Ill. Posstsiuimies oF STANDARDIZATION 
or CONDENSER DESIGN 


Ideal conditions for standardization combined with 


and when contracts are awarded on the basis of the best 
performance on the non-fixed requirements. In this 
way, each manufacturer is given maximum freedom for 
the use of his available developments and for the play of 
lutely necessary are laid down, all manufacturers are 
forced to de some things m the same way, with conse- 
quent inconvenience and increased developmental costs 
for some of them. Synchronous condensers much more 
types of rotating machines, and yet it seems that fur- 
ther progress in this direction can be made. 
frequency and by the method of rating employed, there 
are four variables that the purchaser may specify in 
describing a synchronous condenser. These are: 

1. Leading kv-a. capacity, or rating, 

=: Nember of pales aoe 

3. Voliage, 

4. atin of lagiiaae Gh Ramla camel 

The first of these is the fundamental variable that 
determines the size of the machine, so that the only 


possibility of standardization here is im the limitation 


of the number of ratings called for. Present practise 
in this respect is quite satisfactory, as the list of usual 
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ratings given in the first column of Table I has incre- 
ments of at least 20 per cent, and intermediate ratings 
are seldom called for. 

It is not desirable for the purchaser to specify the 
speed, as this limits the manufacturer’s possibilities, and 
usually handicaps one more than another. The natural 
desire to improve his designs, and the economic urge of 
competition will cause each manufacturer to select the 
most economical speed for each machine, and the ulti- 
mate user has, therefore, nothing to gain by insisting 
on any particular value for it. As high-speed machines 
are lighter and more efficient than low-speed machines 
up to the points at which mechanical stresses and wind- 
age losses become limiting, it follows that synchronous 
condensers are normally built for high speeds. At the 
present time the speeds listed in Table I are customary, 
but the ratings at which the speed is changed vary 
slightly among different manufacturers. Usually, 
machines are guaranteed for 25 per cent overspeed. 

Sometimes condensers are placed in substations in 
residential districts where quiet operation is essential, 
and this has been thought to require machines of lower 
than standard speeds. However, it is possible to so 
enclose a high-speed condenser as to make it satis- 
factorily quiet at less cost, and with better performance 
than can be obtained by using a speed below standard. 


TABLE I 
MOST ECONOMICAL SPEEDS AND VOLTAGES 
SYNCHRONOUS CONDENSERS 


OF LARGE 


Kvy-a rating 60 cycle, r. p.m. Voltage 
1,200 2,400 /4,150 
1,200 2,400 /4,150 
1,200 2,400 /4,150 
1,200 2,400 /4,150 

900 2,A00/4,150 
900 2,400 /4,150 
» 90 2, A00 /4,150 
900 6,900 or 11,500 
900 6,900 or 11,500 
900 6,900 or 11,500 
720 or 900 11,500 or 12,800 
72 11,500 or 13,800 
600 or 720 11,500 or 13,800 
600 13,500 
600 12,800 
600 12,800 


_ For large sizes, it is often economical to use a com- 
pletely closed system of ventilation with water coolers, 
as described in section VIII. If this is not desired, it is 
still possible to reduce the noise to a very small amount 
by using a standard enclosed machine with the addition 
of an air discharge chimney on top. Felt covered 
baffles can be so placed in this chimney as to practically 
eliminate the high pitched part of the noise without 
impeding the air flow to an important extent. 
The voltage situation is not so simple as that of the 
speed, as there are so many different system voltages 
employed. However, the recent conferences on the 
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subject, at New York and Niagara Falls (culminating 
in the new N. E. L. A. table of preferred standard volt- 
ages), give promise of some improvement. Also, as 
synchronous condensers are frequently provided with 
their own transformers or are fed from special tertiary 
transformer windings, it is often possible to choose the 
voltage that gives the most economical design. If the 
condenser voltage is too high, excessive insulation costs, 
and extra losses due to the large slots required will 
result; while if it is too low, excessive costs for the high 
current-carrying capacity and extra losses due to eddy 
currents in the massive conductors will arise. Hence, 
there is a most economical voltage for every rating, 
values of which are indicated in the third column of 
Table I. 

In practise, the cost advantages of standardization 
are greater than those secured by selecting the ideally 
correct voltage, so that only the standard voltages 
nearest the ideal value are given in the table. It is 
customary to make the smaller machines suitable for 
either Y or delta connection. 

The remaining variable is the ratio of lagging to 
leading kvy-a. capacity. When a condenser is to be 
used solely for power-factor correction, to compensate 
for the lagging kv-a. of an industrial load, the lagging 
kv-a. capacity is of no direct interest, and so, in these 
cases, it is rightly left for the manufacturer to settle. 
As a value of the ratio not far from 0.5 gives the most 
economical design for leading power-factor operation, 
this is the value characteristic of most standard con- 
densers. However, when condensers are to be used for 
voltage regulation, a considerable lagging kv-a. capac- 
ity is useful to hold the voltage down at light loads, 
and so, purchasers frequently specify a value of unity 
for this ratio. This imposes a considerable handicap 
on the designer and requires a special machine so that 
it is desirable to find some other way to obtain the 
desired results. It is worth while to study this question 
at some length, so the effects on design of varying this 
lag /lead ratio will first be described, and then methods 
of securing the desired operating results with normal 
condensers will be considered. 


IV. Laccinec Ky-A. CAPACITY SECURED BY CHANGES 
IN CONDENSER DESIGN 


The line current of a synchronous condenser is always 
equal to the difference between the voltage induced by 
its field and the impressed voltage divided by its syn- 
chronous reactance and corrected for saturation. 
Over-excitation of the field produces a leading current, 
and under-excitation produces a lagging current. The 
maximum possible lagging current occurs with zero 
field current, and is therefore equal to the line voltage 
divided by the synchronous reactance. While stable 
operation with a small reversed field excitation is 
possible, the trouble of providing for this reversal and 
the attendant increased likelihood of the condenser’s 
falling out of synchronism make it inadvisable. For 
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our purposes, therefore, the ratio of maximum lagging 
to normal leading kv-a. capacity of a synchronous con- 
denser may be taken equal to the reciprocal of the per 
cent synchronous reactance, or to: 


0 
Sa 100 Y, 
As lagging kv-a. are supplied when the field is under- 
excited, under this condition, the saturation of the 
magnetic circuit is slight and may be neglected. On the 
other hand, the leading kv-a. are supplied when the field 
is over-excited, a condition in which saturation of the 
magnetic circuit is pronounced. 
If the ratio of the actual field excitation to the no- 
load air-gap excitation is represented by F, the per cent 
leading ky-a. is determined by the equation: 


Per cent leading kv-a. < 100 (F — 1) Y. 


(1) 


Per cent maximum lagging kv-a. = 


(2) 


= 
Por coat (Leading & Lagging) Kv-a. Foo 


(100 Per cent = 7500 kv-a.) 


KV-A. IN PER CENT OF NORMAL 


0 
0 04 08 1.6 2.0 24 28 
Whe : LAGGING/ LEADING KV-A. 


Fie. 1—Rewuative Leaping anp LaGcGine Ky-a. Capacities 
oF A 7500-Ky-a., 900-Rev. Per Min. Syncuronous Con- 
DENSER WITH VARYING AiR-Gap LENGTHS 


Without saturation, the inequality sign becomes an 
equality sign, so that (2) reduces to (1), if F is made 
equal to zero. Adding (1) and (2), the sum of the lead- 
ing and lagging ky-a. is found to be, 

Per cent (leading + lagging kv-a.) < 100 F Y, 


0 rated field current 
S. C. field current 


Equation (3) indicates that the sum of the leading 
and lagging ky-a. capacities of a given machine is 
nearly independent of the no-load excitation. At full 
leading kv-a., (2) becomes equal to unity, so that the 
relation between F and Y, is found to be, 


(3) 


No-load air-gap field current 1 ry 
Full-load field current aa $ 1+ Y, (4) 


Equations (1), (2), and (3) are plotted in Fig. 1 as 
functions of Y,. The dotted curves show the ideal 
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conditions in the absence of saturation, while the solid 
curves show the actual conditions for a particular 
7500-kv-a., 900-rev. per. min. condenser with different 
lengths of air-gap but with constant field excitation. 
The figure clearly indicates the sacrifice in leading kv-a. 
capacity necessary to secure greater lagging kv-a. If, 
instead of merely varying the air-gap, keeping the same 
stator, the entire design is changed always to keep the 
current carrying capacity of the stator winding just 
adequate for the maximum kv-a., slightly greater out- 
put can be obtained. For example, at a 100 per cent 
ratio of lagging toleading kv-a., a complete redesign will 
enable 83 per cent of normal leading kv-a. to be ob- 
tained as compared with only 75 per cent when the air- 
gap alone is changed. The more extensive changes, 
however, make the machine more special and require 
additional developmental charges, so that they are not 
always of economic advantage. 

These results may be summarized by the statement 
that a synchronous condenser of a given size-and cost 
may be designed to give any one of the four following 
combinations of leading and lagging kv-a. capacities: 
Standard su ae ...100% leading, 50% lagging 
Semi-standard............ 90% leading, 65% lagging 
Semi-standard............ 75% leading, 75% ‘lagging 
Special... . 88% leading, 88% ‘lagging 

Of course, these figures are only approximate, and the 
use of the nearest standard ratings, and of available 
design parts, will give rise to considerable variations. 
Nevertheless, they show the true effects, over a standard 
line of condensers, of different specifications for Y,. 

It is not worthwhile here to study the detail design | 
differences between machines with various values of 
Y., but it is desirable to clearly realize the reasons for 
the reduction of rating that accompanies an increase 
in it. If a standard condenser is to be given an in- 
creased lagging capacity, without increase in size or 
cost, its air-gap must be lengthened. This entails a 
corresponding’ reduction in. winding space on either 
rotor or stator and increases the field leakage, though it 
slightly decreases the armature leakage reactance and 
the pole-face losses. On the other hand, it is not 
practical to secure an increased leading ky-a. rating by 
reducing the lagging capacity below about 50 per cent 
because the air-gap excitation is already small compared 
with the total, and even a large reduction in the air- 
gap length will only make a slight gain. Further, when 
the gap is very small, excessive increases in armature 
reactance and in pole-face losses occur. 

These facts have long been appreciated by designers,? 
but it is believed that they are not generally understood 
and that they deserve greater emphasis than they have 
heretofore received. 

So far, we have merely shown that there is a definite 
decrease in ky-a. rating of a given machine if Y, is 
increased. There is also a distinct handicap in losses 
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in leading kv-a. operation imposed by a wide departure 
from the normal value of Y,. In Fig. 2, for example, 
there are shown the per cent losses of the same 7500- 
ky-a., 900-rev. per. min., synchronous condenser used in 
making Fig. 1. The curves show the expected full- 
load losses with different air-gaps, but the same stator, 
for both lagging and leading operation, as percentages 
of the kv-a. under each condition. These values of 
ky-a. are shown by the solid curves of Fig. 1. Re- 
designing the entire machine to obtain the best possible 
design for each length of air-gap does not materially 
reduce the losses, as shown by the points plotted at 
100 per cent Y,. 

We, therefore, conclude that it is desirable to keep 
the value of Y, between 0.5 and 0.6 for a standard line 
of synchronous condensers. Wide departures from 
this range increase both costs and losses and so cannot 
be considered standard, and keeping closely to it will 
greatly facilitate standardization and will tend to 
further reduce costs and improve performance. 
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The desirability of this fixation of the value of Y, 
from the cost and efficiency viewpoints being estab- 
lished, it remains to consider it from the operating 
viewpoint. 

V. OTHER METHODS OF SECURING LAGGING Kv-A. 
CAPACITY 

There are four principal methods of securing lagging 
ky-a. capacity without departing from normal con- 
denser designs: 

1. By reconnection of the condenser windings, 

2. By raising the condenser voltage by means of 
transformer taps, 

8. By use of reactors, and 

4, By reduction of the system voltage. 

The simplest general method of reconnection is to 
divide each phase in halves and connect unlike halves 
in series for lagging power-factor operation. On three 
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phase, this is equivalent to increasing the voltage in 
the ratio of 2/./ 3, and so it raises the lagging capacity _ 
to 4/3 of its normal value. However, unless rather 

complicated internal connections are made, the scheme 

considerably increases the short-circuit core losses.* In 

special cases, it is possible to change the number of 

circuits, and it is always possible to bring out taps 

from the winding in such a way that some of the arma- 

ture coils can be cut out, with similar effects. These 

schemes however, all involve rather expensive switching 

arrangements, and they are not conveniently adaptable 

to automatic operation; also, they all result in increased 

losses per kv-a., so that from this point of view they 

are not attractive. Some of the methods are desir- 

able for use in special cases, such as when a single. 
machine is to be operated at different times on circuits 

of different frequencies, but they cannot be recom- 

mended for standard practise. At best, it is not practic- 

able to double the lagging kv-a. capacity of a condenser 

by such means, so that they cannot completely solve 

the problem. 

The recent developments in tap changing trans- 
formers’ at first sight give promise of a solution by 
enabling the voltage to be varied at will over a wide 
range, without opening the circuit. However, on 
closer scrutiny, this possibility too is seen to be chimeri- 
cal. In the first place, the tap changing apparatus is 
quite expensive, and the cost of the condenser is con- 
siderably increased by the necessity for insulating it 
for the highest voltage used. These extra costs alone 
are about the same as the extra cost of making the 
original condenser good for full-lagging capacity, and, 
in the second place, the losses in lagging power-factor 
operation are considerably increased by this arrange- 
ment as compared with the latter scheme. 


In Fig. 3 there are shown curves of leading and 
lagging kv-a. capacity and per cent losses as functions 
of the impressed voltage, for the same 7500-kv-a., 900- 
rev. per. min., 11,000-volt condenser used in the previous 
figures. A voltage of about 130 per cent is required to 
give 90 per cent of rated ky-a. in lagging operation, at 
which point the losses are 2.2 per cent as compared 
with only 1.6 per cent for the oversized condenser built 
with a large enough air-gap to give the same lagging 
capacity (Fig. 2 at Y, = 1.55). The curves show that 
no appreciable increase in leading kv-a. capacity can be 
secured by reducing the voltage, so that there is no 
incidental gain from this source to offset the disadvan- 
tages in lagging operation. We conclude, therefore, 
that the voltage regulation scheme is not of value for our 
purpose. 

There remains the scheme of supplementing the de- 
ficient lagging kv-a. capacity of the standard syn- 


4. Reference No. 6 and GQ. Graham, M. M. F. Wave of Poly- 
phase Windings, Journat A. I. E. E., February 1927, p. 118. 

5. A. Palme, Application and Design of Load Ratio-Control 
Equipment, presented at the Regional Meeting of District No. 1 
of the A. I. EB. E., Pittsfield, Mass., May 25-28, 1927. 
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chronous condenser by the addition of parallel-con- 
nected reactors. As high-voltage air core reactors can 
now be built at costs per kv-a. which are about half those 
of synchronous condensers and with total losses of only 
about 1 per cent, this idea looks promising. The ob- 
vious objection to it is that it requires additional ap- 
paratus with suitable control and extra floor space. 


Per cent Leading Kv-a. 
of Oversized Condenser 


foes 
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Fig. 3—RELATIVE CHARACTERISTICS OF A 7500-Kv-a., 900- 
Rey. Per Min. SyNcHronous CONDENSER IN VARIABLE 
VoLTAGE OPERATION 


Furthermore, unless the reactors are to be thrown on 
the line all in one unit, expensive sectionalizing switches 
are required. Thus, the complete equipment is more 
expensive than a single oversized condenser designed 
for full lagging capacity. 

The comparison of ky-a. ratings obtainable for the 
same cost, given in part IV, show that a standard con- 
denser has 4/3 the leading kv-a. and half the lagging 
kv-a. ratings of an equivalent special condenser with 
100 per cent lagging capacity. Taking the cost per 
leading kv-a. of the standard condenser as 1, and that of 
a reactor as 14, the total cost of the standard condenser 
plus sufficient reactors to give full lagging capacity is 
1.25, while the cost of the special condenser is 1.33. 
These figures are rough, and they will be changed 
considerably by the addition of the extra equipment 
necessary, but they show that the costs of the two 
schemes are not widely different. 

In the long run, however, the capital cost of the re- 
actor scheme may prove to be the lower, for lagging 
kv-a. are principally required when a system is lightly 
loaded, in order to keep down the no-load voltage. 
Over a period of time, as the system load increases, the 
times of light load become shorter, and the minimum 
load becomes greater, so that less lagging ky-a. are 
required, and the demand comes to be for leading ky-a. 
capacity to hold the voltage up during overloads. 
Hence in some cases, it should be economical to install 
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reactors alone when a transmission line is first built, 
later to add standard condensers, and finally to take the 
reactors away altogether for use at some other place, 
orforsale. _ 

One of the chief reasons for specifying condensers 
with large lagging capacities seems to be the desire to 
make ample provision for the lagging kv-a. requirements 
in case these are greater than estimated. In such cases, 
it is often found that thé extra lagging capacity is not 
actually needed. If, therefore, it is realized that addi- 
tional lagging kv-a. can be secured at any later time on 
an economical basis by adding reactors, it will be pos- 
sible to purchase initially condensers that have a lagging 
kv-a. capacity only equal to the estimated requirements, 
for which standard machines are usually adequate. 

From the point of view of power losses, too, the 
reactor scheme may be attractive. Fig. 4 shows the 
total losses in per cent of kv-a. output for the combina- 
tion of the standard 7500-kv-a. condenser used in the 
previous figures with sufficient air-core reactors to give 
a total of 100 per cent lagging capacity; together with a 
similar curve for a larger condenser built with a suf- 
ficient air-gap to give it 7500 kv-a. capacity on both 
leading and lagging operation. At light lagging loads 
the smaller condenser is slightly more efficient, while if 
the condenser is shut down and the reactors alone are 
used at light loads, a large saving in losses results. At 
medium loads the larger condenser has a little lower 
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GENERATION 


A. Special synchronous condenser with 100 per cent lagging ky-a. 
capacity 

B. Standard synchronous condenser with 52 per cent lagging ky-a. 
capacity and 48 per cent kv-a. of reactors _ 


losses, but at full lagging kv-a. the combined unit gives 
better results. The variations are sufficiently small, 
however, to make the balance depend upon the operat- 
ing schedules. 

All these methods of securing extra lagging capacity 
involve extra cost and losses, so that it is desirable to 
avoid the difficulties by merely reducing the system 
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voltage. ~This reduces the leading kv-a. supplied by the’ 
transmission line capacity, and increases the lagging 
kv-a. due to the line reactance, thus greatly decreasing 
the lagging requirements. The voltage reduction may 
be made temporarily during a time of light load. In 
general, a system design that gives permanently large 
lagging kv-a. requirements is not the most economical. 


VI. METHODS OF STARTING SYNCHRONOUS 
CONDENSERS 


It is standard practise to provide synchronous con- 
densers with amortisseur windings and to start them 
from a low-voltage transformer tap or from an auto- 
transformer. This method of starting is readily adapt- 
able to automatic operation, and the equipment ‘re- 
quired costs less than a starting motor with its control 
and the necessary synchronizing apparatus. Unless a 
source of low voltage for the starting motor is already 
available, an extra transformer must be provided for it, 
and in this case the cost is very much greater; also, 
automatic operation with a starting motor is more 
difficult. The only apparent advantage of a starting 
motor is the possibility of securing a lower reactive com- 
ponent of the initial starting current by its means. 

As the starting kv-a. required by a standard con- 
denser is only about 30 percent of normal, and thiscan be 
reduced to about 20 per cent by adding oil pressure 
starting equipment, it does not seem that the use of a 
starting motor is ever necessary on this account. How- 
ever, in rare cases it may be desirable occasionally to 
use a condenser for line charging or for testing a trans- 
mission line, and a starting motor will then be necessary. 
If a condenser is to be operated on unbalanced voltages 
or under other conditions where a very low-resistance 
amortisseur winding is needed, the condenser’s starting 
characteristics will be poor and a starting motor will 
be desirable. 

In order to keep down the induced field voltage, it is 
customary to short circuit the field through a resistor 
during the starting period. The condenser will then 
come up to full speed on the tap voltage, and field is 
applied before it is thrown over to full voltage. When 
the change to full voltage is made, the field current being 
kept constant, the kv-a. drawn from the line will change 
suddenly by an amount depending on the value of field 
current used. Let 7 represent the ratio of tap to line 
~ voltage, Y, the ratio of lagging to leading kv-a. capacity, 
and FE the ratio of the field current during synchronizing 
to the no-load field current. Then the leading kv-a., 
drawn from the line on the tap, are represented by: 


T(E-—T)Y, 
and the leading kv-a. on full voltage are: 


For minimum shock to the system, these two must be 
equal, whence we find the best value of field current to 
use on synchronizing is: 

E=T+1 (5) 
which gives leading kv-a. equal to T' Y,. 
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As a standard condenser usually has a no-load field 
current equal to about one-third of its full-load field 
current, and as the tap voltage used for starting is 
usually not over 30 per cent, equation (5) showsthat the 
best value of field current for synchronizing is a little 
less than 40 per cent of its rated value. 

In practise it is convenient for the operator to deter- 
mine the best value of field current by taking two V 
curves on the condenser, one at full voltage and one on 
the starting tap, reading the current input on the line 
side of the compensator. Then, as indicated in Fig. 5, it 
is a simple matter to prolong the leading branches of the 
two V curves until they intersect, and this will give the 
desired field current. The magnetizing kv-a. of the 
compensator are usually large enough to make the de- 
termination by readings on the low side of the com- 
pensator considerably in error, as indicated by the 
dotted line in Fig. -5. 
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Fig. 


Previous articles dealing with this question have 
sometimes recommended the field current value corre- 
sponding to the same armature current on the leading 
branch of the low-voltage V curve and on the lagging 
branch of the full-voltage curve. In this case, the 
change from leading to lagging kv-a. will give an ap- 
preciable shock to the system, as the system excitation 
must change immediately in the opposite direction. 
As there is practically no torque exerted by the con- 
denser, the phase position of the pole with respect to the 
armature current is nearly the same for all values of 
excitation, and, therefore, whatever value of field cur- 
rent is used, there should be very little shock to the 
condenser itself. 

Since the transition from the tap to full voltage can 
be made without requiring any appreciable change in 
the phase position of the rotor or in the total kv-a. 
drawn from the line, it is not of great importance 
whether the circuit is momentarily opened during the 
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transfer or not. If the circuit is held open for an un- 
necessarily long time, amounting to a second or more, 
the rotor will fall back in phase and a mechanical shock 
will be experienced on reclosing. 

Instead of first closing the field through a resistor and 
later opening the resistor circuit and applying field 
voltage, it is often convenient to simply close the field 
through the direct connected exciter at the beginning, 
and allow the machine to synchronize itself on the tap 
voltage. In this case, the exciter must build up so 
slowly that the direct component of the field current 
does not become important until the condenser is at 
speed. If the exciter builds up too rapidly, the machine 
will not come up to full speed. The remedies in such 
a case are either to cut in more resistance in the exciter 
field circuit, or to use a higher tap voltage for starting. 


VII. 


There are two aspects of the stability question as it 
relates to synchronous condensers, the first dealing 
with the stabilizing effect of a condenser on the system 
voltage, and the second dealing with the ability of the 
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condenser to stay in synchronism during system dis- 
turbances. These will be considered in turn. 

A dead system load, made up of lamps, resistors, 
reactors and so forth, is characterized by a constant 
ratio between its voltage and current. If the voltage 
rises or falls, the current does likewise in an equal 
ratio, without change of power factor. A live load, 
made up of synchronous and induction motors, is 
characterized by a constant kilowatt demand, indepen- 
dent of voltage, so that in this case the power com- 
ponent of current rises if the voltage falls, and vice versa. 
With a dead load, therefore, a fall in voltage results in a 
decrease in line drop, while with a live load a fall in 
voltage gives an increased line drop. The former is 
always a stable, and the latter may be an unstable 
condition. 

For good system stability, it isnecessary to counter- 
act the effects of a live load by adding equipment that 
will give a rapid decrease in the line drop whenever the 
voltage falls. A static condenser is of no use for this 


ALGER: SYNCHRONOUS CONDENSERS 


Transactions A. I. E. E. 


- purpose, as the current falls with the voltage, and thus 


the voltage rise it produces falls also, increasing the 
instability. An induction voltage regulator can be 


. used, but its effect is secured by the action of its control 


mechanism, and so is notimmediate. Ontheother hand, 
a synchronous condenser fulfils the desired conditions, 
as it gives an increased leading current when the voltage 
falls, and vice versa. The action in this case is immedi- 
ate, as the field excitation is always equal to the sum of 
the values required to produce the voltage and the arma- 
ture current, and any decrease in one results in an 
equivalent increase in the other. This property of the 
synchronous condenser is of the greatest importance in 
problems of system stability. 

By automatic voltage regulator control of the con- 
denser field current, a delayed action of the same kind, 
that further increases the leading current when the 
voltage falls, can be secured, and, by using a quick- 
response excitation system with a proper voltage 
regulator, the time delay in securing the additional 
effect can be made very short. Or, by designing the 
condenser with a strongly saturated magnetic circuit 
at normal voltage, a large amount of field excitation 
will be released by a fall in voltage, and made available 
for the production of additional leading armature cur- 
rent. As Fig. 3 indicates, a normal condenser gives a 
slight increase in total leading kv-a. as the voltage falls, 
while a saturated machine gives a large increase. Thus, 
by the use of a saturated design the armature current 
may be made to instantaneously increase much more 
rapidly than the voltage decreases, even with a fixed 
field current. It is probable that these two ideas of a 
quick response excitation system and a _ saturated 
magnetic circuit will prove to be very useful in solving 
the future stability problems of large systems. 

A standard synchronous condenser with about 50 
per cent lagging kv-a. capacity has a pull-out torque 
of about 175 per cent of its rated kv-a., with full excita- 
tion. At no-load, the pull-out torque is reduced to 
about 75 per cent, and even: with zero field current, 
corresponding to full lagging kv-a., it still has a pull-out 
torque of about 20 per cent of its rating. A condenser 
designed for 100 per cent lagging capacity has corre- 
sponding pull-out torque values of about 225, 125, and 
30 per cent. A standard condenser of 5000 kv-a., or 
above, also has a value of W R? equal to: 


1000 


2 
SS ee ) lb. ft. squared 
rev. per. min. 


W R? = (6 to 8) (ky-a.) ( 

: (6) 

The familiar equation for the torque required to 

produce angular acceleration in a rotating mass can 

now be applied to determine what rate of change of 

frequency can occur without the condenser falling out 
of synchronism. This equation is: 


WR dw 
g dt 


(7) 


= torque, 
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where the moment of inertia in pound-feet-seconds 
squared is: 
2 


W iF 7 1000 
Be) cep (a) 
g Sauk rev. per. min. /’ 
approximately, (8) 
the angular acceleration in radians per sec. squared is: 


dw. dw 


Se) "a 


fdt 


2 d 
2; ( oa ) (rev. per. min.) aro (9) 


and the torque in foot-pounds is: 
7040 (kv-a.) 


Torque = (0.2 to 1.75) Fin pete 


(10) 

Substituting these expressions in (7), we find the 
allowable rate of change of frequency for a standard 
condenser to be: 


af 
fdt 


= (0.06 for zero field excitation 


= (0.23 for no-load excitation 
= (0.55 for full-load excitation (11) 
This means that the frequency could be changed 55 
per cent per sec. without causing a standard condenser 
operating at rated field excitation to fall out of step, 


provided the voltages at its terminals were held absolutely: 


constant and balanced. In practise, a system distur- 
bance usually both lowers and unbalances the voltage, 
so the actually allowable rate of frequency change is 
much less. 


The torque developed varies as the square of the 
voltage with no field excitation (full lagging operation), 
and just a little faster than the first power of the 
voltage at normal excitation (full leading operation). 
If one line terminal is opened, the condenser operates 
single-phase, and has a pull-out torque about 70 per 
cent of its value at the same voltage three-phase. If, 
however, the voltage between two terminals falls very 
far, corresponding to a short circuit between lines, the 
short-circuited phase acts as a generator feeding power 
to the fault, and the pull-out torque is reduced still more. 
Also, the existence of reactance in the lines and trans- 
formers may greatly reduce the pull-out torque. 
On the whole, therefore, taking into account these 
factors and remembering that the maximum torque of 
a synchronous machine is not fully available, due to the 
hunting that always occurs on disturbances, it is prob- 
able that not more than 10 per cent of the rate of fre- 
quency change given by (11) is permissible. 

Our conclusion is that a condenser operating at rated 
field current will stay in step during system distur- 
bances if the frequency does not change more rapidly 
than 5 per cent per sec.; and at zero field current it will 
stay in step during frequency changes up to 14 per cent 
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per see. If it falls out of step when the field excitation 
is very small, the condenser will behave like an induc- 
tion motor and will come right back into step after 
the disturbance is over, while at large excitations, it will 
come to rest and must be restarted; hence, the lessened 
stability of a condenser at reduced excitations is not of 
particular importance. On the basis of these figures, it 
seems that standard condensers have ample synchroniz- 
ing power for ordinary applications and that no weight 
need be attached to this factor in writing condenser 
specifications. 


VIII. RECENT IMPROVEMENTS IN CONDENSER DESIGN 

Designers are always striving to make more efficient, 
cooler, and more reliable machines without increasing 
the cost, and the results of their efforts should be re- 
corded at intervals. There are several recent improve- 
ments in condenser design that seem worth presentation 
here. 

The design of amortisseur windings, especially the end 
rings, has always presented a serious problem on large 


Fic. 7—Roror or 7500-Ky-a., 900-Rev. Per Min. 


SYNCHRONOUS CONDENSER 
Showing open amortisseur winding and finned field coils 


high-speed machines, as the support of the projecting 
bars and rings has proved mechanically difficult. 
Furthermore, the presence of a complete end ring has 
been very inconvenient in taking down and reas- 
sembling the poles. By simply omitting any end-ring 
connection between poles, the amortisseur winding bars 
can be shortened, and the ring segment placed close to 
the polepiece punchings. Theexpansion of the bars due 
to heating during starting is taken care of by leaving a 
small axial clearance between the rings and the pole 
pieces. This gives a very happy solution to the 
problem, as it avoids all mechanical difficulties and 
dangers from overheating of the exposed bars, and 
greatly facilitates assembly. Most advances in the 
art bring complications in their train, and it is therefore 
extremely pleasant to be abletorecord one that simplifies 
the design instead. . Fig. 7 illustrates this construction. 
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Fig. 7 shows the rotor of the same 7500 kv-a., 900 
rev. per. min. synchronous condenser referred to in the 
previous discussions, on which this simplified amor- 
tisseur winding construction-was used. The deterrent 
to the use of this scheme heretofore has been the 
thought that it would give unsatisfactory starting char- 
acteristics. The machine shown, and many others 
of different sizes, have been built in this way, however, 
without any important difficulties from this source 
heing experienced, 

Another recent improvement in rotor design consists 
of the addition of fins to the ends of the field winding, as 
illustrated in Fig. 7, These fins are made by simply 
projecting every second or third turn of the field coil 
during winding. They give an increased area for 
cooling on the ends, where it is most effective, and so 
reduce the field temperature. 

In the design of the stator, improvements have taken 
the form of simpler and stronger mechanical construc- 
tion by the use of steel plates welded together instead 
of castings, and in improved arrangements for ventila- 
tion. Vig. 4 shows a 10-pole, 20,000-kv-a., 720-rev. per. 
min., 11,000-volt, synchronous condenser recently built. 


Kid, 8 —20,000-Ky-s., 720-Rev. Pen Min., 11,000-Voir 


SYNCHKONOUS CONDENSER 
Showing steel plate frame 


The welded frame is much lighter than an equivalent 
casting, and is more easily modified to meet special 
requirements. 

A strong tendency to the use of closed systems of 
ventilation for large rotating machines, including con- 
densers, has been recently observed. The addition of 
the necessary enclosing features and water coolers adds 
about 10 per cent to the first cost of the condenser itself, 
but it reduces noise to a very small amount, and it is 
found to give much longer insulation life. The number 
of cubie feet of ventilating air passing through an open 
machine is so great that astonishing amounts of dirt can 
collect on the windings in a short time. For every 
kilowatt of loss, a machine requires about 100 cu. ft. 
of cooling air per min., or, on the basis of 8000 hrs. of 
operation annually, about 60,000,000 cu. ft. each year. 

The air found in ordinary buildings usually contains 
between 0,02 and 0,2 Ib. of dust per 1,000,000 cu. ft.,° 

6, Margaret Ingela, “How Dusty is Air,” Jl. Am. Soc. of 


Heating and Ventilating Engineers, Vol. 81, pp. 415-418, Aug., 
1925, 
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and we may take 0.03 as representing reasonably good 
conditions. If 10 per cent of the dust in the ventilating 
air is deposited as it passes through the machine, then 
0.15 lb. are deposited annually for each kilowatt of 
loss. Most large condensers have sufficient cooling 
air to provide for losses equal to 3 per cent of the rating, 
so that this means about 41% lb. dirt per 1000 kv-a. of 
rating. On a 50,000-kv-a. condenser, this gives a 
total of over 200 lb. of dirt deposited annually. 


The presence of dirt on the windings and in the air 
ducts increases, of course, both the temperature rise and 
the fire risk, so that the use of a closed system of venti- 
lation prevents deterioration of the insulation and 
provides valuable insurance. These advantages suffi- 
ciently explain why the 50,000-kv-a. condensers re- 
cently built have been provided with closed system 
ventilation and water coolers. There is no doubt that 
an increasing percentage of large machines will be built 
in this way in the future. 


Last, but not least, steady reductions in the losses 
of synchronous condensers have been going on. In 
Fig. 6, the usually guaranteed losses of standard con- 
densers of voltages and speeds as. given in Table I are 
shown in comparison with those existing four years ago. 
Of course, considerable variations from the curve values 
occur due to the special conditions in each case; never- 
theless, the curve can be relied upon for preliminary 
calculations of the cost of condenser losses in projected 
installations. 


These reduced losses have been obtained by using 
better proportions in design, so that there is a good 
balance between the several items of loss, by using 
better grades of steel, and by employing effective wind- 
ing transpositions to avoid eddy-current losses. As 
these features result in more expensive machines than 
necessary from an operating viewpoint alone, it is 
important that specifications for individual machines 
give the value that is to be assigned to savings in losses. 


IX. ASYNCHRONOUS CONDENSERS 


It is possible to secure a very flexible and stable 
machine that will give a wide range of leading or lagging 
kv-a. by exciting a slipring induction machine from a 
direct connected a-c. exciter. Such a machine will 
operate at a very small slip that varies with the losses, 
the sum of the speed and excitation frequencies beings 
always equal to the line frequency. Hence, it has 
extremely good stability and will not fall out of step 
on system disturbances. With excitation in one direc- 
tion, it gives leading kv-a., and with reversed excita- 
tion it gives lagging ky-a., the limits in both directions 
being set by exciter capacity and heating. 


While this type of machine has found fairly extensive 
use abroad, it does not seem desirable for use in the 
United States, for, the rotor winding must be distrib- 
uted in many slots, thus greatly reducing its current 
carrying capacity, and so the size and cost for leading 
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power-factor operation are much in excess of those of a 
corresponding synchronous condenser. Also, in order 
to partially overcome this handicap, it must have a 
small air-gap, and a large number of stator slots, which 
increase both losses and cost. 

Its two advantages of extra stability and extra lagging 
kv-a. capacity are not important here. As pointed out 
in section VII, the usual standard condensers appear 
to have ample stability for ordinary applications. 
This can be attributed to the short time settings of the 
protective relays generally used in this country, which 
cut off faults before other machines are noticeably 
affected. Without protective relays, or with time set- 
tings of five sec. or more, the stability of synchronous 
condensers may become a limiting feature. As indi- 
cated above, the costs of synchronous machines with 
lagging capacities up to 100 per cent of the rating are 
much less than those of equivalent asynchronous 
machines; 


Finally, the important advantage of synchronous 
condensers in stabilizing the voltage, discussed in 
section VII, is lost with the simplest form of asynchrvo- 
nous condenser, which has its a-c. exciter fed from a 
transformer connected to the main lines. For, in such 
a machine, the exciting current decreases proportionally 
to the line voltage, and so the leading current decreases 
also, making the apparatus equivalent to a static 
condenser only. This defect can be overcome by pro- 
viding an auxiliary motor-driven synchronous generator 
to feed the exciter, at some extra expense, when the 
machine becomes equivalent to an unsaturated syn- 
chronous condenser. 


X. CONCLUSIONS 


From this discussion, several fairly definite conclu- 
sions can be drawn. These may be listed as follows: 

1. The most economical speeds and voltages for 
synchronous condensers are approximately those listed 
in TableI. If quiet operation is important, it should be 
secured by enclosing features rather than by resorting 
to lower speeds. 

2. Standard synchronous condensers have ratios of 
lagging to leading kv-a. capacity of approximately 0.5. 
To require a ratio of unity means an increase in size of 
about 25 per cent above standard, together with a slight 
sacrifice in efficiency. 

8. To obtain greater lagging kv-a. capacity recon- 
nection, or variable voltage operation of synchronous 
condensers is not generally desirable, but may be justi- 
fied in special cases. 

4. The use of reactors to supplement the lagging 
kv-a. capacity of standard synchronous condensers 
offers many advantages, and may be generally prefer- 
able to the use of special condensers with large lagging 
capacities. 

5. The standard method of starting synchronous 


condensers as induction machines on reduced voltage. 


is preferable to the use of a starting motor. If espe- 


ALGER: SYNCHRONOUS CONDENSERS 


133 


cially low starting kv-a. are desired, oil pressure starting 
equipment should be provided. 

6. ‘The least disturbance on synchronizing will take 
place when the field current at changeover from the tap 
to full voltage is made equal to (T + 1) times the no- 
load field current, or roughly, 40 per cent of the rated 
field current of a standard condenser. | 

7. By the use of a saturated magnetic circuit or a 
quick response excitation system, the already great 
voltage stabilizing influence of a synchronous condenser 
can be considerably increased. 

8. Present standard condensers have adequate 
synchronizing power, and should stay in step on system 
disturbances in which the frequency does not change 
faster than 5 percent per sec. at rated excitation, or one- 
half per cent per sec. at zero excitation. 

9. The use of asynchronous condensers presents no 
important advantages over the usual synchronous 
condensers, and is accompanied by a sacrifice in cost and 
losses. 

The author wishes to express his appreciation of the 
assistance given him by Messrs. L. W. Riggs and O. A. 
Gustafson in the preparation of this paper. 
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Discussion 


R. H. Park: Usually, synchronous condensers are purchased 
for power factor correction and voltage regulation. It is some- 
times desirable, however, to purchase additional condenser 
capacity in order to secure greater stability either in steady opera- 
tion, or during transient periods of instability, such as are 
occasioned by short circuits and sudden load changes. 

The ability of a condenser to improve stability under steady 
conditions depends upon the values of its synchronous and tran- 
sient reactances, although the relative importance of these two 
has not yet been convincingly established. It also depends upon 
the type of voltage regulator employed and on the speed of re- 
sponse of its exciter. 

On the other hand, the ability of a condenser to improve 
stability during system transients occasioned by short circuits 
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is determined largely by the amount of leading current which the 
condenser can supply to the system, and thus by the transient 
reactance and the speed with which the excitation system can 
vary the condenser field voltage over a wide range. If in- 
sufficient range of exciter voltage is available, the advantage 
derived by effecting the available voltage change quickly will 
be slight. 

Thus, where stability considerations are important, it may be 
desirable to provide an exciter of considerably greater voltage 
range than for normal application. Also, it may be desirable 
to use special condensers designed for low transient reactance. 
I should like to ask Mr. Alger, therefore, which is economically 
more desirable, to secure low transient reactance by a special 
design of condenser, or by using a standard condenser of larger 
size. 

M. W. Smith: Mr. Alger has brought out some interesting 
and practical considerations in the design and operation of 
synchronous condensers. A timely plea has also been made for 
standardization of requirements and characteristics which affect 
design proportions. Standardization is, of course, desirable in 


all classes of apparatus, but for obvious reasons, synchronous 
\ 


condensers probably offer more possibilities in this respect than 
any other large rotating apparatus. Considerable movement in 
this direction can be made without impairing the quality of 
the apparatus, and which will result in benefits to both the 
operating companies and the manufacturers. 

Past experience has usually shown that the variable having 
most effect on synechronous-condenser design proportions, is the 
ratio of lagging to leading kv-a. capacity. Mr. Alger has pro- 
posed several methods for obtaining increased lagging kv-a. 
capacity from machines of standard proportions. All of these 
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methods may be applied in special cases, but the use of suitable 
reactors is about the only method proposed that can be offered 
as a general application. It seems doubtful if even this method 
can be applied economically in most cases. It has been noted 
that where large percentages of lagging kv-a. capacity are 
specified, machines of special and abnormal proportions have 
usually been supplied after all conditions were considered. This 
results in units which are comparatively expensive and inefficient. 
Every effort should, therefore, be made to keep the requirement 
for lagging capacity down as close to 50 per cent of the leading 
kvy-a. capacity as possible. This consideration should be kept 
in mind in the operation and layout of power system as far as 
economic considerations will permit. 

P. L. Alger: Answering Mr. Park’s inquiry, I believe that 
the most economical way to secure abnormally low transient 
reactance in a synchronous condenser is to use an oversized 
machine with a standard field, but a spécial armature. The 
per cent reactance is nearly the same for all standard machines, 
so that by merely using the next larger standard rating, a pro- 
portional decrease in reactance is secured. However, this 
larger machine will have more armature copper and larger slots, 
than are necessary for the new rating, and so a further reduction 
in the per cent transient reactance can be secured by using a 
special armature winding with shallower slots. The saving in 
cost of copper and insulation here will more than offset the cost 
of the special features. By these means, the transient reactance 
can be reduced about 10 per cent faster than the corresponding 
standard rating is increased. By using field poles, shorter and 
narrower than standard, additional gains could be made, 
but at greater expense, and with a greater loss of effici- 
ency. 


Oscillograph Recording Apparatus 


For Transmission Line Studies 
BY JOSEPH W. LEGG: 
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Synopsis.—Part I is an introduction, showing the need for 
reliable records of power disturbances in transmission lines, 
and showing that the incandescent-lamp oscillograph is the only 
practicable recorder of such chance disturbances. 

Part II describes the Power Osiso which is a very compact and 
highly efficient oscillograph, having an instantaneous waltmeter, 
a permanent-magnet galvanometer, and a relay arrangement with 
control for automatic operation on chance disturbances. The 


various auxiliary apparatus, such as daylight-loading film holders, 
6-volt motor, potential circwit control, etc., is also described, together 
with different connections for the same. 

Part III describes the Multi-Element Oscillograph, which gives 
from 3 to 9 simultaneous records on one film, also the various 
auxiliary apparatus and the possible combinations thereof. A 
detailed description is given of the automatic operation equipment 
and its action in recording chance disturbances. 


Part I. INTRODUCTION 


N this day of complex power circuits it is very desir- 
able to have reliable records of system behavior 
during disturbances. A most satisfactory recorder 

of such disturbances is an oscillograph using an in- 
candescent lamp, because such an instrument can be 
easily arranged to function automatically and to give 
sufficiently high-speed records. 

Automatic operation ot standard oscillographs on 
chance disturbances? has been advocated for nearly a 
decade, but has not been utilized by operating engineers 
until recently. The present stage of development of 
such apparatus has advanced to such an extent that 
it is even possible to obtain records within the first 
half cycle of power flow following a lightning stroke or 
other chance disturbances. Thus this apparatus is 
much quicker in action than is absolutely necessary 
for stability studies and will even show the rupturing 
characteristics of lightning arresters and high-speed 
circuit breakers. 

It was hoped that graphic-chart instruments could 
be made fast enough to catch the surges in power which 
affect the stability of a system. However when 
charts were compared with oscillograms, taken simul- 
taneously, it was seen that the highest-speed graphic 
instruments are hopelessly slow in following rapid 
fluctuations in power. An instantaneous oscillographic 
wattmeter was calculated some time ago, but its com- 
plete development was delayed because of the hope 
that a practicable graphic instrument could be made 
fast enough for stability investigations. When it was 
found that a reconstructed high-speed graphic instru- 
ment, with over fifty times normal input, would not 
tell as complete a story as the oscillographic wattmeter, 
then it was conceded that the oscillograph is the only 
practicable instrument for recording power distur- 
bances. Furthermore, the reconstructed high-speed 

1. Westinghouse Elec. & Mfg. Co., Kast Pittsburgh, Pa. 

2. See Trans. A. I. E. E. Vol. XLII, 1923, p. 385 section on 
Automatic Operation, in article entitled Hxpansion of Oscil- 
lography by the Portable Instrument, by the author. 
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graphic required an elaborate installation of extra 
potential and current transformers, besides multi- 
contact relays to cut out the instrument before it could 
be destroyed by fifty-times normal input. On the 
other hand, the oscillographic wattmeter takes less 
energy than standard graphic instruments. 

This paper is to describe improved forms of oscillo- 
graphs applicable to power circuit analysis, and to 
indicate the types of elements new or old, required 
for recording the electrical quantities involved, and 
their proper arrangement in the various circuits. 
The outfits discussed are in two different forms. The 
smaller outfit is known as the Power Osiso and gives 
one or two simultaneous records, of instantaneous 
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power or potential or current, on one film 35% in. wide. 
The larger outfit is known as the Multi-Element 
Oscillograph, see Fig. 1, and gives from three to nine 
simultaneous records on one film 7 in. wide. Each 
outfit may be equipped with instantaneous wattmeter 
elements and with a suitable relay arrangement for 
automatic operation on chance disturbances, 


Part Il. THE POWER Osiso 


There are several forms of the Osiso,’ but only the 
newest form, developed especially for power investiga- 
tions, will be described in detail in this paper. Each 
Osiso is a very portable and highly efficient oscillograph 


3. See The Electric Journal for December 1924 and July 1927. 
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which gives more clean cut photographic records with 
a two-watt lamp than we have been able to obtain 
with any other oscillograph even though the latter uses 
a direct-current arc lamp. The Osiso is 614 in. wide, 
9 in. high, and 10 in. long, including all parts except 
the photographic film holder and its driving motor. 
Fig, 2 shows the original form of the Osiso with a day- 
light-loading film holder and a six-volt shunt motor 
attached. The micarta case contains the incandescent 
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lamp illuminant; resistors for the potential circuits, 
up to 250 volts; one or two galvanometer elements; 
complete optical system; and convenient binding 
posts for all connections. There are side openings 
which can be fitted with detachable panels equipped 
according to the particular application desired. 

The Power Osiso is a special development in this line 
for power-circuit investigations. Fig. 8 shows a cross 
sectional view of the Power Osiso equipped with one 
instantaneous wattmeter and one permanent-magnet 
galvanometer, for recording either potential or current 
waves. The Osiso lamp was especially developed for 
this extremely portable oscillograph. The lamp has 
an incandescent filament, a special bulb, and a double- 
contact vase for candelabra bayonet sockets. The 
filament is kept straight by a spring support. Two 
capacities are furnished, one for approximately one- 
half ampere, and the other for approximately two am- 
peres, both at 4 volts. 
~ The one-half ampere lamp has the characteristic of 
lighting quickly when connected across a constant 
potential supply with no series resistance, and going 
out quickly when disconnected from the supply. This 
makes it possible to take a single photographic exposure, 
on a fast rotating film, by exciting the lamp for one 
revolution of the film drum. This lamp gives sufficient 
light, on short-time abnormal voltages, to take fairly 
high-speed oscillograms (10 in. in 0.05 second). 

The two-ampere lamp gives splendid illumination 
for viewing audio-frequency waves, so that several 
people may see the waves at the same time. Moderate- 
speed oscillograms may be taken for quite a period of 
time, with normal, or slightly abnormal, voltage on 
this lamp. 
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Undesirable reflections from the rear, inside, surface 
of the globe have been prevented by a special construc- 
tion of the glass bulb. 

The vertical filament of the lamp shines on the tiny 
mirrors of the two vertical vibrators of standard design. 
Beams of light are reflected from there to two reflecting 
prisms which in turn reflect each beam of light upwards 
to a long horizontal reflecting prism and from thence, 
horizontally, to the front of the instrument. Here the 
narrow ribbon-like beams pass through the cylindrical 
lens and are condensed to two separate points on the 
photographic film. In the permanent magnet galvanom- 
eter the vibrator mirror deflects in proportion to the 
instantaneous value of current passing through the 
vibrator strips. 


INSTANTANEOUS WATTMETER 


The vibrator element of the instantaneous wattmeter 
is the same as that which has been used with electro- 
magnet and permanent-magnet galvanometers for 
many years. As is usual with oscillographs the vibra- 
tors are surrounded by a transparent oil for critically 
damping the movements. The electro-magnet is 
very much smaller and lighter in weight than that of 
any other oscillograph. The complete galvanometers 
are but 314 in. high, overall, above the base of the 
Osiso. The laminated hypernick steel core of the watt- 
meter magnet and its copper winding respond to in- 
stantaneous values of alternating currents. Fig. 4 


Fic. 3—Cross SectionNat VIEW OF THE PowseR OSISO 


shows the instantaneous watt-galvanometer dis- 
assembled. Normal magnetic strength is obtained with 
a drop of only 11% volt at 5 amperes, with 60 cycles 
current. With this magnet excitation the vibrator 
consumes but 0.03 amperes, r. m. s., from the potential 
circuit to give one inch extreme deflection on the photo- 
graphic film. The total energy consumption is less 
than one per cent of that taken by the reconstructed 
high-speed graphic instruments whose response was 
more than 100 times slower. 
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Even though the Osiso is a small fraction of the size 
_and weight of an arc-lamp oscillograph, it is just as 
sensitive’ and considerably more efficient. Further- 
more the Osiso will do many things which cannot be 
done with any predecessor. When in a single-phase 
_ system this instrument shows true instantaneous power. 
The instantaneous watt record enables one to scale off 
values of ky-a., power-factor, and average power. 
Fig. 5 shows how these values may be taken from 
the curve, assuming that the records are sine waves. 
The single-phase watt galvanometer may be connected 
in three-phase lines by means of a three-circuit resistor 
or twin-transformer arrangement, either of which may 
be supplied within the Osiso proper. 
system disturbances, the ground current becomes zero, 
or negligible, by the time the surges of actual power 
are important. Those cases in which the disturbances 
are most severe, the system approaching instability, 


_ the power continues to oscillate some time after the 
_ relief of short circuit. Hence the single-phase waitt- 


_ meter, properly connected, 


shows the important 


_ power surges, and also shows the variations in kv-a. 


and power factor. A polyphase instantaneous watt- 


Fig. 4—Tse Ixstanraneots Watr GaLVANOMETER 
DisassEMBLED 


meter (described later) has been designed to go in the 


_ same space as the single-phase or the permanent- 


magnet units. However, the less expensive and more 
accurate single-phase unit tells a greater story than the 
polyphase unit, since the latter will not show kv-a. and 
power factor. 

All these vibrator elements give a deflection propor- 
tional to the current, potential, or power which they are 
recording. The deflections are not proportional to 
the square of the current, as is the case in a-c. indicators, 
but to the first power of the current as in a D’Arsonval 


instrument. The galvanometers are true oscillograph 


galvanometers and not compromises or improvised 
indicators. In the few cases where it is desired to give 
a defiection in proportion to the heating effect of the 
current, this may be done by placing the single-phase 
wattmeter vibrator across a 5-ampere shunt which is 
in series with the 5-ampere current coil of the wattmeter. 


GALVANOMETER CONNECTIONS 


This paper does not attempt to show all the various 
ways in which the oscillograph galvanometers may be 
connected in the instrument transformer circuits of 
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transmission lines. Reference may be made to the 
contemporary paper by Messrs. J. C. Wood, Lloyd F. 
Hunt, and 8. C. Griscom entitled Transients due to 
Short Circuits and to Mr. Roy Wilkin’s paper on 
Practical Aspects of System Stability, A. 1. E. E. TRANS- 
ACTIONS of 1926, and to an article by R. D. Evans 
entitled ““New Sequence System of Polyphase Meters” 
in the Electrical World, February 10, 1923. 

In stability analyses one is interested in power 
measurement largely because of its effect wpon accelera- 
tion or deceleration of the rotors of generators. The 
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low sides of transformers to which generators are 
connected are usually in delta, so that in this circuit 
there can only be positive and negative sequence power. 
The negative sequence power is usually small or can 
be corrected for, or calculated, so that the important 
quantity is positive sequence power. This can be 
obtained readily by the sequence connections. 


8 uS- Volts c 


Fic. 6—DracraM or ARTIFICIAL NEUTRAL, AND POTENTIAL 


TRANSFORMER VOLTAGES 


Various forms of phase-sequence networks may be 
used for certain tests, but for most purposes where 
only two simultaneous records are to be taken it will 
be found best to use the single-phase instantaneous 
watt-meter connected to show three-phase power, 
kilovolt-amperes, and power factor. The permanent- 
magnet galvanometer may then be used to record 
any one line current, or any line potential from the 
neutral to any line. Standard potential and current 
transformers, used for other instruments, will supply 
the necessary power for the oscillograph galvanometers 
without affecting the reading of the other instruments. 
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THREE-CIRCUIT RESISTORS 


The three-circuit resistor consists of six units of 1000 
ohms each, making two units per set. When these sets 
are Y connected to form an artificial neutral to a three- 
phase 115 volt circuit (Fig. 6) the instantaneous watt- 
meter vibrator is placed in series with any one of these 
sets and the current coil is placed in the 5-ampere 
secondary of the current transformer pertaining to the 
line of that set. This arrangement gives ample vari- 
ation in deflection for all currents from 1.5 amperes to 
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approximately 8 amperes, where saturation of the iron 
begins to be appreciable. See Fig. 7, taken with 
0.033 ampere in vibrator circuit. A tap is provided on 
the current coil so that 30 amperes gives the same 
flux density as 5 amperes through the whole coil. 
Thus by using the whole coil for currents up to 8 
amperes, and the tapped section for overload currents 
from 6 to 40 amperes, this arrangement covers a 
broader range than is usually required for studying 
staged or chance disturbances in a-c. power systems. 


TWIN-TRANSFORMER PANEL 

A panel is available carrying two small potential 
transformers and two rheostats so arranged as to 
fit in the side openings of the Power Osiso. The 
transformers are wound for 120 to 1.2 volts, and 
furnish a convenient means of replacing resistances 
in making the necessary phase-changing connections 
in the application of the single-phase wattmeter to the 
three-phase circuit. In the use of the polyphase- 
wattmeter element described below, the transformers 
are necessary because of the interconnection of the 
different phase circuits in the wattmeter. 


POLYPHASE WATTMETER 


The vibrating part of the polyphase wattmeter is 
exactly the same as that of the ordinary sensitive 


LEGG: OSCILLOGRAPH RECORDING APPARATUS 


Transactions A. I. E. E. 


vibrator except that the two vibrator strips are con- 
nected together at their center, under the tiny mirror, 
by a short length of the same material. -This con- 
struction is just as strong as for the single-phase vibrator 
and permits the vibrator strips to be under the usual 
tension of approximately 50,000 Ib. per sq. in. 
The ivory bridges, on the vibrator frame of this poly- 
phase unit, are the same distance apart (one inch) as 
in the single-phase unit. The two upper extremities 
of the vibrator strips are connected to the usual binding 
posts. In this case there are two lower extremities 
(instead of the usual loop) and these are connected to 
levers and thence to insulated leads which pass to two 
other binding posts on the element top. The levers 
are insulated from the frame, and from each other, and 
are connected, by an equalizer, to the usual tension 
spring. 

In this polyphase galvanometer there are two 
separate field windings, on separate, inclined, laminated 
iron cores. The active air gaps in all magnets are 
0.032 in. or less, and it is in this space that the vibrators 
act without touching the pole faces of the magnets. 

This polyphase oscillographic wattmeter will not 
show ky-a. nor power factor, but is better than the 
single-phase instrument for showing true power during 
transients in a delta-connected circuit. It is, of course, 
not applicable at the instant current flows through 
the fourth wire (ground) in a star connected circuit. 


AUTOMATIC OPERATION PANEL 
A full-automatic operation panel is designed to 
occupy the opening in either side of the Osiso. This 
panel is shown in Fig. 8, with internal and external 
wiring in Fig. 9. The panel has an initiating relay, 


Fic. 8—AtvtTomatic OPERATION PANEL FOR THE OSISO 


to operate from the secondary of a current transformer, 
preferably in the ground-to-neutral circuit of the 
power system. The closing of this relay starts the 
Osiso to function on a chance disturbance. A second 
relay acts to hold the lamp and motor circuit closed. 
A thermostatic cut-out may be set to drop out the 
second relay after the desired period of time has elapsed, 
usually between 3 and 15 sec. A rheostat or potenti- 
ometer is supplied on the panel to control the time of 
heating the thermostatic cutout. A socket is included 


; 
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for-a protective lamp which also acts as a signal. 
This automatic-operation panel may be connected in 
several different ways according to the type of auto- 
matic operation desired. One connection is for single, 
quick-automatic operation. This throws the 4-volt, 
¥ ampere Osiso lamp across a 20-microfarad con- 
denser, charged to 110 volts direct current, when the 
initiating relay closes. This is shown in the upper 
right-hand diagram of Fig. 9. The photographic 
film must be kept rotating continuously for such high- 
speed operation. The thermostatic cutout is set to 
open the second relay by the time the film drum has 
made one revolution. A fuse blows when both relays 
are closed so that the apparatus will not operate again 
until the film is changed by the station attendant. 


MHa-VoLT 
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‘INTERNAL WIRING DIAGRAM FOR 
FULL-AUTOMATIC GPERATION PANEL 


QUICK ACTION 


Since the lamp comes up to full brilliancy in less 
than a thousandth of a second after the closing of the 
first relay, and since this relay will operate in a fraction 
of a cycle under a great sudden overload, and since the 
film is rotating continuously, a perfect oscillographic 
record is started several cycles before the oil circuit 
breaker can function. If the chance disturbances 
clear themselves before the first or succeeding operation 
of the breaker the record will show this fact. If a power 
surge follows the circuit breaker action, the record 
shows that also. For such operation the film holder 
must be supplied with a strip film which must pass 
entirely around the drum, so that all of the record 
will be there irrespective of the position of the drum 
at the instant of the lighting of the lamp. With 
a high-speed direct-current relay, operating on the 
steepness of wavefront principle, it is possible to start ex- 
posures within two thousandths of a second after the 
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start of a short circuit on a direct-current power system. 


REPEATED ACTION 


Repeated automatic operation may be obtained by 
connecting the panel according to the lower right- 
hand diagram in Fig. 9. In this case the records do 
not start as quickly, since the film must be brought 
up to speed by the driving motor and the lamp is 
merely thrown across six volts of the storage battery. 
In this case the film travels forward a few inches each 
operation and requires no attention until many auto- 
matic operations have taken place, each recording a 
different disturbance. If it is desired, a 10-in. or a 
5-ft. film may be driven entirely through on the first 


' operation, but usually several records will be taken on 
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each 5-ft. film. In any case the photographic film 
can be brought up to sufficient speed to give a good 
record of the action of large oil circuit breakers. The 
film speed will be fairly uniform during]the power 
surges which may follow the breaker action. 


DRIVING MOTORS 


Fig. 10 shows the Power Osiso with the automatic- 
operation panel and 6-volt shunt-motor unit. The 
driving motor unit is arranged with a field rheostat 
and a double-pole switch so that the armature may be 
supplied with 2, 4, or 6 volts to give a considerable 
range of speed to the photographic film. A 110-volt 
series-motor unit is available with a rheostat across 
the armature brushes. Thisis satisfactory for con- 
tinuous rotation of the film drum but not for quick 
pick up of speed on repeated automatic operation. 
The shunt motor brings the film up to constant speed 
in a much shorter line. 
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TEN-INCH RECORDS 


If the rotating-drum film holder is used, with 10 or 
15 in. of film on the drum, it will be necessary to use 
the pulley-and-gear-reduction unit, or its equivalent, 
to keep the film speed less than one-third of a revolution 
per second. With this reduction unit the 10-in. length 
of film could be adjusted to pass through in four steps 
of ten sec. each (or eight steps of five sec. each). A 
contact on. the film holder opens the circuit at the end 
of the film and prevents further operation of the ap- 
paratus, until the film is changed. 


DAYLIGHT-LOADING FILM HOLDERS 


The daylight-loading features of the film holders 
which are used on the Osiso havebeen used on the three- 
element portable oscillographs for some time,‘ and 
have proved to be very convenient and reliable. 

The daylight-loading long-film attachment is shown 
in place in Fig. 11. This film holder uses standard 
roll film, 5 ft. long, intended for a 314 by 51% in. camera, 
or special 10-ft. films wound without the paper ordinar- 
ily used to back thefilm. This film holder passes the film 
half-way about the main drum and wraps it on the 
receiving spool. Furthermore, it does this with such 
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uniform velocity that there is no bunching of waves 
even when there are as many as 100 cycles per inch 
length of film. For film speeds below 4 in. per sec., 
it is usually necessary to use the pulley-and-gear- 
reduction unit. At this speed the Osiso shows each 
cycle, more clearly than most oscillographs operating 
_at from 2 to 5 times that speed. At this same speed, 
five records of six sec. each could be obtained on one 
10-ft. film. With the pulley-and-gear-reduction unit 
the total time could be increased to five minutes for 10 
ft. of film, or 30 automatic operations of 10 sec. each, 
thus allowing 4 in. per record. 

The daylight-loading rotating-drum film holder takes 
5 oscillograms, each 10 in. long, on one 10-exposure roll 
film. An observation window (to show the number 
printed on the opaque paper of the film) and a winding 
key make it possible to shift the film after each record 
is completed. The film may be removed without the 
use of a dark room, and sent to any photographer for 
development. 


4. Expansion of Oscillography by the Portable Instrument, 
J. W. Legg, Trans., AI. E. E., Vol. XLII, 1923, p. 381. 
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FULL-CIRCUMFERENCE FILMS FoR CONTINUOUS 
OPERATION 


A dark-room loading film holder is available taking 
special cut films (from Eastman No. 116 rolls) 1514 in. 
long. This full-circumference film is essential for high- 
speed automatic operation, where the film runs from 5 
to 20 rev. per min., continuously, day and night, until 
the chance disturbance closes the relay for an exposure 
under the instantaneously obtained desired brilliancy. 


Fie. 11—Tur Power Osiso with Dayuiaut-Loapinc Lone 
Firm ATTACHMENT AND Drivinec Moror 


The daylight-loading holder will also take a 1514 in. 
film (cut from Eastman No. 130 roll) for high-speed 
operation on chance disturbances. A speed-reduction 
attachment, with a 5/6 revolution contact, may be 
supplied with any rotating-drum film holder. A small 
pinion and annular-gear give a speed reduction of 24 to 
1, while the 3-in. pulley may be driven from the 34 in. 
pulley of the motor and thus give a total reduction of 
96tol. This permits adjustment of the-film speed to 1 
in. per sec., or 5in. persec. This is quite necessary for 
continuous operation. 


Fig. 12—Dayuicgut-Loaping Rotatinec-Drum Firm Ho.per 
WITH PULLEY AND Worm Conracr 


WorM CONTACT 


All rotating-drum film holders may be equipped with 
a one-revolution contact, see Fig. 12. When taking a 
staged oscillogram this contact is connected in series 
with the Osiso lamp so as to give one revolution of light 
exposure on the drum, thus giving but one length of 
exposure on the film, at 600 rev. per min. or less. For 
delayed automatic operation, the film-holder contact is 
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placed in series with the d-c. supply so as to prevent re- 
exposure of the film after one revolution. This outfit 
also gives excellent high-speed records of wave forms, 
telephone currents, inductive interference, vibrations 
in machines, etc. 
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element galvanometer with horizontal vibrators and 
with reflecting prisms above each; complete optical 
system, incandescent lamp, and control switch; photo- 
graphic shutter and remote-control mechanism; eleven 
dial control resistors; six knife switches; three toggle 


Fig. 13—OscrititoGraM or INsTANTANEOUS Warts, Voutts, AND AmMpEeRES. Very Distortep CONDITION 


SYNCHRONOUSLY DRIVEN FILMS 


The light-weight drum of the dark-room loading film 
holder may be driven by a synchronous motor at 1200 
rev. per min., or at 900 rev. per min., so as to obtain 
several 60-cycle waves on the one-film all in their proper 
time-phase relation. Fig. 13 shows an oscillogram of 
instantaneous watts, instantaneous volts, and distorted 
instantaneous amperes, on a 60-cycle line. As many as 
six waves may be taken on the one synchronously driven 
film by placing the one or two vibrators in the different 
circuits while the motor keeps the film in synchronism. 
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Is BuT 25 x 11 x 9.5 IncHES OVER-ALL 


Part III. THE MULTI-ELEMENT OSCILLOGRAPH 

The design of the three-element portable oscillograph 
described in the 1923 TRANSACTIONS, page 381, and the 
six-element instrument (mentioned in the September 
1926 JOURNAL, p. 881) have been combined and ex- 
tended to cover instruments with 3, 6, or 9 individual 
galvanometers, giving up to nine simultaneous records 
on the 7-in. wide film. The main unit (Fig. 14) of this 
multi-element oscillograph is but 25 in. long, 11 in. 
broad, and 9.5 in. high, over.all, including everything 
but the film holder and its driving motor. In the 9- 
element outfit this case includes: a compact 6-element 
galvanometer with vertical vibrators; a compact 3- 


switches; and binding posts to connect into the various 
units of the 20,350 ohms of non-inductive resistance in 
the vibrator circuits. 

The film holder and 6-volt shunt motor are all that is 
essential outside of the main case. A viewing attach- 
ment and three 2 to 20 ampere non-inductive shunts 
are also desirable. This whole oscillograph outfit, 
including the 6-volt motor, weighs trom 90° toj.120 
Ib., according to the number of  galvanometer 


15—Moetti-E.ement Rotating Drum Fitm Ho.per 
SHOWING THE DayiicHT-LoADING FEATURES 


Fig. 


elements, resistors, film holders, etc., included. For 
many tests on transmission lines, this outfit replaces 
from two to tour 3-element oscillographs, and in addi- 
tion, gives records which are easier to analyze, since the 
records are all in the same time-phase relation. This 
outfit will operate from one large-size 6-volt storage 
battery. 

For this instrument there is provided a rotating-drum 
film holder similar to that used on the Osiso, only it is 
wider and will take either 7-in. or 354 in. widths of 
film (Fig. 15). Each exposure is 10 in. in effective 
length and may cover a time interval of 0.04 sec. or 
greater. At this speed, 1200 ft. per min., the film 
obtains ample illumination from the 3-volt lamp when 
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the latter is operated, momentarily, on 4 or 5 volts. 
Standard Eastman No. 115 roll films are used in this 
daylight-loading film holder. This does away with the 
necessity for a dark room at the place of tests, and 
permits any number of exposures to be made with one 
film holder. Each standard 6-exposure film gives three 
oscillograms, 

If an exposure of more than one second is desired, a 
pulley-and-gear-reduction unit is necessary. This will 
give a film axposure range from 2 min. down to 0.04 
sec. when operated by the sturdy 6-volt shunt motor 
supplied with every outfit. This slow-speed drive is 
very desirable for repeated automatic-operation on 
chance disturbances. 
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The long-film holder for this outfit is somewhat 
similar to that described before, only improvements 
have been added to make this outfit more reliable at 
higher speeds. Twenty-four-foot films, 6.5 in. wide, 
have been run through in as short a time as 4 sec. 
The maximum speed usually required is but 8 ft. in 
about five sec. Semi-special films 8 ft. long are avail- 
able. Standard “Cirkut Outfit” films 3 ft. or 6 ft. long 
may be used, after slight modifications. This daylight- 
loading feature is very valuable in taking several 
successive tests. Half of the film holder remains on 
the oscillograph while the outer half is removed to 
reload. An annual gear and pinion reduce the speed 
of the film drum (12 in. in circumference) to 4 in. per 
revolution of the driving head instead of the 15 in. of 
the rotating-drum type. With this arrangement there 
is seldom need for the addition of the pulley-and-gear- 
reduction unit, except for very slow repeated automatic 
operation. 

VERTICAL GALVANOMETERS 

Six vertical type galvanometers may be included in 
one frame. This 6-element galvanometer is but 
314 by 35¢ by 103¢ in. over all, and is insulated to 
stand a test of 5000 volts between adjacent vibrator 
elements. Each element may be of the permanent 
magnet type or one or more elements may be of the 
instantaneous wattmeter type, having laminated-core 
electro-magnets. 

A permanent magnet single-element galvanometer is 
shown partly disassembled in Fig. 16. A: permanent 
magnet is shown externally at one side and a vibrator 
element at the other side. The galvanometer well is 
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moulded in one piece, from moldata. The standard 
vibrator has a natural period of between 5000 and 6000 
cycles per sec. undamped. When immersed in oil, 
within the galvanometer well, the vibrator has no 
natural period and responds, very satisfactorily, to 
frequencies up to 4000 cycles, and shows up much 
higher frequencies with a corresponding reduction in 
sensitivity. The standard vibrator has a resistance of 
approximately 1.3 ohms including the protective fuse, 
and requires approximately 0.12 amperes for one in. 
deflection of direct current. The sensitive vibrator 
requires approximately 0.03 ampere per in. deflection, 
and has a natural period of approximately 3000 cycles 
per sec., when undamped. 

The instantaneous wattmeter, described with the 
power Osiso, may be used in place of one or more per- 
manent magnet galvanometer units in the 6-element 
galvanometer frame. The only difference between the 
multi-element oscillograph and that of the Osiso is 
the difference in the power of the objective lens, which 
forms the window in front of the vibrator mirror. For 
most transmission-line studies, the total number of 
permanent-magnet and a-c. field galvanometers units 
may be six, within the one frame. The reaction 
between an instantaneous wattmeter and an adjacent 
galvanometer unit is so very small that it is negligible 
for all cases except where the film is driven very fast, 
and where it is desired to analyze the power wave for 
the higher harmonics. Where absolutely no reaction 
is required, the instantaneous wattmeter should be 
separated from the next galvanometer by a vacant 
space. With one instantaneous wattmeter and one 
vacant space, there could be a total of eight galvanom- 
eters in the one oscillograph. With two wattmeters, 
and two vacant spaces, there could still be a total of 


ee 


Fie. 17—Horrzontrsat GALVYANOMETER, 7TH, STH, AND 9TH 
ELEMENTS 


seven galvanometers. When vacant spaces are thus 
made available each vacant space may be traversed 
by a light beam, thereby adding a zero line, or timing 
line or other indicating or reference line on the photo- 
graphic film. The whole nine beams of light will be 
found very valuable even when there are but six 
galvanometers in use. 


HORIZONTAL GALVANOMETERS 


The 7th, 8th, and 9th galvanometers are assembled 
on one base and are thus shown in Fig. 17. These 
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galvanometers have their vibrators in a horizontal 
plane. Above each vibrator mirror is a reflecting prism 
which catches the incoming beam of light, from the 
optical box, throws it down to the vibrator mirror, and 
then throws it towards the photographic film after it 
is reflegted from the vibrator and after it has twice 
passed through the objective lens. Each horizontal 
galvanometer is but 2 in. wide, 234 in. long, and 134 
in. high, over-all. The reflecting prism above each 


Fic. 18—Tor View or Orpticat Box, SHow1ne Prism anp SLotT 
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galvanometer is so narrow that it does not interfere 
with the other beams of light which pass from the optical 
box to the six vertical galvanometers and thence forward 
to the photographic film. Nine galvanometers all 
in a row would be crowding things too much and would 
lessen the efficiency of the apparatus. The arrange- 
ment is very satisfactory with six vertical and three 
horizontal galvanometers, all within a cabinet whose 
outside width is but 11 in. 

The horizontal galvanometers are oil tight and have 
the same sensitivity and frequency response as the other 
standard vibrators. They are supplied as instan- 
taneous voltmeters or ammeters, but not as instan- 
taneous wattmeters. 


THE NINE-BEAM OFTICAL SYSTEM 


The whole optical system is complete in one remov- 
able box, except for the tiny mirrors and objective 
lenses in the galvanometers. This unit is shown in 
Fig. 18. The face of this unit forms the face of the 
oscillograph proper while the remainder is hidden 
within the micarta case of the oscillograph. Spherical 
condensing lenses are located beneath the optical 
floor (Fig. 19). These are used to concentrate the light 
from the 3-volt 9-ampere lamp on the vibrator mirrors. 
Nine reflecting prisms are located beneath the optical 
floor to direct this light to each individual vibrator 
mirror. An adjustable slot is located just beyond each 
reflecting prism to vary the width of the beam of light 
which passes to the moving film. Many adjustments, 
which might be accidentally thrown out of line in older 
instruments, have been made permanent in this ap- 
paratus by the proper design of each individual part. 
The adjustments which remain are very simple and are 
unaffected by ordinary handling of the instrument. 
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The usual ball-and-socket adjustment of the reflecting 
prisms has been greatly improved so that there is no 
harmful sidewise motion. All adjustments are easily 
accessible by merely raising the front cover of the 
oscillograph proper. Levers are used as handles in 
making the adjustments. These point in the direction 
of the beams of light and so show, at a glance, the 
condition of adjustment. 

The shutter mechanism is very nearly the same as 
described for the 3-element portable oscillograph, in 
the July 1920 A. I. E. E. JoURNAL, on page 674 to 679 
(of Vol. XXXIX). This shutter is mechanically 
operated to give one revolution of exposure to the fast 
rotating film. Being a focal-plane shutter, near the 
film, it more effectively keeps out all extraneous light 
from the film and permits the operator to glance at the 
illumination of the galvanometer without bothering 
with the shutter. A tripping magnet, remote-control 
switch, and cutout switch are included in the optical- 
box unit. The tripping magnet operates as soon as 
abnormal voltage is applied to the incandescent-lamp 
illuminant. A contactor, on the film-holder driving- 
head shaft, is set to operate the tripping magnet at 
any desired fraction of a revolution, ahead of the start 
of exposure on the film, equal in time to the time lag 
of the remote-controlled apparatus being studied. 
With this arrangement on staged tests, the remote- 
controlled power apparatus is started to function just 
in time so that its electrical phenomena will be photo- 
graphed on the high-speed film, while the oscillograph 
lamp is at greatly abnormal brilliancy. The closing of 
the mechanical shutter, at the end of the film, also 
cuts off the lamp and hence the life of the lamp is 
conserved. 


PTS 


oF OpticaL Box 


Fic. 19—Unpersipe View 


THE CONTROL UNIT FOR LAMP AND MOTOR 

The lamp-control panel (Fig. 20), is located on the 
front of the oscillograph in a cavity under the optical 
box. This unit is internally connected to the lamp, 
cut-out switch, tripping magnet, and contactor. Bind- 
ing posts are provided to connect in the 6-volt storage 
battery and the 6-volt shunt motor. The lamp-con- 
trol switch is set at 3 volts for viewing and cali- 
brating purposes, and at 3.5, 4, or 5 volts for slow-speed 
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or high-speed oscillograms. A double-pole knife switch 
is provided with an arrangement so that it may be 
closed by the operator pulling a cord from a distance. 
The closing of this switch starts up the motor, lights the 
lamp, starts the remote control mechanism functioning 
in the power apparatus, and causes an oscillogram to 
be taken which will show all the desired details of the 
operation of the power apparatus. The cut-out switch 
may be connected to stop the motor as well as to cut 
off the lamp, at the end of the exposure. 


Fig. 20—Controt Unit ror Lampe anp Moror 


VIBRATOR RESISTORS 


The standard resistor unit to control the 6-element 
galvanometer is shown in Fig. 21. This consists of 
four sections of 5000 ohms each and four sections with 
50 ohms each. There are eight dial switches, to control 
these units, and six double-pole knife switches in the 
vibrator circuits. This whole resistor unit, with a total 
of 20,200 ohms of non-inductive resistance, fits under the 
galvanometer compartment in the main case of the 
oscillograph. This arrangement places sufficient resis- 
tance in three of the vibrator circuits to take transient 
potential peaks up to 1500 volts. One 5000-ohm unit 
acts as a spare and may he placed in series with any of 
these three vibrators so as to catch a peak of 3000 volts. 
This spare may ke. placed in series with a fourth low- 
resistance vibrator so as to record four simultaneous 
voltages. Likewise three of the low-resistance sections 
are permanently connected in series with three other 
vibrators. A fourth low-resistance section may he 
connected in series with any vibrator so as to give con- 
trol of voltage in small steps. 

A fuse is included in each vibrator circuit. This fuse 
is strung with vibrator ribbon. Since the ribbon of the 
fuse is in air and the ribbon of the vibrator is in oil, the 
fuse is a very good protection to the vibrator. A fuse 
is also made with a spring which keeps the fuse at a 
greater tension than the vibrator strip. With this 
arrangement the fuse is a perfect protector of the 
vibrator. 

HORIZONTAL RESISTOR 


The resistor unit for the horizontal galvanometers is 
set in below the surface of the top of the oscillograph as 
shown in Fig. 14. This unit has three: 50-ohm rheo- 
stats, toggle switches, fuses, and sets of binding posts. 
This arrangement is suitable for controlling the 7th, 
8th, and 9th vibrators when used to record current, or 
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potentials below 10 volts. .For power-circuit investi- 
gation: one of these vibrators may be used to record 
current from neutral to ground; another one mechanical 
movement of a circuit breaker, or relative displacement 
of certain parts; and the last, rev. per min., pressure, 
relay action, or some other function which may not be a 
pure electrical quantity. . 


SIMULTANEOUS VIEWING AND PHOTOGRAPHING 


An attachment has been developed’ whereby the 
operator may continuously view several waves during 
the photographic exposure, as well as just previous to it. 
This is made possible by shifting three of the optical 
slots, with the levers marked ‘‘7,” “8,” and “9,” shown 
in Fig. 18, so that three of the vertical galvanometers 
have two light beams apiece, one beam being reflected 
back to the film holder and the other to a reflecting 
prism and thence up to the viewing attachment in its 
new position over the optical box. Since there are but 


- nine beams of light, the sum of the number of waves 


photographed and the number simultaneously viewed 
cannot be more than nine. Three of the waves viewed 
can be simultaneously photographed. When the six- 
element galvanometer is used without the 7th, 8th, 
and 9th galvanometers, it is possible both to photo- 
graph six waves and to view simultaneously three of 
them, and the viewing can be done both before and 
during the exposure. This simultaneous viewing and 
photographing attachment is very valuable for certain 
investigations where unusual conditions develop at 
irregular intervals. 
A-C. SUPPLY UNIT 

A unit (Fig. 22) has been developed, with a trans- 

former, a back-geared induction motor, proper fuses and 


switches, and convenient leads to connect this unit to the 
oscillograph. This outfit is on a base similar to that 


Fia. 21—Sranparp Resistance Unir to Conrront THE SIx 
ELEMENT GALVANOMETER 


of the oscillograph case, but considerably shorter. 
The unit will operate from 100-120 volts or 200-240 
volts supply of 25, 50, or 60 cycle frequency. Thisisa 
very desirable auxiliary for laboratory testing. It 
gives a speed range for the rotating film of from 685 
rev. per min. down to 6.1 rev. per min. with 25 cycle 
supply, or 1010 to 15.1 rev. per min., with 60 cycle 


5. See the authosr’ discussion of Mr. Curtis’ Paper in the 
A. I.E. E. Trans., Vol. XLIV, 1925, pp. 271 and 272. 
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- supply. This means from 0.04 sec. to 6.75 sec. per 10-in. 
length of film. With the long film holder, the lower 
limit of speed would be 720 sec. (or 12 min.) for 24 ft. of 
film. This outfit is particularly good for simultaneous 
viewing and will operate the viewing attachment con- 
tinuously, and give excellent repetition of film speed 
when hundreds of oscillograms are to be taken with*a 
constant time component on all films. The heavy- 


Fig. 22—A-C. Suprry Unit with TRANSFORMER AND BaAck- 
GrarRED Moror 


current low-voltage winding of the transformer nor- 
mally gives 5 to 5.5 volts. This voltage is cut down 
by the lamp control switch in the oscillograph. This 
method of resistance control will not ke satisfactory for 
automatic operation on chance disturbances. The 6- 
volt battery is better for this application. 


RELAY FOR AUTOMATIC OPERATION 


Single, automatic operation of any one of the incan- 
descent-lamp portable oscillographs is extremely simple. 
Best results are obtained when the 3-volt lamp is thrown 
directly across two cells of a large lead-plate storage 
battery. A standard (type MC) multi-contact relay 
can be supplied with a special double coil which closes 
on 8 to 5 amperes a-c. and is held in by 4 to 6 volts d-c. 
until cut off by the oscillograph. This connects 4 volts 
directly to the lamp and 6 volts to the motor terminals. 
The standard cut-out switch on the oscillograph can be 
connected to drop out the relay and disconnect the 
battery at the end of the film. One set of contacts, 
on the relay, short circuits the a-c. pull-in coil after 
exciting the d-c. hold-in coil.... Thus the relay will drop 
out at the same or lower current than that at which it 
pulled in. If the a-c. coil was not short circuited, it 
would not drop out until after the current was reduced 
to a much lower value than that which closed the relay. 
If all resistance is cut out of the circuit between the 
battery and the lamp (heavy leads must be used), then 
the lamp will attain full photographic brilliancy in less 
than % sec. after the closing of the relay contacts. 
The motor will attain its speed soon after, and a perfect 
record will be taken of the power surge which follows a 
chance disturbance in the power system, provided an 


LEGG: OSCILLOGRAPH RECORDING APPARATUS 


145 


abnormal current flowed through the relay coil located 
in the secondary of a standard current transformer. 


TERMINAL PANELS 


When the oscillograph is to be used*solely for a-c. 
power applications, and especially when the apparatus 
is to be kept on the line continuously, the 20,000-ohm 
non-inductive adjustable resistance may be omitted, 
and either fixed resistors, or oscillograph potential 
transformers, supplied in its place. Standard terminal 
panels can he used on the oscillograph when the large 
resistor unit is omitted. Oscillograph potential trans- 
formers (120 volts to 1.2 volts) can be mounted on 
these panels together with low resistance units, fuses, 
switches, protections, etc., according to the individual 
requirements for any particular service. 


FULL AUTOMATIC OPERATION UNIT 


A full-automatic operation panel has been developed 
for the multi-element~ oscillograph. This is much 
more complete, and more costly in construction, than 
that used with the Power Osiso. This outfit replaces 
the standard control unit for lamp and motor, and 
operates automatically on chance disturbances in 
power lines. Fig. 23 shows the complete, internal, 
wiring diagram. The front of the panel looks much 
like the standard panel which is replaced. However, 
the lamp-control switch is replaced by a 6-circuit 
relay, the switch stop is replaced by a thermostatic 
relay, and the double-pole switch by a duration-control 
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rheostat. The double-coil relay has four sets of making 
contacts and two sets of breaking contacts. One 
making contact, K-1, short circuits the 5-ampere a-c. 
pull-in coil (P). Two other making contacts (K-2 and 
K-5) are used in parallel to connect the lamp (L) 
across the 4 volts of the large storage battery. The 
remaining making contact is used to connect the motor 
to 6 volts from the battery. The two break contacts 
(K-3 and K-4) may be used to short circuit the current 
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coils of two instantaneous wattmeter galvanometers, 
if so desired. 

The duration-rheostat controls the amount of heat 
that will be supplied to the bimetallic strip of the 
thermostatic relay (7). This thermostatic relay; 
together with the standard oscillograph contactor (C), 
controls the duration of each automatic operation. 
The cut-out switch (O) cuts off the lamp and the d-c. 
holding coil (H), at the end of film. The motor 
rheostat controls the shunt field current so as to obtain 
the proper speed of the film. 


This apparatus may be used for three types of 
operation: First, for a staged test, such as deliberately 
throwing a short circuit on the power system to record 
what happens immediately before, during, and after 
the application of the short circuit. Second, for one 
or more automatic operations to be recorded on the 
ten-in. length of film on the rotating-drum_ holder. 
Third, for one or more (usually many) automatic 
operations to be recorded with the long film attach- 
ment so that each record may be of a definite length, 
both as regards time and distance traveled by the 
film. For staged test: The selector switch is thrown to 
S, the relay closes on d-c., the motor starts, the lamp 
lights, a few seconds later the remote-controlled 
apparatus is set into action, the proper time later the 
shutter opens and the exposure starts on the film, so 
as to give a few cycles record of open-circuit voltage 
followed ‘by short-circuit conditions and the surge 
of power which follows. At the end of the film the 
shutter snaps closed and cuts off the lamp and drops 
out the relay. The controllable delay in the closing of 
T gives the operator time to leave the apparatus, if 
located near a dangerous short circuit. 


For automatic operation with the rotating drum film 
holder, the selector switch is set at A. The deter- 
mining over-load current (in secondary of a standard 
current transformer) closes the relay which is then 
held in by the battery current. The lamp lights and 
the motor comes up to speed immediately. A record 
of short-circuit current is made kefore the circuit 
breaker can start to clear the line, the recording con- 
tinues during the action of the breakers and during the 
power surge which may follow. When the predeter- 
mined period of time has elapsed the thermostatic de- 
vice causes the relay to drop out and thus cut off the 
lamp and motor. All is then ready for another chance 
overload. At the end of the film the shutter closes 
and knocks open the cut-out switch so no further 
operation will follow until the film is changed and the 
shutter reset. 


IDEAL REPEATED AUTOMATIC OPERATION 


Repeated automatic operation with the long-film 
attachment can be made very definite as to time dura- 
tion and exposed length of film by the action of the 
contactor C in series with the thermostatic contact of 7. 
Every revolution of C represents 14 revolution of the 
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main drum of the long-film holder, or 4 in. of film. 
By proper setting of the duration rheostat the thermo- 
static element can be made to operate before the driving 
head has made one revolution, so as to make each 
record 4 in. long. Likewise this may be set for two 
or for three revolutions, so as to give exactly 8 or 12 
in. of record for each disturbance. This represents 
24, 12, or 8 successive operations on chance distur- 
bances for an 8-ft. film, or a maximum of 76 exposures 
on a 24-ft. film. Each exposure lasts from 2 to 15 sec., 
depending on the adjustments made. In most cases 
of automatic operation it will be necessary to use the 
gear-reduction unit between the 6-volt motor and the 
film driving head, in order to obtain a reasonably slow 
speed for the film, and corresponding low operating 
cost. However there is no need for this gear-reduction 
unit when it is desired to drive the film 8 in. per sec., 
or faster. This speed could be used to drive through a 
3-ft. film in less than 5 see. 


A resistance ketween the binding posts marked 
“LAMP” and “RES” is normally short-circuited by a 
link. This link is to be removed whenever the lamp 
is to be kept lighted for any length of time, such as 
during visualization with the viewing attachment. 

Great care should be used to eliminate all series 
resistance in the lamp circuit when it is desired to 
have the lamp come up to full brilliancy as soon as 
possible, as on automatic operation. 


APPARATUS RECUIRED FOR SATISFACTORY TESTS ON 
POWER LINES 


The requirements of oscillograph apparatus may 
vary considerably according to the data required. 
The chief necessary parts might be summarized as 
follows: 


A. At least three permanent magnet galvanometer 
elements and at least one instantaneous wattmeter 
element to show average watts, kv-a., and power 
factor. A total of nine elements may be included 
in one standard outfit. : 

B. A 20,000-ohm resistor unit with dial switches 
is very convenient for general testing with six elements. 
For power tests it may ke possible to use 120 to 1.2 
volt potential transformers to replace the high resistors. 
The three additional elements seldom require more than 
50 ohms adjustment apiece, such as-is supplied in the 
top panel described. 

C. No special relays are required for general testing 
and for staged tests. The lamp-control panel of the 
standard oscillograph is well suited to all such tests. 
When the oscillograph is to be used mainly for auto- 
matic operation on chance disturbances it is very 
convenient to have the full-automatic panel designed 
However, relays may be used external 
to the standard outfit’ and give fairly satisfactory 
results. 

D. A daylight-loading high-speed rotating-drum 
film holder is very desirable for general testing, but 
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may be replaced by a. daylight-loading long-film 
holder for repeated automatic operation on chance 
disturbances. The latter will take films up to 24 ft. 
inlength. . 

E. Ashutter mechanism, remote-control and lamp- 
extinguishing switches are very valuable for staged 
tests, but are not needed when. the outfit is to be used 
solely for automatic operation with the long film holder. 

F. For purely laboratory testing, it is convenient 
to use an a-c. supply unit with transformer and back- 
geared induction motor for driving the film at any 
desired speed. 

G. A sturdy 6-volt shunt motor has proved to be so 
valuable that it is included in every outfit. This 
motor is ideal for automatic operation on chance over- 
loads in power systems. 

H. Anyone who obtains a 3-element oscillograph 
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will appreciate the fact that it may be made into a 6- or 
9-element outfit whenever needed. 

I. Mere compactness of apparatus amounts to 
little compared with the increased reliability and ease 
of operation which is insured by proper design and 
construction of these instruments. 

Many oscillographs of this general type have been 
used throughout this country, Japan, and Europe. 


Discussion 

R. D. Evans: There is one point [ should like to emphasize 
in connection with the instruments deseribed, that is the use of 
the power or watt element. We are so accustomed to oscillo- 
graphic records of voltage and current that a power element 
record seems a little strange. Power records are, however, so 
useful for determining what has happened on power systems, 
that I am sure the use of the power element will find wide 
application. 


High-Voltage Oil Circuit Breakers for 


Transmission Networks 
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HE standards of the American Institute of Electri- 
‘} cal Engineers define an oil circuit breaker as a 

“device (other than a fuse) constructed primarily 
for the interruption, in oil, of a circuit under infrequent 
abnormal conditions.’””’ Common usage, however, has 
sanctioned the use of the term “circuit breaker’ as 
applying to a device for the regular and usual inter- 
ruption of an energized circuit as distinguished from a 
switch used only for opening circuits which are de- 
energized or not carrying load. This paper will con- 
sider only high-voltage oil circuit breakers, the term 
“high voltage” being taken as applying to potentials 
of 25,000 volts or above. 

The fundamental purpose of a high-voltage trans- 
mission network is to deliver power with a maximum of 
reliability at a minimum expense. 

The high-voltage oil circuit breaker is an integral 
part of a transmission network. It is purchased not to 
demonstrate whether or not it will fail under operating 
conditions, but to insure service under both normal and 
abnormal conditions. 

In every paper on transmission line stability 
presented before the Institute during the past five years, 
the importance of fast and accurate switching has been 
emphasized. The present paper proposes to outline in 
a general way how present day high-voltage oil circuit 
breakers fulfil some of the operating requirements of 
transmission networks. 

It may be said that oil circuit breakers are in use 
today only because no better substitute has been 
developed. In them, the function of the oil is to in- 
sulate the contacts one from another and from the tank 
or ground. Mineral oils with a relatively high flash 
point are the only insulating mediums thus far available. 
It must be noted, however, that during the time of 
arcing the oil is a decided detriment to the breaker. It 
becomes volatilized and builds up excessive pressures 
in the container, and it becomes ionized and forms a 
conducting path which aids rather than hinders the are. 
If it were possible to so construct a breaker, it would 
be better to separate the contacts the required distance 
and then introduce the oil at the zero point on the 
voltage wave. This is not a practical possibility and it 
is therefore necessary to have the contacts immersed in 
oil at all times. 

Many substitutes for oil have been proposed and tried 
with varying ‘degrees of success, and of these a high 
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vacuum seems to offer the greatest possibility of an 
ultimate solution to the problem.? A one-half inch 
travel of contacts in a high vacuum is equivalent to a 
great many inches of travel under oil, and many possi- 
bilities present themselves. The practical application 
of the knowledge is a real problem. An exceptionally 
high vacuum must be continually maintained under 
service conditions, and means must be developed for 
moving the breaker contacts the necessary inch or so 
within this vacuum before the switch can be made ready 
for general application. Of the other alternatives to oil, 
mostly hydrocarbons, which have been tried, none so 
far has been able to supplant the petroleum derivatives 
except for very special uses and even then only to a 
limited extent. 


From the foregoing it is seen that there is no im- 
mediate prospect of using any current interrupting 
device for the control of high-voltage transmission 
networks other than the oil circuit breaker using a 
mineral oil as the insulating medium. It must therefore 
be the foundation upon which to base the immediate 
developments to secure improvements which will 
better fit it for the duties it must perform. That im- 
provements are necessary and urgently needed is ob- 
vious to all operating men.° 

The object of an oil circuit breaker is to interrupt 
current. For the purpose of this discusssion the charac- 
teristics of the interruption may be divided into two 
general groups, which may each be further subdivided 
for special consideration as follows: 


I Characteristics influenced by the operation of the 
oil circuit breaker. 


a. Speed of break 


b. Current (to a limited extent) to be 
interrupted. 


II Characteristics dependent upon the connected 
circuit. 
a. Power factor, 
b. Recovery voltage, 
c. Phase balancing, 
d. Growth and decay of current values, 
e. Resonance. 


The subheading, I-a, may be still further sub- 
divided for a study of the manner in which the speed 
of break is controlled: 


2. Vacuum Switching Experiments at California Institute of 
Technology, R. W. Sorensen and H. E. Mendenhall, A. I. E. E. 
JouRNAL, December, 1926, p. 1203. 

3. A. I. EB. E. Trans., Vol. 48, 1924, pp. 656-657. and Elec. 
World, Feb. 5, 1927, p. 302. 
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I-a. Speed of break. 

1. Speeding up moving parts by, 
a. Spring retracted contacts, 
b. Accelerating springs, 
cont ¢. Quick break contacts, 
d. Explosion chamber contacts. 
2. Multiple breaks. 

The manner in which the speed of break is affected 
by the several methods listed above will be considered 
as exemplified in present day operating practise. 

a. Spring retracted contacts were first used exten- 
sively on oil immersed fuses which were in reality oil 
circuit breakers with a fuse as the tripping mechanism. 


Ment 


Fre. 2 


They were developed and used in Europe prior to 1904 
and have been thoroughly described in the technical 
journals of the time.‘ Letters patent covering this 
type of apparatus were granted in the United States in 
1905.° This type of equipment is doubly interesting 
at the present time because the surviving examples 
represent at the same time the highest contact speed and 
the smallest physical dimensions of commercial current 
interrupting devices for use on high-voltage circuits. 
The speed of break attained in a 114-ampere, oil filled 
spring retracted fuse with 7-lb. (3.17 kg.) pull is ap- 
proximately 40 ft. per sec. (138.1 m.persec.). An 
example of its performance with 1600 ohms resistance 
in series is given in Fig. 1 and with 300 ohms series 
resistance in Fig. 2. Both tests were made intheshort- 
circuited phase to ground connection of a grounded Y 
110-kv. circuit. 

b. Accelerating springs are used at present on most 
of the high-voltage oil circuit breakers. They may be 
compression or tension springs or both, and in some 
cases both types may be found in the same breaker. 
Such springs are for the most part extended or com- 
pressed, (depending upon the type), by the final action of 
the closing mechanism of the breaker and serve both as a 


4. ' Elektrotech. Zeitsch., June 9, 1904, F. Collischonn. 
5. Patent No. 781,347 to Christian Kramer, Jan. 31, 1905. 


WILKINS AND CRELLIN: HIGH-VOLTAGE OIL CIRCUIT BREAKERS 


149 


damping agent on the closing stroke and foracceleration 
of the contacts on opening. In certain cases, the con- 
tacts themselves serve such a purpose, as for instance in 
the Westinghouse butt contacts, which are spring- 
supported or the condit contacts which are of laminated 
leaf copper type. The effect of these contacts can 
be seen clearly in the accelerated travel of the moving 
member, which slows down again after the contacts 
part. See Fig. 6. - 

There are two major objections to the accelerating 
springs in general use. First, their effect is minor so 
far as a reasonable amount of speed in concerned, the 
maximum recorded being about one-half ft. per sec. 
(15.2 em. per sec.);and second, they absorb energy at a 
time on the closing stroke when it cannot well be spared 
from most types of closing mechanisms. If greatly 
strengthened, they give rise to uncertain closing and hair 
trigger adjustments, already too much condemned by 
operating engineers to require further discussion. 
Suffice it to say that present day breakers require 
too many critical adjustments, and development must 
be toward a reduction in their number rather than any 
tendency to make them more critical. 

ce. Quick break contacts usually take the form of 
auxiliary contacts and serve two purposes,—first, to 
increase the separation betwen contacts in a given 
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Vaca—Dixon Substation—June 20, 1926 


time, 7. e., to reduce the time of arcing, and second, 
to preserve the main contact surface by breaking the 
are on replaceable auxiliary contacts. 

From‘ an operating standpoint the time and energy 
required to operate the quick breaks is an advantage 
to the oil circuit breaker, gained at the expense of the 
system on which it operates. This comes about by 
reason of the fact that all varieties of quick break 
contacts now available delay the opening time until the 
contacts have traveled a sufficient distance to bring the 
quick break into action. Figs. 3 and 4 show the speed 
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time curve of a Pacific Electric Manufacturing Com- 
pany, 110-kv., 400-ampere, six-break, oil circuit breaker 
with contacts arranged as shown in Fig. 5. In this 
case, the main contacts part after 3 or 4 in. (7.5 or 10 
em.) of travel from the closed position, whereas the 
arcing contacts do not part until 8 or 10 in., (20 or 
25 em.) of travel has been obtained. This requires 
0.075 sec. or more than 4 cycles on a 60-cycle system. 
oo 
| 4 
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Fig. 6 shows thespeed—time curve fora Westinghouse 
Type G-2, 187-kyv. oil circuit breaker of the type used on 
a 220-kv. grounded Y system in which the quick break 
contacts have the form shown in Fig. 7. With this 
breaker, the main contacts part about 11% in., (4 em.) 


orn BUICK BREAK AACING Tih 


( 

Cre 

aN 

ne 

LV i 

€ OF ENTRANCE : 
BUSMIHOE 


wr 
DLAOL # CONTACT. ] 
ARCING TIFL PARTING ~ « 
7 


Fic. 5—Duraits or Conracts, Paciric Evecrric O11 Circurr 
BREAKER 


from the closed position and the quick break auxiliary 
contacts about 10 in. (25 em.) from the closed position. 
This requires about 0.25 sec. or 15 cycles on a 60-cycle 
system. The speed obtained on the quick break con- 
tacts themselves is about twice that of the main con- 
tacts so that the are when started is extended at about 
three times the main contact speed. 

d. Increased contact speed may also be gained 
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through the use of the explosion chamber type of con- 
tacts. These are a development of the original Type H 
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Westinghouse type G-2, oil circuit breaker, with rotating release arcing 
tips, at Vaca—Dixon Substation—June 26, 1926 
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oil circuit breaker manufactured by the General Electric 
Company, and may be found in the high interrupting 
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capacity breakers of the General Electric Company in 
the United States, and its affiliated companies, notably 
the A. E.G.,in Europe. The principle of the explosion 
chamber contact is illustrated in Fig. 8 and is too well 
known’to require any extended description here. 

In this type of contact the speed of break is obtained 
by virtue of the gas pressure in the contact chamber 
acting on the rod as a piston. The gas pressure is 
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generated by the arc acting on the oil within the ex- 
plosion chamber and depends upon the clearance be- 
tween the contact rod and the explosion pot entrance 
bushing and the amount of oil volatilized. ‘The amount 
of oil volatilized depends upon the current in the arc 
and the time of arcing. This means that high currents 
will cause increased contact speed over lower currents. 

Fig. 9 shows the speed—time curve of a General 
Electric F H K O-36-33C, 115-kv., oil circuit breaker at 
no-load, and Fig. 10 shows the speed—time curves for 
the same breaker when interrupting 300 amperes of 
line charging current. In this type of contact the 
clearances are determined by the maximum amount of 
current to be interrupted and the maximum speed the 
contact member is permitted to attain. Inthe example 
given above, the maximum speed was 5.5 ft. per sec. 
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(1.8 m. per sec.) while in the extensive Canton tests*® 
the contact speeds were between 6 and 7 ft. per sec. 
(2 and 2.3 m. per sec.). The contact speeds attained 
at the Alabama Power Company tests’? on explosion 
chamber breakers were between 4.75 and 6.6 ft. (1.56 
and 2.16 m.persec.). This type of breaker obtains 
increased contact speed at the expense of the oil in the 
circuit breaker. 

The breakers thus far considered have all been of the 
two-break type, and the total length of arc in all makes 
is approximately the same. The contact speeds are 
also of the same order and range from 3.5 ft. (1.15 m.) 
per sec. to somewhat less than 7 ft. (2.8 m.) per sec. 
In order to better appreciate what these speeds repre- 
sent, it may be well to convert them to mi. per hr., 
a term universally familiar to all. Thus we see that 
3.5 ft. (1.15 m.) per sec. is only 2.4 mi. (3.86 km.) per 
hr., 5 ft. (1.64 m.) per sec. is 3.41 mi. (5.5 km.) per hr. 
and 10 ft. (8.28 m.) per sec., 6.82 mi. (11 km.) per hr. 
which is only slightly above the speed of a brisk walk. 
Present day high-speed d-c. circuit. breakers have a 
speed of approximately 200 ft. (65.6 m.) per sec. 

Speed of contact travel is the only feature of the 
breaker which may be varied to reduce the time of 
arcing, and when it is considered that it is at present 
usual to ask for interrupting capacities of a million kv-a. 
or more, it would seem logical to greatly increase the 
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speed of contact travel. The effect of increased con- 
tact speed will be discussed later. 

Under the heading I-a, Speed of break, there still 
remains the consideration of the second subdivision, 
Multiple breaks. By common usage the term multiple 
break has been considered to apply to circuit breakers 
employing more than two simultaneous breaks in series 


6. Journa. A. I. E. E. July, 1927, p. 698, Tests on Oil Circuit 
Breakers, by Sporn and St. Clair. 

7. J.D. Hilliard, Circuit Breaker Tests at Bessemer, Ala., 
Trans. A. I. E. E., 1924, p. 626. ; 
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to interrupt the circuit. American manufacturers of 
this type of breaker are the Condit Electric Manu- 
facturing Company (Brown Boveri type) the Kelman 
Electric and Manufacturing Company and the Pacific 
Electric Manufacturing Company. The Brown Boveri 
switch tested at Canton® was an imported breaker, but 
almost identical with the American built breakers of the 
same design. This was a type AF 24/1A, 150-kv. 
breaker with ten breaks in series per pole. It had a 
contact speed of from 1.7 to 2.2 ft. (0.56 to 0.72 m.) per 
sec. and a contact travel of alittle less than one foot, 
(0.3 m.). : 

The Pacific Electric breaker has six breaks in series 
per pole, the contacts rotating to make a horizontal 

break. The speed—time characteristics of this breaker 
with a solenoid operating mechanism are shown in 
Fig. 4. The most recent switches of this company are 
equipped with a motor-wound spring-type operator 
which has increased its speed of operation to give a 
contact travel of approximately 15 ft. (6m.) per sec. 
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115-Ky., 400-AmprrEe Orn Circuir BREAKER 


Vaca—Dixon Substation—July 10, 1926 


with speed—time characteristic curves of the same 
‘shape as shown in Fig. 4. 

Kelman breakers also émploy a six-break contact 
which is controlled through a pantograph mechanism to 
make a horizontal linear break. The breaker is sole- 
noid operated, and has a contact travel of approximately 
3.2 ft. (1 m.) per sec. 

The importance of speedin clearing trouble in a high- 
voltage transmission network cannot be too strongly 
emphasized. As systems grow in size and the amounts 
of power available at a fault increase, it becomes more 
and more necessary to isolate the fault in the shortest 
possible time. With the large amounts of power avail- 
able, great damage is done in a very short space of time 


8. Spornand St. Clair., Tests on Oil Circuit Breakers, Jour- 
nat A. J. BE. E., July, 1927, p. 698. 
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and the very existence of the network depends upon the 
quickness and accuracy of the switching. : 

Relays have been developed and applied to line pro- 
tection to such an extent that it is now practicable to 
relay a line so that: troubles causing a flashover can be 
cleared before material damage is done to the line 
insulators. or conductor more than 90 per cent of the 
time. Relays are now in operation which will close 
their contacts selectively on grounds on one of a pair of 
parallel lines in a definite direction on both ends of 
that line in considerably less time than is required for 
any available high-voltage oil circuit breaker to open 
its contacts after the trip coil has been energized. 

It will be shown later that the time required to open 
the contacts of a present day high-voltage oil circuit 
breaker is roughly one-half the total time required to 
clear the average case of trouble. Exception to this is 
made in the case of the breakers with explosion chamber 
type contacts where the time is greater or less dependent 
upon the particular design and the current to be inter- 
rupted. It is therefore evident that the time consumed 
by the relays in discriminating between circuits and 
starting the necessary operations to trip the switch is 
approximately only one-third of the total time required 
to clear the circuit. The balance of the time is taken 
by the oil circuit breaker itself in completing the inter- 
ruption and is unnecessarily long. That increased 
speed is desirable seems to be universally accepted. 
The best method of achieving this increased speed 
seems very much debated. From an operating stand- 
point, however obtained, higher interrupting speeds 
would benefit both the breaker itself om the system of 
which it was a part. 


LIMITATION OF CURRENT 


In the foregoing outline under subheading (b) as a 
characteristic of the circuit interruption influenced by 
the oil circuit breaker was given the limitation of the 
current to be interrupted. 

In such breakers as have this feature incorporated, 
it is usually accomplished by the insertion of resistance 
into the circuit before the final rupture takes place. 
European breakers use this feature much more often 
than those manufactured in America, one reason being 
that the greater proportion of European oil cireuit 
breakers are multiple contact and lend themselves 
particularly well to such treatment. 

The. mechanical design of high-voltage oil circuit 
breakers is not yet advanced to a point where the 
resistance feature can be added without reducing the 
mechanical. reliability of the breaker below a safe 
minimum in many eases. 

However, low-voltage circuits for heavy date are 
customarily equipped with external reactors to reduce 
the duty on the oil cireuit breaker and are considered 
sound practise even though they entail a continuous 
loss often for the sole purpose of protecting the oil 
circuit breaker momentarily during trouble. 
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The expense and operating difficulties attending the 
use of external reactors for high-voltage work has pro- 
hibited their use for 60 kv. or above, except in a few 
isolated cases. The mechanical difficulties attending 
their use internally on a two break oil circuit breaker 
have likewise prohibited their use in that direction in 
this country. 

CHARACTERISTICS DEPENDENT UPON THE CONNECTED 
CIRCUIT 

Assubheadingsunder those characteristics over which 
the oil circuit breaker has no control are grouped: 
(a) power factor, (b) recovery voltage, together with 
others to be considered later. 

Because of the fact that the current in an a-c. circuit 
is broken at or near the zero of the current wave the 
duty on the breaker is least at unity power factor since 
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reasonably good and operating practise has determined 
also that by far the major portion of high tension net- 
work troubles are from conductor to ground. 


In practise, therefore, the power factor of the circuit, 
while important, is not vital to an oil circuit breaker 
with any reasonable margin of safety except in special 
cases which will be considered later. Coupled with 
power factor is recovery voltage usually defined as the 
voltage across the oil circuit breaker contacts in the 
first half eycle after the circuit is interrupted. 

The only thing definitely established regarding 
recovery voltage on an operating network is that it is 
not the simple vector relation of normal voltages that a 
single generator gives on test. All of the transient 
characteristics of the connected equipment influence 
it sometimes for several cycles after the arc has cleared. 


Fig. 11—IntTEerRupTion oF Sineue-PHase Grounp on Pir Line No. 1 (System Connecrep) 


Vaca—Dixon Substation—July 9, 1926 
Y — B P contacts open 
El. 1—Position indicator 
El, 2—Arc volts B phase 
El. 3—B phase current 
El, 4—50-cycle timing 


the voltage across the contacts is also zero at that time. 
With a decrease in power factor two things happen: 

First: The voltage available to strike across the gap 
and reestablish the arc is higher being a maximum at or 
near zero power factor since the voltage is a maximum 
when the current is zero at that time. 

Second: Since the character of the circuit interrupted 
determines the character of the voltage wave across the 
contacts, the are voltage on inductive circuits has the 
characteristic horns as discussed in many texts.° 

These horns for metallic electrodes under oil are very 
sharp, frequently too sharp to be recorded satisfactorily 
on the commercial oscillograph and are often equal to 
or, slightly greater than the nominal circuit voltage at 
the time of interruption. 

Contrary to the usual idea, system stability tests have 
demonstrated that in practise the power factor of a 
ground on a high-tension network may have been 


9. Alternating Current Phenomena, C. P. Steinmetz, Pages 
353-357. 


PHASE BALANCING AND GROWTH AND DECAY OF 
CURRENT VALUES 


In low-voltage networks and particularly in oil circuit 
breaker tests on a single generator the current to be 
interrupted begins to decrease after the first half cycle 
of short circuit. It is therefore, as a rule, easier for the 
oil circuit breaker to clear the circuit several cycles 
after the short circuit is applied. 

Most troubles on such generators and networks are 
between phases so that such tests represent a practical 
operating condition. 

High-voltage network troubles are more often from 
wire to ground; on the sytem of the Pacific Gas and 
Electric Company for instance, on 60 kv. and above, 
over 95 per cent of all line trouble is from phase to 
ground. For such conditions the initial short circuit 
current may be only a fraction of the final value to be 
interrupted. 

Fig. 11 gives an oscillograph record of a wire to ground 
short circuit on one of two parallel 220-kv. lines with the 
system in normal operation cleared by relay in the 
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usual way, leaving the second line in service. The 
current in this case increased for some 5 or 6 cycles and 
was then practically constant until interrupted. This 
is due to the so-called phase balancing action and in 
‘some cases has given as high as a 2 to 1 ratio between 
initial and maximum amperes. The same thing takes 
place if the several phases of an oilcircuit breaker do 
not interrupt the circuit simultaneously although this 
trouble is largely eliminated from present day oil 
circuit breakers.’° 


RESONANCE 


Of all the phenomena occurring during the interrup- 
tion of a high-tension circuit as part of an operating 
network, there remains the one probably the least 
understood,—resonance. At the instant the contacts 
part, an arc is established. It has a so-called negative 
resistance due to the fact that the initial stream of 
ions and electrons under the influence of a high potential 
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This has an immediate and practical application in 
high-tension oil circuit breaker practise because on 
every line that is cleared in trouble to ground at least 
two phases at one end must interrupt charging current 
which may or may not be the nominal charging current 
of that line. 

In Fig. 11 was given a record of the interruption of 
a single-phase 220-kv. ground of some 2430 amperes. 

Fig. 12 gives the record of the same oil circuit breaker 
on the same 202-mi. line interrupting 156 amperes of 
charging current at 220 kv. 

' The length of are, slightly under 19 in. per contact, 
was the same, the contact burning the same so far as 
visual inspection could determine, and the deterioration 
of the oil the same. Figs. 13 and 14 give these plotted 
in the form of curves. 

It is to be noted that after the first two cycles the 
current builds up at the natural period of the line to 
values much in excess of the normal 60-cycle charging 


Fie. 


12—Pir Line CuHarGinc Current INTERRUPTION AT 220 Kv. 


Vaca-—Dixon Substation—June 26, 1926 


X—A-phase contacts open 
El. 1—Position indicator 
El, 2—C phase current 
El. 3—A phase current 
El. 4—50-cycle timing 


gradient cause additional ions and electrons by collision. 
This in effect increases the area of the are and decreases 
the resistance. 

At the start of the break there is a relatively low 
potential across the are and the effect of are voltage is 
searcely noticeable. As the contacts part the voltage 
across the arc increases and the current growth for each 
cycle is determined more and more by the character- 
istics of the connected circuits frequently differing 
greatly from the system frequency. 

This ability of the arc to convert from one frequency 
to another is well known in communication but is little 
appreciated by transmission engineers and practically 
no data on the effect of series arcs in a circuit containing 
capacity and reactance are available."! 


10. Practical Aspects of System Stability, R. Wilkins, A. I. EB. E. 
Trans., Vol. XLV, 1£26, p. 41, (Fig. 7). 


Y—Bphase Z— C phase 
El. 5—B phase current 
El. 6—Arc volts B phase 
El. 7—Arc watts B phase 
El. 8—50-cycle timing 


current, the speed of current growth being greater for 
short sections of line since the characteristics change 
for them. 

In practise such records have been taken for several 
makes of 110-kv. oil circuit breakers for identical con- 
ditions using the several methods of increasing contact 
speed from two break breakers with a speed of less than 
4ft. persec. per contact to 6-break breakers with a speed 
of 15 ft. per sec. per contact and a range of arcing time 
from 12 cycles on the slower speed to 2 cycles on the 
higher speed. 

The total arc length increases for a given duty on 
most types as the speed increases at some rate less than 
the speed increase, 7. e., a 6-break oil circuit breaker has 
a greater total arc length, but amuch shorter length per 


11. C. P. Steinmetz, Frequency Conversion by third Class Con- 
ductor, A. I. E. E. Trans., Vol. XLII, 1923, p. 470. 
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contact than a two-break oil circuit breaker for the same 
duty. 

The important point often overlooked isthat the high- 
speed breaker clears the disturkance in much less time 
with much less damage both to the system and to the 
breaker. 

There is no virtue in making an elaborate contact 
arrangement and then slowing the whole mechanism 
down to the same total speed as a simple one break 
breaker. Buta breaker which will clear a given trouble 
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Fig. 13—Srveie-PHAsE GRoUND ON Pir Line No. 1 


Equipped with rotating release arcing tips. Breaker tripped out by 
station relays. Line connected to System, at Vaca—Dixon Substation— 
July 9, 1926 


in one or two cycles is a much more satisfactory piece 
of apparatus than one requiring 15 cycles, provided it 
can be properly relayed and made to stay together. 


CONCLUSIONS 


Throughout this paper the viewpoint on controversial 
subjects has been from the practical side; that is to 
say, from the position of the operating man rather than 
the manufacturer. This as is it should be, for design 
must meet the requirements of the operating man who 
purchases and uses the apparatus. 

The primary assumption has been made that the 
function of a transmission network is to deliver power 
with a maximum of reliability at a minimum expense. 
The oil circuit breaker is an integral part of the network 
and has a particular and very important function to 
perform. 

Engineers engaged in the design of transmission 
networks must now plan the network to operate in such 
a manner that it will not overstep the capacities of the 
oil circuit breakers installed. These capacities are 
not definitely known and therefore large factors of 
safety must be allowed and unnecessary expense 
incurred. 

This is especially true in very high-voltage trans- 
mission lines, where both carrying capacity and stability 
are greatly improved if the lines can be broken up into 
sections by switching stations and only a relatively small 
section isolated to clear up trouble. Such a plan is 
not generally carried out because of the operating 
limitations and great cost of high-voltage oil circuit 
breakers. The oil circuit breaker is therefore the 
limiting feature to the securing of the best possible 
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operating results in electric transmission developments 
involving many millions of dollars. 

With the increase in transmission voltage and the 
large concentrations of power, there has come a new set 
of problems not previously encountered. The problems 
of transmission line stability and continuity of service 
are of the utmost importance because outages render 
large blocks. of power unproductive of revenue and 
may cause financial loss to consumers dependent upon 
continuous service. The position which the oil circuit 
breakers hold in these problems is becoming more gen- 
erally realized, their faults and shortcomings recognized 
and most important of all, their economic relation to the 
rest of the development is being clarified. This has 
taken time, for engineers and operators have formed the 
habit of unconsciously basing their decision around oil 
circuit breaker limitations. They had to be on the 
safe side, and what would have been the best solution 
of a problem may have been discarded in place of a plan 
less favorable from economic or operating results, but 
more sure of success because the circuit breakers could 
not be considered as highly reliable pieces of apparatus 
to guarantee the carrying out of the most desirable plan. 

Certain fundamental requirements may be set down 
as essential in an oil circuit breaker for use on high- 
voltage transmission networks. To meet these re- 
quirements with present day knowledge of oil circuit 
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Fig. 14—Pir Line No. 1 Cuarcine Current INTERRUPTION, 
with WESTINGHOUSE TypE G-2 Om Circuit BREAKER 


Equipped with rotating release arcing tips at Vaca-Dixon Substation, 
June 26, 1926 


breaker design requires a composite breaker embodying 
the strong points to be found in the designs of the several 
manufacturers. Briefly, these requirements are: 

1. The total operating time for a complete ‘‘open- 
close-open” cycle of operations at rated current, and 
voltage shall not be more than 0.2 sec. 

2. The arcing time shall approach as close as possible 
to the ideal of one-half cycle. 

3. The energy for the switch operator shall be stored 
and available for instantaneous release. The mecha- 
nism should not have a power demand in excess of one 
kw. 
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4, The breaker shall be capable of completing 100 
normal operating cycles before any inspections or ad- 
justments are necessary. (If requirements 1 and 2 
are met successfully, there should be no trouble in 
reaching 1000.) 

5. The breaker shall be so designed that it can be 
installed, adjusted, and maintained by the average 
mechanic without especial training in oil circuit breaker 
technique. 

The growing knowledge of the important part played 
by the oil circuit breaker in a transmissiion network is 
stimulating investigations on the part of the operating 
companies to satisfy themselves as to the best circuit 
breaker for use on a given system. As has been 
previously stated, it is economically unfeasible for each 
manufacturer to maintain equipment for the testing of 
oil circuit breakers with a rating of 2,000,000 or more 
kv-a. at 220,000 volts. Also these tests at the manu- 
facturers’ plants are not conclusive for it is impossible 
to duplicate the conditions met on an extensive, inter- 
connected transmission network, where recovery 
voltage, resonance, surges, etc., are variable and 
indeterminate. . au 

The only way in which it is now possible for an operat- 
ing company to satisfy itself of the suitability of any 
theory of circuit breaker design, is to conduct carefully 
supervised tests on its own system. This requires a 
maximum of courage, but if reliable service is the 
ultimate goal, all equipment must be tried and found not 
wanting. Competitive designs and theories, coupled 
with a wide range in price quotations, all in the face of a 
positive refusal to give any guarantees on. performance, 
make the selection of an oil circuit breaker for a given 
installation extremely difficult. Present day knowledge 
must be amplified by further test data. 


It is entirely possible that the oil circuit breaker as 
now known, may not be the ultimate device for opening 
a-c. circuits. They are used today because they are the 
only devices which have been developed to the point 
where a reasonable dependence may he placed on their 
operation. 


The immediate problem is to combine in one oil 
circuit breaker all of the good features now available in 
the designs of the several manufacturers. By so doing 
it will be possible to approach the operating require- 
ments set down previously, and secure a breaker 
superior in performance to any now offered. Along 
with this must go continued research, looking toward 
the development of a device for the interruption of a 
high-voltage, a.-c. circuit which will be as dependable 
in its operation as is the transformer and generator. 
Pending this time, oil circuit breakers must be purchased 
and used with a full knowledge of their limitations. 


Discussion 


J. D. Hilliard: In this paper the importance of high-speed 
switching in increasing the stability of the transmission network 
is emphasized, and the conclusion is drawn that the oil circuit 
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breaker is the only piece of dependable apparatus at present 
obtainable, or likely to be obtainable in the near future which can 
be used for this work. 

To this conclusion I think no exception will be taken by those 
familiar with the operation of interrupting devices for electric 
circuits, including the so-called vacuum switch. 

For years it has been recognized that speed was one of the chief 
factors in the construction of an efficient oil circuit breaker, but 
it was also recognized that the oil breaker must be of sturdy 
construction. By speed I mean the total time elapsing between 
the beginning of the short circuit and the complete interruption 
of the current. 


The fact that one breaker may have a shorter arcing period 
than another may be of small moment so far as system stability 
is concerned, if the total interrupting period of the two breakers 
is practically identical, and when test data are given both the 
total short-circuit duration and arcing duration should be given, 
if a logical comparison is to be made. 


Whether a shorter arcing duration is favorable to one breaker 
as compared to another breaker will depend on the speed of 
break (per break unit) of the two breakers, and the number of 
breaks in series; in other words, it will depend upon the total 
quantity of gas generated in the two breakers. 

Tests with plain-break contacts, operating under identical 
conditions, have shown that the two-break breaker is quite 
likely to generate less gas than 6, 8, or 10 breaks in series. Itisa 
fact as the authors have pointed out, that a current-limiting 
resistance in series with the are, greatly reduces the severity of the 
are. This coupled with the light weight and high speed of the 
moving parts explains the superior action of small potential 
fuses where the current flow is limited by resistors. When, 
however, an attempt is made to apply the same kind of a device 
to an oil circuit breaker where the resistance must be shunted in 
circuit when the breaker operates, it is found that many difficul- 
ties arise, not the least important of which is keeping down the 
cost of the breaker equipment. 

The authors have given the speed of a General Electric Com- 
pany FHKO-86-33 C, 115-kv. oil cireuit breaker as 5.5 ft. 
per sec. maximum at 300 amperes charging current. The inter- 
rupting capacity of this breaker for two O-C-O duty cycles is 
3750 amperes at 115,000 volts, and since the speed of operation 
of this breaker is a constant of about 5 ft. per sec. at no load, plus 
a variable dependent upon the load interrupted, the figures 
given, although correct for the quoted load, are not half their 
real value when the breaker is interrupting its rated interrupting 
capacity. 

Moreover, one can expect a longer are when interrupting a 
small charging current than that obtained when interrupting 
the full interrupting capacity of the breaker, so that taking both 
these factors into consideration, one would expect the full-rating 
are duration would be less than half as long as the charging- 
current arcing duration. 

It is also a fact that the speed of operation of the explosion- 
chamber breaker is a maximum shortly after the end of the 
contact rod clears the throat bushing,—that is, the speed is a 
maximum at the time of the long are, and this means the smallest 
quantity of gas during that period. This should be compared 
with the breakers having the maximum spring tension and maxi- 
mum speed during the early stages of arcing when the gas 
generated per unit of arc length is small. In one case we have a 
maximum speed decreasing to a minimum; in the other case we 
have a minimum speed increasing to a maximum. 

The quantity of gas generated at constant speed of contacts for 
a given are duration varies approximately as the square of the 
speed, because the are likewise varies directly as the speed. 

When the above facts are considered, it is easily seen why the 
explosion-chamber breaker produces such a small quantity of gas, 
and why it has such a high interrupting capacity. 

It is not clear to the writer why high speed of separation is 
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necessary when interrupting line charging current or load currents 
of small magnitude, because under these conditions the line 
should befairly stable. - = « 

For heavy short circuits, however, high speed would be 
advantageous, and it is under these conditions that the explosion- 
chamber breaker is at its best, and its strong construction enables 
it to stand repeated interruptions without damage. 

The Canton tests were 26 and 30 consecutive operations on the 
two breakers, without examination of the oil or contacts, and 
both were in first-class condition at the end of the tests and 
could, undoubtedly, have duplicated the performance and still 
have been ‘in good operating conditions. It is probable that 
100 such operations would still have found them able to carry 

their rated load’ and interrupt their full rated interrupting 
capacity. : 

It is to be expected that the earlier explosion-chamber 
breakers would not be developed to the degree found in the 
modern breakers, that the years of operating experiénce would 
result in breaker improvements, that better constructional 
methods, better materials, and better workmanship would be 
built into the later breakers just as there have been improvements 
in the automobile in the same period. 


It is unfortunate that the various curves mentioned in Messrs. 
Wilkins and Crellin’s article are not available at this time, and, 
therefore, no comparison can be made on the time Of relay action, 
breaker trip, and breaker interruption of circuit. 


In the article no mention is made of tank pressures asafunction 
of speed of interruption, and but little has been said concerning 
voltage rises due to the same cause. 


Fairly high impact pressures must be expected in the oil 
when high-speed interruption takes place, although at the time 
there may be no evidénce of pressure in the air space above the 
oil. This high impact pressure is due to the substantial in- 
compressibility of the oil, the mass of the oil and the instanta- 
neous generation of a gas in fairly large volume. It acts, of 
course, to stress the tank and unless the seams are well made, 
may result in their being opened up, whereas with a slower 
operating breaker the stresses may be considerably less. 

The voltage rise, from substantially instantaneous interrup- 
tion, is likely to be a real problem, and in such apparatus ex- 
cessive voltages have been observed during tests, and the steep 
wave front makes it impossible to obtain.an oscillographic 
record with the ordinary oscillographic apparatus. 

Peak records can, of course, be obtained by a surge recorder, or 
by the cathode ray oscillograph, and such records have shown 
surges considerably in excess of any. mentioned by the authors. 
It is not impossible that under special conditions, voltage surges 
of 25 times the applied volts may be observed. 

The authors mention the fairly high power factor in a short 
circuit toground. This is, of course, due to the ground resistance 
and was to have been expected. It also largely accounts for the 
fairly easy condition for ground interruption on a system having 
a grounded neutral. : The fundamental requirements, as laid 
down by the authors, are not so impossible of achievement by 
the high-voltage oil circuit breaker as would appear at first 
glance, and with the exception of (1) 7. e., O-C-O cycle of opera- 
tion = 0.2 second, can I believe be approximated if there is a 
demand for such a breaker and the purchaser is willing to pay 
the price of development. 

The testing of oil circuit breakers by the manufacturer and 
user is of great importance, and the General Electrie Company’s 
engineers are not only making such tests daily at the factory, 
but have taken every opportunity to make tests upon operating 
systems. 

The! General Electric Company strongly recommends the 
publication of full detail information on such system tests. 
Such information will be of incalculable value to transmission 
companies and manufacturers of oil circuit breakers, and will 
act largely to dispel the skepticism concerning circuit-breaker 
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operation and rating which now exists. The factory tests are 
considered of so great importance that a new testing generator 
has been constructed and will have been given preliminary 
tests by September 10, 1927. 

This generator is the largest testing generator ever constructed, 
and is expected to give a short-circuit kv-a. of nearly 600,000. 
Space has been provided for additional generators of the same 
or larger capacity, and it is expected that if connected to the 
Mohawk-Hudson system ultimately a short circuit capacity of 
considerably in excess of 1,000,000 kv-a. will be available at 
both low and high voltages. 


The testing installation has been made very complete, and 
comprises both resistors and reactors for current limitation, 


_bomb-proofs in which to test the breakers, a separate oscillo- 


graph and assembly building and ample grounds surrounding 
the test plant, so that the test men and observers may be ata 
safe distance from the breakers tested to destruction, and every 
breaker which can be stressed to that extent will be so tested. 
The testing equipment will, of course, be as complete as if can 
be made, and instruments are provided for measuring all factors 
affecting the interrupting capacity of the breakers that it is 
possible to measure. 


In the thousands of tests made with our factory testing genera- 
tor during the past six years, we have observed phenomena far 
more severe than any ever recorded by us on tests made upon 
transmission systems. We have observed are lengths in excess 
of the charging-current are lengths observed by the authors; 
and it is my opinion that our testing conditions are more severe 
than obtained on any transmission system in existence today, 
if we except the operation of a transmission system at the instant 
of a lightning stroke. 


These observed test values are used in the design of new 
breakers, and it is these observations which determine the 
physical dimensions of our breakers. It is because. of our 
observations that the break distances of General Electric breakers 
are made consistently greater than those of any other manu- 
facturer; and although we realize that it may be a rare occurrence 
for an are to be drawn the full break distance, it is also realized 
that a sustained are in an oil circuit breaker is a serious thing and 
may result in the destruction of the breaker, and must be guarded 
against at any cost. 

The authors state that the manufacturers positively ‘‘refuse to 
give a guarantee on performance.” I think that a consideration 
of the facts will show that statement is not exactly correct. 
While the General Electric Company does not guarantee their 
breaker rating, they do stand back of their breakers and will 
continue to do so. 

At a joint meeting of the Oil Circuit Breaker Section of the 
Power Club and the Oil Circuit Breaker Subcommittee of the 
N. E. L. A. a year ago, all of those present were unanimously 
agreed that a manufacturer could not guarantee interrupting 
capacities of oil circuit breakers, because the interrupting 
capacity at any given instant depended on system, maintenance, 
and operating conditions which were entirely beyond the control 
of the manufacturer. 

The Oil Cireuit Breaker Subcommittee of the N. BE. L. A,, 
therefore, unanimously agreed that three alternative clauses 
be recommended to the manufacturers, but expressing a prefer- 
ence for the following clause: 

“Because system, maintenance, and operating conditions are 
beyond the control of the manufacturer, interrupting capacities 
of oil circuit breakers cannot be guaranteed, but this does not 
relieve the manufacturer of his contract obligation to deliver 
oil circuit breakers having interrupting capacities as specified.” 

Acting on this recommendation of the Oil Circuit Breaker 
Subcommittee of the N. E. L. A., the General Electric Com- ~ 
pany.adopted this clause as reeommended. Under this elause, 
the company is bound by a legally enforceable contract to deliver _ 
a circuit breaker having the specified rating, and evidence that 
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the circuit breaker does not have the rupturing capacity specified 
would force the company to replace the circuit breaker with one 
having the specified rating, or would make the company liable 
for damages for breach of contract. 

There may be uncertainty in the minds of some manufacturers 
and some users as to the meaning of kv-a. interrupting capacity. 
Is it the interruption at unity power factor, or at approximately 
9) deg. lag or lead? Is it the interruption of the current on an 
otherwise isolated bus system, or is it interruption on 4 system 
having a connected load with shunt reactance and electrostatic 
capacity? Is it on grounded or ungrounded systems? 

As far as the General Electric Company is concerned, and 
based on engineering information that has become available 
from field and testing department experience, the General 
Electric Company’s published interrupting rating includes all 
the conditions mentioned above and the General Electric Com- 
pany will continue to publish ratings on this basis unless future 
development makes modification necessary, in which case, the 
published ratings will state that fact. 

The writer regrets that the tests did not include repeated 
interrupting tests at or near the rating of the breaker so that 
observations of contact burning could have been made. 

H. E. Strang: In discussing oil circuit breakers the term 
“Speed of Operation” is frequently used and unfortunately at 
times loosely applied with the net result that some confusion 
exists a6 to just what thought this expression is intended to 
convey. 

From the standpoint of system stability, interest is centered 
around the total time required for opening a circuit from the 
instant the trip coil is energized until the are is finally broken, 
rather than the actual speed in feet per second at which the 
contacts nay part. 

An analysis of the opening characteristics of various kinds of 
breakers will reveal the fact that one type of motor operator 
which imparts 4 comparatively high speed in terms of feet per 
second to the contacts after they have started moving, has an 
inherent time delay in the tripping mechanism itself, which 
makes the dead time, or the time from energizing the trip coil 
until the contacts part, nearly twice as long as in the case of 
breakers operated by other types of motor or solenoid 
mechanisms. 

Supposing that there may be a balance in favor of the breaker 
operated by this former mechanism of some few half cycles of 
arcing time, the total duration of short circuit may be much 
longer than in the case of a breaker whose contacts travel more 
slowly, but operated by a mechanism with a shorter inherent 
dead time. It is this feature which is essential when considering 
the application of oil circuit breakers from the standpoint of 
their effect on system stability. 

It is regretted that the curves which have been presented 
showing the opening characteristics of various types of breakers 
were not plotted on the same basis, that is, from the time the 
tripping impulse is delivered to the trip coil. 

Figs. 9 and 10, showing the opening time of a General Electric 
FHKO-36-110-kv. breaker seem to answer a commonly raised 
question regarding the effectiveness of explosion chambers at 
low currents. In this case while opening only 300 amperes which 
is some 8 per cent of the breakers’ interrupting rating, a definite 
acceleration is given to the contacts which amounts to an increase 
of about 2 ft. per sec. in maximum velocity over the no-load 
speed. 

That this effect is consistent in reducing the arc length over 
the entire range of a breaker’s rating is also apparent from the 
published results of the Canton tests where in the case of one 
explosion-chamber breaker during a series of 30 tests, ranging 
from 23 per cent and 83 per cent of its interrupting rating, the 
are length varied from but 40 per cent to 20 per cent of the 
stroke. 

As the authors have stated, the ultimate interrupting capacity 
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of these large breakers may not be definitely known. It is 
believed, however, that if there is any uncertainty in the ratings 
it is on the side of conservatism, and that it is not necessary to 
apply factors of safety to the ratings of breakers which have been 
subjected to extensive factory tests, the results of which have 
been substantiated by field tests such as those made at Canton. 

M. M. Samuels: May I be permitted to add some con- 
structive suggestions? First is the question of the parts which 
the users and manufacturers should respectively take in the 
further development of breakers. 

Now, it is not possible, nor is it necessary for an operating 
man to known as much about all of the detail problems of 
breaker construction as a manufacturer's engineer. But the 
operating man knows what he wants the breaker for, what _ 
service it has to perform, he knows this better than the manu- 
facturer; he has to make it perform as part of a system, and he 
soon finds out wherein it fails so to perform. 

Advice along these lines from operating men should be eagerly 
sought by manufacturers. The manufacturer should realize 
that the customer is not just kicking for the fun of it; but that 
when he kicks there is something wrong; and then let the experts 
get busy and find out what is wrong. 


The needed spirit of cooperation on the part of the manu- 
facturers is beginning to show itself here and there, and has no 
doubt been a contributing factor of considerable importance in 
the great strides which the manufacturers have made in very 
recent years in circuit breaker developments. But more of it 
is needed. 

Another suggestion which may be made is that future tests 
should be carried on under actual operating conditions. So far, 
elaborate preparations have been made for each test. Contacts 
were cleaned and adjusted, mechanisms greased, relays cleaned, 
new oil placed in the tanks, etc. Under operating conditions 
this is not done every day, and in most eases it is not done often 
enough; and yet breakers have to operate. 

I should suggest that in the future tests be made on breakers 
after they have been in service for some time, without making 
such preparations. In other words, without telling the breakers 
that they are going to be tested. 

As to the concluding requirements of Messrs. Wilkins and 
Crellin, I may state that the one requiring a maximum of one 
ky. is to my mind not of great importance. I will grant that the 
great amount of power required to close some breakers is due to 
very clumsy mechanism designs. The bell-crank artist is still 
among us, and the manufacturers have not as yet learned that a 
good switch designer is not necessarily a good mechanism de- 
signer, and that none of the switch mechanisms shows the in- 
genuity and beauty which may be observed in some of the 
automatic machinery which they have in their own shops. 
However, give me a good breaker, and I do not care if it takes 5 
kw. to close it. ; 

The suggestion that it should be possible to install a breaker 
without skillful mechanics likewise seems to be going somewhat 
too far at the present. Itis true that breaker mechanisms should 
be simplified rather than be 1nade more complicated; but I 
doubt if it ever will be possible or even desirable to eliminate the 
skillful mechanic in the installation of breakers. 

Let me add a concluding remark. It will be necessary to 
reduce the cost of breakers in the future. The breaker today 
represents the limit to electrical development, not only insofar as 
it sets a maximum to the amount of energy that can be safely 
switched, but also economically. Many a prospective develop- 
ment cannot be put through because the cost of switching makes 
the whole development uneconomical. It will not be sufficient 
in the future to spend half a million dollars on research to find 
out that the tank steel has to be 14 in. instead of % in. thick, 
and to spend another half million to find out that two more 
pounds of copper will have to be added to the contact, or that 
structural-steel tops are in some cases preferable to cast-steel 
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tops. To our shame it must be admitted that the ratio of 
results to development expense is very low in the circuit-breaker 
field, and it is development expense which makes the cost of 
breakers so prohibitive. ' 

Radical discoveries and inventions are needed, if the industry 
is to progress. A beginning has already been made, and one 
hint is already mentioned in the paper as to what might be 
‘expected in the future. I am referring to vacuum switching. 
But so far that is only a hint; and in general there are very few 
inventions of ingenuity and importance on record in the whole 
history of switching. 

The industry seems to have been immunized against an attack 
by the bacillus of invention. Messrs. Wilkins and Crellin are 
right, therefore, in their statement that we are doomed to depend 
on oil breakers for a good long time to come; and that the im- 
provement of them, to which I may add the reduction of their 
cost, is of immediate importance. ‘ 

L. C. Williams: “Speed” is a much misinterpreted word. 
The electrical engineer talks in terms of cycles for interrupting 
a circuit or clearing a fault whereas the mechanician speaks in 
terms of velocities of the moving elements. 

Let us consider switching time in two parts, (1) the time 
required to overcome inertia and acquire acceleration of blades 
and measured from the time the relay contacts close until the 
arcing tips separate and (2) from that point until the arc is 
broken and the fault cleared. 

The sum of the two times is important from the standpoint of 
system stability and all operating engineers desire it cut to an 
absolute minimum. 


The second consideration is of vital importance in switch 
performance as high blade velocities contribute to a short dura- 
tion of arc and improvement in switch reliability. 

Our present methods of control work somewhat at cross pur- 
poses. To gain high blade velocities is usually at the expense of 
burdensome control equipment and markedly increasing the time 
to get under way. 


What we want is an improved control equipment which 
permits the switch to operate rapidly and minimize the overall 
operating time. 

Slow-motion pictures taken of the mechanism of heavy 
duty switches emphasizes this necessity and likewise afford an 
accurate means of calibrating switch speed curves. 

W.S. Edsall: The paper points out the desirability of clear- 
ing trouble from the transmission line in the shortest possible 
time. Several curves are given showing oil circuit breakers of 
the 110,000- and 220,000-volt class, giving the time required from 
closed position to the contact-breaking point and arc-clearing 
point. It is noted that on one 110,000-volt contact-break type 
of breaker it required about 0.125 sec., or 71% cycles on a closed 
position to opening of the contacts. About 414 to 5 cycles 
additional were required to break the are of the changing current. 
Contrasted to this in a desire to point out that records are 
available showing the performance of the American Brown 
Boveri Electric Corporation BO-60, 110-D oil circuit breaker 
handling short circuit in the order of 400,000 kv-a. where the 
complete O-C-O cycle was made in approximately 14 cycles. 
This time is taken from the instant the contacts touched on 
closing plus the relay action time for reversal of motion of 
moving member springing the are and complete interruption. 

This type of oil circuit breaker is of the 10-break or multiple- 
break type. It is of the comparatively slow-speed design. In 
no case was the speed of the moving element higher than 2.8 ft. 
per sec. 

The statement is made that records have been taken on 110- 
ky-a. oil circuit breakers both on 2-break and 6-break types, with 
speeds varying from 4 ft. per sec. to 15 ft. per sec. per contact 
and a range of arcing time from 12 cycles on the slow speed to 
2 cycles on a higher speed. This would infer that the higher- 
speed breakers clear the are more quickly than the slower-speed. 
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It is also stated that ‘‘the important point often overlooked is 
that the high-speed breaker clears the disturbance in much less 
time with much less damage both to system and to the breaker.” 

Records are available showing the type BO-60, 110-D, Ameri- 
can Brown Boveri. Electric Corporation oil circuit breaker, 
performing on O-C-O cycle with short circuit in the order of 
500,000 kv-a. wherein it is shown that very slow speeds will 
interrupt the are in the ‘same time of arcing as with higher 
speeds. It was shown on one test that the average speed was 
approximately 5.5 ft. per sec. on opening and on the second 
O-C-O of the operating duty the speed was reduced to approxi- 
mately 1.4 ft. per sec., approximately 50 per cent of normal, 
yet the time of arcing remained the same. 

It is our belief that, contrary to the general thought, the 
introducing of greater speeds alone does not necessarily give 
better oil-circuit-breaker operation. It is our belief that the 
use of the 10-break multiple break with slow moving mechanical 
parts presents many advantages. Due to slow speeds there is no 
racking of mechanism at the end of the stroke, whether on 
closing or opening,—only simple torsional accelerating springs 
are used. There is no quick-break mechanism of any kind, 
hence no triggers, latches, nor springs. 


Furthermore, it has also been demonstrated on tests that close 
to 700,000 kv-a. the use of the 10-break breaker gives pressures 
less than 20 lb. per sq. in. in the tank. 


There have been some misconceptions as to the length of are 
per are and the total are length in breakers of the 10-break type. 
It is true that if the speed of the moving element were the same 
in the 10-break type as in the usual 2-break type the total length 
of arc in the 10-break type might exceed that of the 2-break type. 
However, the speed of the BC-60 American Brown Boveri 
high-voltage oil circuit breaker is comparatively low, so that the 
total length of are is very little if any greater than would be 
experienced on a 2-break type under the same conditions. It is 
definite that the length per are is much less in each of the 10 
ares than the length of each are in a 2-break type. 


The paper makes a reference to the use of resistance in con- 
junction with one multiple-break oil circuit breaker. Reliable 
resistance-type multiple-break oil circuit breakers have been 
built in Europe for many years. Resistance is mounted within 
the tank at a point such as to clear it from precipitating carbon 
and low-dielectric oil at the bottom of the tank. The usual 
method is to connect resistance in shunt with 4 or 6 of the 
multiple breaks, leaving from 2 to 4 of the multiple breaks in 
series. Upon interruption the ares which are shunted by the 
resistance are immediately made unstable, thereby leaving very 
high resistance in series with 2 to4 ares. This gives a high resis- 
tance against the recovering voltage, cuts down the current 
flow and acts to diminish the time of arcing. Breakers of the 
110,000-volt class with interrupting rating of 500,000 kv-a. of 
the resistance type have been built and successfully operated for 
a number of years. 

In summarizing we would point out that the high-voltage oil 
circuit breaker as manufactured by this corporation will probably 
come nearer meeting No. 1 requirement on the eighth page of the 
paper than any others on the market today. This requirement is 
that the complete O-C-O eycle shall not be more than 0.20 
seconds. Interrupting-capacity tests in the order of 500,000 
kv-a. show a time of 0.22 see. average. The operating mecha- 
nism for these breakers is of the motor type, simplein construction 
and requiring very small current for operation. The power 
demand is less than 1 kw. 

The breakers are of very simple construction, such as will 
enable them to go through many operating cycles with very 
little inspection. 

Philip Sporn: (by letter) I am pleased that the authors 
have tackled a question that has not been given the attention 
it deserved, and that is the question of oil cireuit breakers and 
their effect on continuity of service in transmission networks. 
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I think some work ought to be done also with particular reference 
to the effect on continuity of service of switching arrangements on 
high-voltage lines. 

As a general rule a transmission line is planned and built by 
the transmission engineering department and when it is all over 
the job is given to the relay engineer to relay it. Sometimes he 
actually knows something about it a few months in advance of 
completion but it is very seldom he has much of a say in the 
arrangement of the line and the effect it will have on his various 
loop circuits. The fact that this additional line will make selec- 
tive action almost impossible or, if it does make it possible, will 
introduce unusually high time settings on some of the lines, is not 
given very much weight and the problem is generally considered 
one of minor importance and one that a good relay engineer ought 
to be able to take care of. Of course where a double-circuit 
line between two points is involved, the problem is very very 
simple but very often the double-circuit lines do not materialize 
or where a line is laid out for two circuits, a single circuit only is 
installed and such a period may last for five years. The intro- 
duction of a pilot system of protection on transmission lines will 
materially ease the whole problem of sectionalization. It will 
particularly make possible the reduction in the time a fault is 
allowed to stay on the system and this will reduce to a negligible 
quantity not only the damage done during a fault but will also 
improve stability and will further reduce the trouble on 
customers’ apparatus as a result of long surges on transmission 
systems. 


Obviously if a earrier-current pilot system of protection is to 
be effective it has got to have a reliable means of coupling and 
Mr. Belt has shown! some of the devices that can be and are 
being employed today to obtain reliable and effective coupling. 
It is of course evident that there is no sense in making large 
expenditures on a relay system such as a carrier-current pilot 
system that will cut down relay action on a single line from 2 or 
3 sec. to 44 sec. if the breaker itself will take an equal amount of 
time to function in clearing a short circuit after the relay system 
has energized its trip circuit and this point has been brought out 
very well by Messrs. Wilkins and Crellin. As an example of 
this, refer to Fig. 10 where one of the phases of a breaker is shown 
taking about 0.27 sec. before opening. Now, compared to a relay 
action of 3 sec. 0.27 seconds is quite good but when dealing with 
orders of time of relay action of about 0.5 sec. 0.27 isn’t quite so 
good. 


With some of the conclusions of the authors as to the funda- 
mental requirements of a circuit breaker, I agree; with others I 
differ quite radically. For example, I believe that the operating 
time for a complete ‘‘Open-Close-Open”’ cycle of operations can 
be materially raised above 0.2 sec. provided the opening time 
ean be reduced say to a figure approaching 0.05 sec., or, as an 
outside figure 0.1 sec. There is no question that the ideal half- 
eycle of arcing time would be a highly desirable thing if it could 
ever be obtained but I cannot quite see why it is necessary to 
limit the power demand of the mechanism to 1 kw. I do not 
see that it is necessary to have the breaker designed so that it 
can be installed, adjusted, and maintained by the average 
mechanic without oil-cireuit-breaker technique. I should like 
to see them designed so that they can be installed, maintained, 
and adjusted and then stay put when worked on by the average 
mechanic who had some special training. 


That it is highly desirable that a breaker shall be capable of 
completing more than two normal operating cycles before any 
inspections or adjustments are necessary, there is no room for 
argument. The wonder is that the present operating cycle was 
agreed upon and not rejected as utterly absurd by the operating 
people. I donot know whether 100 is at all essential but it ought 
to be of that order. For the present 40 or 50 would be good 


1. Coupling Capacitors for Carrier-Current Communication, T. A. 
E. Belt, A. I. E. E. Journnat, October, 1927, p. 1051. 
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enough and I believe that if the operating engineers insist on it 
they will get it some day. ‘f J 

Again I am in entire agreement with the authors in that the only 
way for an operating company to know today as to whether 
the breakers that it is buying or that it contemplates buying 
will or will not perform satisfactorily, on its system, is to test 
them. Some day breaker development will have reached the 
point where this will not be necessary but it does seem necessary 
today. That this happy stage will arrive by combining all of 
the good features now available in the designs of the several 
manufacturers as the authors so confidently expect, I am not 
at all certain; we have seen in other lines of endeavor develop- 
ments involving combinations of the best feature of each that 
gave a rather queer result. The problem would seem to be 
rather to have each manufacturer develop his design or new 
designs to a point where he is certain and doesn’t merely think 
that the breaker will do what he says it will do. 


R. J. C. Wood: One of the oscillograms shows the current 
increasiny on interrupting the charging current on the line. Mr. 
Crellin said this was contrary to the ordinary conduct of current 
on short circuit. ~ 

In testing Mr. Sorensen’s vacuum switch, which was done by 
bringing a synchronous condenser up to speed on the system, 
disconnecting from the system, and throwing it on the switch 
and using it as generator, we had occasion to notice the shape of 
the short-circuit current during the time previous to the opening 
of the switch. Quite a number of oscillograms of short-circuit 
current were made, some of them showing the ordinary asymmetri- 
eal type but quite as many showed the short-circuit current 
increasing for the first few cycles. 

E. A. Crellin: It was short-circuit current. 

R. J. C. Wood: But a single-phase ground. 

F. C. Lindvall: The authors mention the possibilities of 
the vacuum switch. We at the California Institute of Tech- 
nology who have worked on the problem of breaking currents in 
vacua are quite gratified by this recognition, for not all operating 
engineers and oil-switch designers are convinced that some day 
the vacuum switch may be a reliable piece of station equipment. 

We feel that our optimism regarding the switch is justified, and 
that the fundamental idea of the switch is sound. Yet, as Mr. 
Crellin pointed out, the transition from a rather delicate piece 
of laboratory equipment to a reliable device for commercial 
service is a long step which presents numerous difficult technical. 
problems; but fortunately, as more new work is done on the 
switch, many anticipated difficulties eliminate themselves. 

Two such points that the authors mentioned in their paper 
should be discussed briefly. First, we have found that the 
extremely high vacuum which was originally assumed to be an 
obvious prerequisite is not really necessary. This interesting 
fact was observed in a general way in the earlier vacuum switches, 
but in order to obtain more definite data on this point a small 
switch was constructed. This model had butt contacts of 4-in. 
aluminum rod. An ionization gage located between the switch 
and the cut-off from the diffusion pumps served for measurement 
of gas pressure in the switch. 

For convenience in testing, the duty cycle of this model 
consisted of short circuiting and immediately opening the short- © 
circuit on the high side of a 15,000/220-volt 10-kv-a. transformer. 
The short-circuit current through the switch was 3.5 amperes 
and the potential across the switch after break was of course 
15,000 volts. For the first 20 or 25 trials of the switch at a 
pressure of 2 x 10~5mm. of mercury severe arcing resulted with 
consequent liberation of gas from the electrodes. However, 
the contacts were then in shape for proper switching and success- 
ful operation followed. In fact, at a vacuum of the order men- 
tioned, an are could not be drawn out to maintain between the 
contacts even with maliciously slow operation. 


Several runs of 400 or 500 operations were made with the 
switch cut off the pumps with careful note taken of time and of 
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changes in the vacuum. These pressure changes were then 
compared with leakage curves taken on the switch, and the 
interesting result was that the rise in gas pressure during the 
long switching runs followed very closely the curves-of leakage 
coming from a, faulty seal. In other words, the amount of gas 
given out by switching with clean electrodes was but little. 

The switch functioned consistently and was apparently in- 
different to existing gas pressures up to the order of 5 X 10-?mm, 
Beginning at somewhat lower pressures decided flashing could be 
seen at each operation of the switch, but every time a successful 
break was made. As a matter of fact, the switch would break 
current satisfactorily with sufficient gas present to give a solid 
negative glow from a spark coil through a side discharge tube. 
Hence, to generalize from these results it follows that with out- 
gassed contacts only a tolerably good vacuum, one which is. 


relatively easy to get and easy to maintain, is needed for success-_ 


ful switching. Thus, at once, many of the troublesome details. 
of high-vacuum technic are avoided, and in consequence the 
‘switch lends itself more readily to the ordinary methods of 
manufacture. 


The second point mentioned by Mr. Wilkins and Mr. Crellin, 
that of operating the contacts within the vacuum chamber, has. 
been simply and adequately solved through the use of flexible: 
bellows, which makes possible moving the switch contacts. 
through any required distance by any suitable mechanism. Asa. 
consequence the switch may be locked in closed or open position, 
a feature demanded by the operating engineer. 


We have also found that extreme speed of opening is unnecessary 
in the vacuum type of breaker. Thus the contacts themselves. 
may be simple and have low inertia.. In turn, the operating 
mechanism may be of light construction, permitting the operat- 
ing speed of the switch as a whole to be made extremely high. 
This speed, together with the characteristic first half-cycle- 
break of current, will give a circuit breaker whose operation will 
no doubt be rapid enough to meet modern switching re- 
quirements. 


A further desirable feature would follow in that the simplicity 
of the operating mechanism of a vacuum switch should allow an 
accuracy of adjustment which would result in more nearly 
approximating the simultaneous breaking of current in the three 
phases of the switch. 


R. W. Sorensen: Reference has been made to the develop- 
ment of gas pressure tending to rupture switch tanks when a 
switch is open, and the question has been asked, does this 
phenomenon of pressure occur in the experimental vacuum 
switches when such switches fail to function properly and do not 
interrupt the current? It would be natural to expect in case of 
failure to interrupt the circuit that gases might be given off 
from the switch terminals in sufficient quantity to develop 
pressures that would cause an explosion or bursting of the 
chamber containing the vacuum switch. Experiments which 
have been made with the vacuum switch in which over 150,000 
ky-a., single-phase has been interrupted by means of single-pole 
switches have failed to show enough gas pressure to produce 
explosion. Also, when circuits of this capacity have not been 
completely interrupted by the opening of the switch, the switch 
has withstood any tendency toward an explosion. In a few 
cases where the glass container for the vacuum chamber has 
broken, whether due to heat or mechanical injury, the parts of 
the glass container have not been thrown about so as to indicate 
an explosion, but have rather simply dropped to the ground and 
done no damage; in fact, we have had less flying of glass than is 
often the case when an ordinary electric light globe is broken. 
As an indication of our confidence that no explosions occur, I 
may say that those of us who are working with switching in 
vacuum have so little fear of flying glass or other parts that we 
stand within a few feet of the switch in order to watch its operation 
when experiments are being conducted; in fact, we approach 
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the switch much closer than has been considered safe with oil 
switches which may throw oil. 

Another very favorable feature of the vacuum switch is the low 
voltage rise in the circuit at the time of break. For, though the 
vacuum switch always breaks the circuit on the first half cycle, 
we have found the voltage rise with the vacuum switch to be less 
than with the oil switch. The oil switches we have worked with 
usually hold the are 8 or 10 half cycles. That is, there seems 
to be more rise in voltage on the circuit at interruption when it. 
takes several cycles to make the interruption than there is when 
interruption is made during the first half cyele. Many times in: 
our laboratory we have put one of our vacuum switches in a 
convenient 15,000-volt circuit capable of supplying current up to- 
150 amperes and have, by means of the hand-operating lever, 
opened and closed the switch rapidly, perhaps six or eight times 
per second. This we can do 25 or 30 times without distressing: 
the switch in any way. I have never seen such a demonstratiom 
made with an oilswitch. Infact, the amount of energy expended 
in the switch does not seem to be great, the actual drop across the 
are at separation of contacts being probably less than 100 volts. 
This means that there is not available a great deal of energy at 
the place where it will destroy switch contacts. One of our small 
switches, the contacts for which are rods 3 in. in diameter, has 
been used to open a 15,000-volt circuit, the current in which 
varies from a small amount to 125 amperes, more than 4000» 
times and the contacts show no appreciable pitting. I feel that. 
we may safely say, therefore, that a vacuum switch which has: 
been properly tuned up for operation will give good service and 
be able to interrupt circuits almost an infinite number of times: 
without damage to contacts. 

I do not wish in any way to give an impression that vacuum 
switches are ready for the market. During the five years we- 
have been working on the switch we seem to have made small 
progress. Each move, however, has been a progressive one and’ 
perhaps it will not take five years more to develop a switch which 
will have some degree of success in practical service on power’ 
lines. 


In conclusion, I can reply to Messrs. Wilkins and Crellin by’ 
saying that we have developed a means for moving practical 
circuits in a satisfactory way. We have also been able in an 
experimental way to fulfil requirements 1, 2, 3, and 4 as listed 
in their paper. Requirement No. 5 is the one we have not as 
yet been able to meet. 


E. K. Sadler: We have just completed some over-all’ 
tests, at our factory, which approach Messrs. Wilkins and’ 
Crellin’s specifications; and I should like to make a few remarks. 
on that. 


We have found it possible to obtain the following speeds with- 
out complicating the operating mechanism or subjecting the 
switch to excessive jar in operation. This switch was of the six- 
break type and the speeds given are the total for all six breaks. 

We have obtained a velocity of 51 ft. per see. when the arcing 
contacts break and a maximum velocity of 75 ft. per sec. at a 
point some inches beyond where arcing contacts break. Open- 
ing of switch requires only 0.089 sec. for full travel of blades, 
and an elapsed time of 0.16 sec. from energizing the trip circuit. 
until the arcing contacts open. The total break equals 36 in. 

As regards a switch jumping when the operating mechanism 
is mounted remote from the switch; this switch can move 2 
in., back, forward, right, left, up or down and still operate: 
perfectly. 

J.P.Jollyman: From the standpoint of the engineer having 
to do with the operation of a power system, we are very much 
concerned with the effects of trouble on the power system. We 
want to get those troubles off the system as quickly as possible. 
We do not want to wait until the voltage of the system is reduced 
to a point where the duty on the circuit breaker is reduced. We- 
want the trouble removed before service is impaired and what- 
ever kind of switch it is will have to stand this quick service. 


ay 


J. 8. Thompson: (communioated after adjournment) Ut ta 
of (noaleulable value to the manufacturer of oll ciroult breakera to 
aooure the Madings of engineers who have ao thoroughly atudied 
the problema to be met in aibetroultebroaker deaign and to have 
the reault of theee studios aummarived in the requirementa whieh 
they have laid down, ‘These requirements are looked upon aa 
aupplementary to moat of thore outlined by Mr, Jenka of the 
Weat Penn Power Company, in the paper appearing in the 
1024 Pransacriona of the Ay TQ. 1, p. G48 

With roference to requireniant &, it ia possible that a atatement 
that the mechaniam should demand but a very amall amount of 
power would be auitlciont, but the exact reference to 1 kw, is 
presumably prompted by the faet that mechaniama are available 
whieh require no more power than 1 kw, 

With regard to the diseuaaion presented by Mr, Sporn, it 
would appear that hia reference to the absurdity of the teat duty 
ayele demand ia based upon a tendenoy to look upon test rating as 
avnonymous with normal operating ratings In cirouit-breaker 
practise, Tn all other apparatus the teat ratings to which the 
apparatus is submitted, for periods sueh aa one minute, are far 
in excess of the operating rating and therefore it is possible 
that some adjustment should be made so that the elreuit breaker 
operating twice under the A, TB, By test rating would operate 
comfortably at a redueed operating rating for the 100 or even the 
LOO0 operating eveles referred to in requirement No, 4. We 
would draw attention to the facet that the N, BE. MM, A, rule for 
reduced interrupting capacities, under item B, suggests the ratio 
whieh these two ratings might bear to each other, 

With regard to the discussion presented by Mr, Hilliard, 
the uncertainty regarding elroult breakers on the part of those 
best informed is indicated by the phrases: ‘It is quite likely”; 
“Not half’; “One may expect’; “Tt is probable’; “Could un- 
doubtedly"; ‘May result’; “Ts likely to be"; “Tt is not im- 
possible,” 

Mr, Hilliard appears to assume that doubling the speed of the 
break would tavariably double the length of the are, and with 
respect to this assumption, we would draw attention to Figs, 4 
and 10, showing are durations of two-break and six-break cireuit 
breakers under exactly similar conditions, These curves in- 
dicate a duration of are of 0.045 see. in the six-break cireuit 
breaker and 0.15 see, in the two-break circuit breaker, 

There would appear to be an Inconsistency in Mr, Hilliard’s 
reasoning where he suggests that a greater quantity of gas is 
developed by high contact speed, whereas later in his diseussion 
he states that high speeds are advantageous, 

Mr, Hilland indicates that high-speed interruption produces 
Voltage surges and also impact pressures in the ail, If this is 
the ease it would appear that voltage surges are a necessary 
eoncomitant of high-speed cireuit interruption. But regarding 
tank pressure, it may be stated in support of multiple breaks 
that no Pacitie Rlectric Manufacturing Company six-break oil 
eirouit breaker tank ar top casting has ever been damaged either 
under test or operating conditions, ner have tank and cover 
assemblies ever been forced apart. 


Mr, Hilliard makes the point that the leng break is of value 
and, recognizing this, the Pacific Electric Manufacturing Com- 
pany provides that each one of the six breaks of its cireuit 
breakers is substantially as long as each one of the breaks of the 
conventional two-break oil cireuit breaker. Properly disposed 
multiple breaks can be considered as a grouping of two-break 
oil cireuit breakers in series, and could not be assumed to draw 
ares, per pair of breaks, as long as a single two-break oil cireuit 
breaker. This fact has been put in practical application on a 
Pacific Coast operating system oan which the failure of a twe- 
break cireuit breaker was remedied by placing a similar two- 
break cireuit breaker in series with it, the two mechanically 
connected to operate simultaneously. But a further advantage 
of six-break cireuit breakers is obtained by so disposing the breaks 
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that the explosive effect of one are tends to blast a volume of 
oll through the path of adjacent ares, 

With regard to the comment submitted by Mr, Strang, the 
factor of inherent time delay in the tripping mechanism is a 
vital one, In developing the motorewound spring-operated 
moechaniam devised by Mr. Wilkina, the engineers of the Pacific 
Wlectrio Manufacturing Company gave this factor prime con- 
alderation, with the result that the inherent time delay in this 
control is satisfactorily brief, It is possible that the control 
referred to by Mr, Strang could be corrected to secure equally 
excellant characteristics, 

EB. A. Crellins Everybody seems to have remarked about 
the power demand of the operator being limited to one kw. Mr. 
Samuel says, “Give me a good breaker and I do not care if it 
takes tive kw, tocloseit,”’ Itis granted thatit makes little differ- 
ence to the switch itself how much power it takes to operate it 
so long as there is sufficient to get the contacts in or out in fast 
time, The limitation was added for another purpose and was 
included along with the other specifications to complete the list 
of requirements, 


Let me point out what is involved in a large operator power 
requirement, especially in a breaker which requires practically 
the same energy to open as to close, I recently visited a sub- 
station in which there will ultimately be some fifty 60-kv. 
breakers and six or eight 220-kv. breakers, the most remote of 
whieh are 900 or 1000 ft, from the switchboard. If it is necessary 
to have operating currents on the order of 200 amperes at 125 
volts, we are faced with a very great expense in storage batteries 
and control cables in order to hold up the operating voltage. 
It may well happen that a group of breakers will be simul- 
taneously tripped, and if they require heavy operating currents 
to open, will force the installation of expensive equipment. 
BHven with the gravity-opened breakers, it may well be that a 
large series of successive operations will lower the battery voltage 
to a point where further operation is impossible. The reason 
for imposing the limitation on operating power was to effect 
economies in installation. Such operators are available, and 
greatly to be preferred to those requiring 200 or more amperes. 

Mr, Williams and Mr, Strang both have the same thought on 
the definition of speed. It is high over-all speed until the circuit 
is cleared that we are after. If the actual time of contact move- 
ment is kept relatively high for reasons of switch design, then 
speed must be attained in the operating mechanism in order 
to bring down the total time from the closing of the relay con- 
tacts to the final interruption of the cireuit. In this paper 
‘*‘speed”* does not mean the rapid motion of parts so much as it 
does the rapid interruption of the circuit, no matter how attained. 
Tt is felt by the authors, however, that much higher contact 
speeds than those at present obtaining will be of great advantage 
not only in preserving system stability, but in easing the stresses 
within the breaker itself, : 

Roy Wilkins: Mr. Hilliard states that ‘‘for years it has been 
known that speed was one of the chief factors of an efficient 
oil cireuit breaker."’ Nothing seems to have been done about it, 
however, until very lately. 

With regard to the testing of breakers below their rating, it 
might be well to point out that most of the failures on operating 
tests including those at Canton have been very much below the 
breaker ratings. 

Mention was made of the fact that substantially instantaneous 
interruption causes very great voltage rises. This was the 
original argument against oil cireuit breakers and is as true 
today as it was in 1895. There are as yet, however, no com- 
mervial oil cireuit breakers that even approximate instantaneous 
interruption. No one has any hope of getting under the first 
half eyele. Mr. Sorensen has noted no alarming voltage rise 
at one-half cycle. In this connection, as was pointed out in 
the paper, the circuit characteristies are the determining factor 
on such phenomena. 
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With regard to guarantees, there were last year in one State 
of the U. S. some twenty times as many law suits for damage due 
to defective transformers as there were due to oil circuit breakers; 
the same arguments hold for both as far as care and maintenance 
are concerned, yet no reliable manufacturer proposes to withdraw 
the transformer guarantee. 

With regard to the meaning of interrupting capacity in kv-a., 
Iam frank to state that I, for one, am doubtful of what it means, 
if anything. Several years of intensive study in both the field 
and factory have so far only strengthened this doubt. 

Multiplying a voltage on the bus before trouble by the current 
in the first one-half cycle of are after trouble has no physical 
meaning and so far as yet demonstrated no practical one. 

With Mr. Strang we are in thorough accord; it is a performance 
that is desired. The particular mechanism required may in 
the end not even remotely resemble any of the present types. 
The effect of trouble on the system is important, the effect on the 
breaker incidental, though all too often it is the controlling factor. 

In reply to Mr. Edsall, I wish to emphasize again that what 
the purchaser buys is equipment to separate an operating system 
from a fault,—the fault and the oil circuit breaker condition at 
the time are secondary matters. While slow speed may be good 
for the breaker it decidedly is not for the system. 

Breakers must be built whose opening time is under 0.1 sec. 
preferably as low as 0.05 sec. and whosé arcing time ap- 
proaches closely the optimum of 14 cycle. 
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Executives have been busy in the past with other matters, 
but of late they are giving more and more time to interconnection 
and network operation. and the effect of combinations of net- 
works. Eventually they will learn that the reliability of the 
entire network depends on the ability of the circuit-interrupting 
equipment to function properly in less than the time required for 
the parts of the network to pull out of synchronism and such 
circuit-interrupting equipment will then be demanded and 
made. 

The point and purpose of the paper is not an attempt to 
design an ideal circuit breaker but to outline the requirements. 

There are at present two theories or methods of network 


 operation,—one with relatively light ties in an extensive network 


where each load is fed from more than one source, and in trouble, 
the smallest practicable section is isolated. Such systems require 
fast relaying and insure continuous service and are represented 
by the Pacific Coast, the Southeastern and the North Central 
networks in the United States, all covering extensive territories. 

The second method depends on a backbone with radiating 
feeders where large blocks of power are transferred from the 
general source to the loads and where outages are not expected 
on the main arteries. Such systems provide only emergency 
relaying on these main lines because their loss means the serious 
crippling of the system, and extremely fast operation would not 
be necessary. No such system exists today in practise on any~ 


_ thing like the scale of the type given above. 


Lightning Protection for Oil Storage Tanks and 
Reservoirs 


BY ROYAL W. SORENSEN* 


Fellow, A. I. E. E. 


Synopsis.—This paper outlines work done in connection with 
planning a protection scheme for the oil storage tank farms of 
the General Petroleum Corporation of California. The work 
shows that the average annual number of storms at a given location 
is a constant. The dielectric property of oil has no influence in 
causing lightning or inducing it to strike oil in storage. 

Tests show that excellent protection can be obtained by towers 


INTRODUCTION 


N California, the production of great quantities of oil 
has made necessary the development of storage 
capacity for millions of barrels of oil of varying 

degrees of inflammability. 

Three types of storage containers have been used; 
all steel tanks, tanks with steel walls and roofs of some 
other material, and large concrete basin-like structures 
commonly known as reservoirs. 

Previous to 1926, on California oil properties, fires 
resulting from lightning were scattered as to time and 
place. Also, insurance rates for damage to these prop- 
erties by lightning were sufficiently reasonable to make 
such insurance more economical than the employment 
of protective measures for oil or oil products against 
induced and direct-hit ignition by lightning. 

Three major fires which occurred during April 1926, 
resulting in the loss of several lives and almost 
$20,000,000 worth of property, immediately caused a 
large increase in insurance rates and entirely changed 
the aspect of the problem in emphasizing the fact that 
insurance can never compensate for the economic loss 
involved in the destruction of large quantities of oil. 

The average number of thunderstorm days per year 
for a given geographical location is, according to 
Weather Bureau statistics, a constant which has not 
changed during the period covered by their records 
(Fig. 1). 

In different parts of the United States, the number of 

such days varies from less than 5 to 95 per year. Small 
areas within the divisions represented by the reports 
may have a greater or less number of such days. 

The probability of damage by lightning in any given 
area is largely a function of the number of storms occur- 
ring within that area, the amount of the area occupied 
by life and property, the character of structures or 
materials included therein, and the absolute humidity— 
which determines the percentage of lightning discharges 
that will occur as strokes to ground. 
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properly installed, but they do not indicate absolute immunity 
against hits. 

The work done also shows that an extensive field program, sup- 
plemented by such laboratory work as required for understanding 
and assisting the field program, should be carried out to extend 


our knowledge of lightning phenomena and protection. 
* * 


area ‘ 


Each year adds to the portion of any given region 
occupied by life and property and increases accordingly 
the probability of loss of life and damage to property. 
For this reason, not only the petroleum industry but 
also other industries should consider means of protec- 
tion for the future in addition to those required at 
present, and should make it possible for engineers and 
scientists to plan and execute a thorough program of 
field researches on the character of lightning discharges, 
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SINCE 1876 


Cumulative chart from records of the Weather Bureau. In this form a 
straight line indicates a constant thunderstorm frequency. It should be 
noted that in 1903, an alteration was made in station regulations equivalent 
to changing the official definition of a thunderstorm from ‘‘thunder with 
rain’”’ to ‘‘thunder with or without rain.”” This explains the increase in 
thunderstorms recorded since 1903. (From Marion E. Dice, ‘‘Lightning 
Hazards,”’ Oil Bulletin, 13, 27, Jan. 1927.) 
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supplemented by such laboratory work as may be re- 
quired for the development of the apparatus for these 
tests and interpretation of the results obtained in the 
field. 


Directly following the 1926 oil fires, several oil com- 
panies using the laboratories at the California Institute 
of Technology as a base, independently or in coopera- 
tion with memhers of the Institute staff, undertook the 
problem of designing protection for their oil storage 
properties. The most extensive of these programs was 
conducted for the General Petroleum Corporation by 
Marion E. Dice of their Consulting Engineer’s Depart- 
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ment and the California Institute of Technology 
High-Voltage Laboratory staff. It forms the basis of 
this paper. 


EFFECT OF LOCATION ON LIGHTNING HAZARD 


Given a geographical section within which certain 
industrial operations are to be carried on, are there spots 
within that area which vary as to the probability of a 
lightning discharge? 

A study of contributing causes for lightning, such as 
the breaking of water drops in upward currents of air! 
at the required velocity, showed that much can be 
done in reducing the lightning hazard by proper loca- 
tion with respect to thunderstorm paths. 

Lightning damage may be caused by direct stroke or 
by ignition from secondary or induced discharges. 
As the energy in discharges caused by induced charges 
is relatively small, oil fires from this means can result 
only by such discharge acting as ignition systems. 
The obvious method for guarding against such effects 
is to reduce to a minimum the storage of highly com- 
bustible oils or gases given off by oils, and to keep 
well guarded against spark discharges the oils that are 
the more highly inflammable or give off gases which, 
with air, form explosive mixtures. 

The well-known impossibility of producing differences 
of potential between two objects within a completely 
closed conducting envelope by influences exerted 
without the envelope indicates the proper solution for 
the problem of induced discharges. In practise, 
therefore, the desired protection from induced effects 
has been obtained by storing readily inflammable oils 
or oils which will give off explosive gases in all metal 
tanks, with well screened and properly designed vents or 
by the use of wire networks over wooden roofs. Float- 
ing roof construction, which reduces to a minimum the 
free gas space above oil in a tank, is an aid to this form 
of conservation. Tanks constructed in this way are 
costly and it is therefore not practicable to use them as 
general storage for the millions of barrels of oil now 
stored. Fortunately a great percentage of the oil can 
be reduced to a heavy residuum of low volatility for 
storage. This heavy residuum can be safely stored in 
the large reinforced concrete reservoirs, used so exten- 
sively in California, or in metal tanks with non-metal, 
non-floating roofing, providing such reservoirs or tanks 
are protected from direct hits. 

Before discussing methods of guarding against direct 
hits, the authors wish to present some data bearing 
upon the possibility of any special phenomena related 
to lightning which may be directly chargeable to the 
influence of the oil itself. 


COLLECTION OF CHARGES ON OIL SURFACES 


It was suspected at one time that certain oil fires of 
unaccountable origin might have been due to ignition 
from sparks caused by independent charges accumu- 


1, For all references see Bibliography. 
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lating on parts of a large oil surface and then coming 
near enough to each other to have their charges equal- 
ized by a spark between them. The apparatus shown 
in Fig. 2 was used to make tests relating to this pos- 
sibility. With voltage applied to the pan and terminal 
above it as electrodes, charges could be detected at the 
surface of the oil only while such voltage was applied. 
Also, during the application of voltage, the oil was 
always in circulation, the rapidity of circulation being 
a function of the potential gradient through the oil. 
Bits of cork or other insulating material in the oil 
would show a rather definite circulation path from the 
strong field under the rod above the pan out to the 
weaker field. Frequently particles of insulation ma- 
terial in the oil, because of some pecularity of shape or 
color, could be singled out and watched. Many of these 
particles were seen to act as though they were in the 
business of carrying charges from the surface of the 
oil to the pan at the bottom; that is, with a rate of 
motion entirely apart from the rate of circulation of 
oil, these particles would come to the oil surface, move 
down until they touched the pan at the bottom, and 
then come to the surface again to repeat the operation. 
As a further check, a charged electroscope was con- 
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nected to a conductor which was allowed to touch the 
surface of the oil. In every case the electroscope was 
very quickly discharged. Also, it was found that the 
electroscope could not be charged above the potential 
drop through the oil so long as it was kept connected 
to the surface of the oil. These tests showed, as did 
similar earlier? ones, that oil cannot accumulate charges 
at points on its surface. Thus, there need be no fear 
of isolated or local charges on the surface of oil building 
up or approaching each other, and igniting the gas 
above the oil by spark discharges. 


INFLUENCE OF OIL ON SPARK DISCHARGE 


In planning protection for oil storage, one is con- 
fronted with the question; does oil have to be considered 
as a special problem because of characteristics which 
have influence, different from those of other sub- 
stances, in directing the path of a lightning discharge 
between a charged cloud and the earth, or because of 
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any special phenomena relating to the accumulation 
of charges on the surface of a body of oil. 

It is a known fact that when a high potential direct 
current is applied to two electrodes insulated from each 
other, a dielectric, such as glass or mica, placed near the 
positive one materially lowers the voltage required to 
give arc-over between the two terminals. At the sug- 
gestion of E. R. Wolcott of the Union Oil Company of 
California, oil, being a dielectric, was examined for such 
an effect with negative results. There was found no 
evidence that spark-over voltage between two charged 
electrodes was changed by placing oil on the positive 
one. This is fortunate, for if oil in a reservoir on the 
ground could act to lower the discharge voltages, there 
would be a great hazard for theoil, whenever a negative 
cloud formed in the region of storage. _ 

This absence of any influence of the oil to cause it to 


Fig. 


A 


be a more probable target for spark discharges was also 
checked by the use of the piece of apparatus shown in 
Fig. 2. This apparatus consisted simply of a large 
shallow pan partly filled with oil. With an electrode 
above the pan (as shown), connected to one terminal 
of the source of direct current supply and the pan con- 
nected to the other many tests were made. These 
tests show that as the voltage was increased, the oil was 
agitated more and more violently until, as the voltage 
approached that required for arc-over, the oil was 
hollowed out under the upper electrode, as though blown 
away, and when the depth of oil directly under the 
electrode was sufficiently small, the are struck through 
the oil to the pan. If the voltage was kept constant 
and the oil level in the pan raised by adding more oil, 
the depth of oil (or, in other words, the thickness of 
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insulation over the pan), was increased, and no arc from 
upper electrode to pan took place. Also, when the oil 
film was not punctured, there was no arc discharge from 
the upper electrode, the discharge around this electrode 
being limited to the corona discharge; that is, an are 
does not strike from a conductor to an insulator unless 
the potential gradient over the insulator is great enough 
to either puncture the insulator or carry the are around 
it through the medium surrounding theinsulator. This 
is a fact of which one sometimes loses sight in thinking 
of the action of two insulators having different di- 
electric constants when placed in series in an electric 
field. When voltage is applied to such an arrangement, 
while it is true that the greater stress is upon the in- 
sulator with the smaller dielectric constant, it is also 
true that in order to obtain an arc there must be com- 
plete breakdown of both dielectrics by puncture or 


3—Di1ELEcTRIC EFrrects oF OIL IN A RESERVOIR 


(See also Fig. 4) 

A No oil 

B No oil 

C Oil in reservoir 


arc-over, as the are cannot strike through one dielectric 
to the other as a terminal. 

As a further check upon the inability of oil in a vessel 
to cause the discharge to take place more readily, many 
tests were made with smaller pans, dimensions of which 
were proportional to those of reservoirs. These were 
placed on the floor below the electrode used to represent 
a cloud, the other terminal of the power supply being 
grounded to the floor. With oil in the pan, the dis- 
charges missed the pan altogether or struck the edge; 
without oil in the pan, the discharges would hit in the 
pan or at the edge indiscriminately as shown by Figs. 
3 and 4. 

LIGHTNING STROKES 
There are three possible ways of guarding against 
direct hits; viz., to prevent the occurrence of lightning 
discharges between clouds and earth, to construct 
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the tanks or reservoirs in such a way as to provide 
immunity to damage from such hits, or to direct the 
hits elsewhere to conductors which will harmlessly 
carry a discharge occurring between cloud and earth 
until all energy of the discharge is dissipated. All of 
these suggested solutions were discussed shortly after 
Franklin’s invention of the lightning rod in 1752, were 
revived and again thrashed out about 100 years later 
when Sir W. Snow Harris devised lightning conductors 
for ships of the English Navy, and more than 50 years 
since were reduced to scientific analysis by Sir Oliver 
Lodge. 

To prevent lightning discharges between clouds and 
earth, itisnecessary to providea meansof preventing the 
accumulation of sufficient charge on cloud and earth to 
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These records show that the presence of oil in a reinforced concrete or 
metal reservoir tends to direct electrical discharges, which would otherwise 
strike into the body of the reservoir, to the edge. At the same time, the 
presence of a body of oil of the proportions of a reservoir in a thunderstorm 
field does not affect the number of discharges which fall within that area. 
Oil does not attract or repel lightning. In the tests, discharges from the 
Surge generator were directed into a scale model of one of the 500,000-bbl. 
Wilmington reservoirs when empty and when full of oil (13 deg. residuum). 
The storm center was over the center of the reservoir at an elevation of 
1000-ft. (actually 10-in.). The small circles show the location of hits. 


Results 
Reservoir Reservoir full 
Point Struck Empty of Oil 
MEO: Sih o a wiecere 8 17 
7 ee oe 8 0 
Outside........ 4 3 
20 20 


cause a discharge to take place between them. There 
are no known records of this having been accomplished 
in such a way as to make available any data on energy 
discharge from structures erected for this purpose, 
though there have been many schemes suggested‘. 
These schemes rely for the most part upon the use of 
points attached to earth as a means of discharging the 
charges produced. Tests to determine the value of 
such a scheme should be made on actual tower and point 
installations in a district subject to many lightning 
storms. Not having available such an equipment, 
tests were made with laboratory apparatus as shown in 
Fig. 5. This apparatus was constructed to scale and 
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tests made for several conditions involving different 
actual dimensions. 

In these laboratory tests, steady unidirectional fields 
were used, because, had alternating fields been used, 
the total current measured would be the resultant of an 
energy current in phase with the voltage and the charg- 
ing current leading the voltage 90 degrees. Lack of a 
proper wattmeter for use under such small current, 
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Fig. 5—DracramM or Tests oN Dissipation oF ELECTRIC 
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high-voltage conditions would make the separation 
of these components very difficult. There are also 
other difficulties with alternating fields, such as dis- 
torted waves having greater peak value on the positive 
half cycle than on the negative half cycle, which make 
the separation of energy current from total current 
practically impossible. With direct current, these 
complications are avoided’ and the conduction current 
between points and the upper plate has a steady value 
for any given voltage. 

The apparatus (Fig. 5) consisted of two parallel flat 
metal plates, mounted horizontally and insulated from 
each other. The upper plate represented the thunder 
cloud and by means of the kenotron and condenser 
equipment shown in the figure, could be charged to a 
maximum potential of 100 kv. The lower plate was 
connected to ground and represented the earth surface 
under the thunder cloud. A number of steel needles, 


6—Dimensions oF NEEDLES USED IN Fia. 5 
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(Fig. 6), projected through holes in the grounded plate. 
Each needle was insulated from the plate by means of a 
small piece of glass tubing and all the needles were con- 
nected together at their lower ends by a third, smaller, 
flat metal plate which in turn was connected to ground 
through a micro-ammeter. The connecting lead was 
carefully shielded against induced charges by a 
grounded metal tube which surrounded it, and the micro- 
ammeter itself was placed inside a grounded screen wire 
cage. 

For each set of readings, the upper plate was set at a 
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given distance above the lower one, the points were 
raised above this plate 1/12 the distance between plates, 
and the needles were separated a distance of four times 
the needle height. The sphere-gap was set for a desired 
value and voltage was applied, slowly increasing until 
the gap sparked over, at which time the micro-ammeter 
was read, 

Results of some of the tests made are shown in Fig. 7. 
Each curve demonstrates the relation between the 
average voltage gradient between the plates and the 
conduction current from the points. The curves give 
no constant relation between conduction current and 
gradient, but indicate so many variables as to make it 
impossible to draw many conclusions from the data 
at present available. 

On the other hand, the curves show that the con- 
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duction current is practically zero (less than 10°° 
amperes) up to a certain critical gradient in each case. 
From this point, as the gradient is increased, points are 
obtained according to some regular law (which permits 
them to be plotted as points in a curve). They also 
show that the current is influenced by the actual size 
of the apparatus within the range available in the 
laboratory at the present time, but it is inconceivable 
that the same order of increase of current with increase 
of scale will be maintained up to the scale of clouds and 
lightning towers in actual use. 

If conduction current great enough could be obtained, 
there would be a possibility of keeping the potential 
between earth and clouds down to a value too low for 
the discharge by lightning. Some calculations based 
on the data obtained from the tests just described, 
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and from other investigations, may be of interest in this 
connection. . 

C. T. R. Wilson’ shows that a probable charge of 
50 coulombs is neutralized by a lightning flash. Simp- 
son® states the total charge to be of the order of 100 
coulombs. Norinder? found the time required for 
building up charges preceding lightning flashes to vary 
between large limits, the short intervals being only 
about three or four seconds and the longer ones, several 
minutes. Apparently a large number of them are built 
up in 10 sec. or less. Assuming for our calculations, a 
time of 10 sec. allowed for the accumulation of a charge 
of 50 coulombs, resulting in a gradient of 100 kv. per 
ft., if it is assumed that the gradient builds up at a 
uniform rate during 10 sec. of applied voltage the 
average current would be approximately 2.5 micro- 
amperes flowing for eight seconds, if it takes a gradient 
of 20 kv. per ft. to start the current as shown by Curve 
I (+), Fig. 7. The number of points required 
to give out this conduction current would be 


50 
8 X 2.5 x 10° 


points, each of which must be 1/12 of the cloud height. 
For clouds 2400 ft. high, this requires 2,500,000 200-ft. 
towers spaced 800 ft. apart. Conceding these calcu- 
lations to be largely in error, there is, nevertheless, 
little indication that lightning may be prevented by 
conduction currents from points. For cases of more 
rapid charge accumulation, thenumber of towers required 
would be correspondingly greater. 


= 2.5 X 10° 


TANKS 
The use of tanks for oils which are dangerously in- 
flammable has been discussed in relation to induced 
discharges. These same tanks made entirely of metal 
can be made to furnish, unaided except by good grounds, 
protection to contents for direct hits. They need no 
further discussion. 


LIGHTNING Rops 

Franklin when he gave instructions that conductors 
used for lightning rods should terminate at the upper 
extremity, with one or more points, and extend down- 
ward until they met permanently moist earth possessed 
of good powers of electric conduction showed knowledge 
of the fundamentals of lightning rod protection far 
beyond that of his associates. These fundamentals 
are, however, insufficient for the whole solution of the 
problem, and must be supplemented by knowledge of 
lightning phenomena developed since the time of 
Franklin, such as was reported by Sir Oliver Lodge® 
and added to by the engineers and physicists of today. 

In fact, with all our knowledge of these phenomena, 
such as side flashes, back strokes, electrical imertia, 
and the effect of location, ground conditions, etc., there 
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seem to be no general rules which can be applied to all 
places to be protected, and these rules are sufficiently 
comprehensive to make unnecessary a special study of 
practically each location for which protection is desired. 

For oil in storage, it seems best to have the rods take 
the form of high towers, placed as far from the reservoirs 
and as far apart as practical, being at the same time 
near enough to each other to make almost impossible 
any hits to objects between them. Each tower so 
erected should be grounded at its base to the water 
plane below the tower, to all piping around the base of 
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the tower, and to the reservoirs for which protection is 
being provided. 

To avoid so far as practical, any danger from side 
flashes which might ignite the oil, the towersareerected 
at some distance from the reservoir they are to protect. 
Good grounds directly under the towers also assist in 
reducing the possibility of side flash. Fig. 8 shows a 
current of electricity that appears to spatter all over the 
surface of a concrete floor with no special provision for 
good grounding when a condenser is discharged into the 
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floor. There is no evidence of this flow of current over 
the floor surface when it is well grounded. 

Having decided to consider high towers well 
grounded, the next step was the making of many experi- 
ments to determine the protection area about rods as 
single units and in groups, as set up on models in the 
high voltage laboratory. In making these experiments, 
many tests were made with a-c., 50-cycle sparks, d-c. 
sparks with and without condensers both for grounded 
positive and grounded negative terminals, and for dis- 
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charges from a surge or lightning generator.’ Con- 
nections used are shown in Figs. 9A, B, C, and D. 

Results of the tests made for all types of discharge 
used show no absolute immunity for any area around a 
rod. The tests were made on models having the storm 
centers two and four rod heights off center. Considered 
from a statistical viewpoint, the number of hits within a 
circle having one rod height as a radius and with its 
center at the rod was practically nil, but there was an 
occasional hit even within this area which was not 
taken by the rod. 

As the area under consideration is increased by con- 
sidering larger boundary circles drawn about the rod, 
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the number of hits which can strike within a given 
area is increased until, at a distance of four times rod 
height from the rod, a circle may be drawn as indicative 
of the fact that beyond this point the rod furnishes 
little or no protection. 

Results of some typical tests are shown in Fig. 10 
and Tables I, IJ, and III. These tests show the 
statistical protection values for single rods for areas 
enclosed by circles having radii of one, two, three, and 
four rod heights. All tests of this type were made with 
apparatus set up to scale, the rod in each case being 
considered as 150 ft. high. The actual rods used varied 
in height from 14 in. to two in., with actual sparking 
distances varying from about two in. to almost 27 in. 

Having determined in the laboratory what one rod 
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TABLE II 
PROTECTION AFFORDED BY SINGLE ROD 
Summary of laboratory tests with various sources of potential when storm 
center is four times the rod height from a vertical line through the rod. 
On the scale used, the rod height is 150 ft. and the average cloud height is 
2578 ft. With each source of potential 900 strokes were made with the rod 
and 900 without the rod. Onerod height = A. 


pro: 

D.C. with Surge 

(Pulsat-| A.C. Con- Gen- 

(ing) | 50 Cyc. | denser erator 
Circle with Hits with rod 227 256 261 125 
Radius = 4h) Hits without rod 401 386 415 397 
Per cent protection 43 34 37 69 
Circle with Hits with rod 74 76 67 31 
Radius = 3h} Hits without rod 198 168 148 183 
Per cent protection 63 55 55 83 
Circle with Hits with rod 15 7 2 3 
Radius = 2h| Hits without rod 77 63 47 65 
Per cent protection 83 89 96 96 
Circle with Hits with rod 0 0 0 0 
Radius =A Hits without rod 19 19 12 14 
Per cent protection 100 100 100 100 
No. of strokes to rod 278 181 333 345 
Per cent of 900 strokes to rod 31 20 36 38 

TABLE III 


PROTECTION OF A SINGLE ROD 
Summary of laboratory tests when the storm center is twice the rod height 
from a vertical line through the rod. On the scale used, the rod height is 
150 ft. and the average cloud height is 2578 ft. With each source of dis- 
charge used 900 strokes were made with the rod and 900 strokes without 
the rod. One rod height = h. 


pe. Surge 

(Pulsat-| A.C Gen- 

ing) erator 
Circle with Hits with rod 208 61 
Radius = 4h | Hits without rod 721 650 
Per cent protection 71 92 
Circle with ' | Hits with rod 129 16 
Radius = 3h | Hits without rod 562 495 
Per cent protection 77 97 
Circle with Hits with rod 39 3 
Radius = 2h| Hits without rod 318 264 
Per cent protection 88 99 
Circle with Hits with rod 1 0 
Radius =A Hits without rod 94 74 
Per cent protection 99 100 
No. of strokes to rod 584 675 
Per cent of 900 strokes to rod 65 75 


will do, combinations of rods using 2, 3,4, and 6 rods set 
on the circumference of circles were tried. Many 
tests were made with the rods grounded and connected 
to one side of the circuit, and an electrode above the 
center of the circle, on the circumference of which the 
rods were located. The rods took a large share of the 
hits, but it was entirely possible to make a portion of 
them strike the area within the circle when that circle 
had a radius of 4 rod heights. For smaller circles the 
number of hits inside was less. Also the protection 
factor increased with increase in sparking distance, or 
height of point above the plane of the rods. 

r Data about cloud height showed thunder clouds for 
Southern California to have a height of 2000 to 6000 ft. 
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above the earth.” The preliminary work while far 
from complete suggested as a probable safe spacing of 
protective towers such that no portion of the area to be 
protected would be more than 214 times a tower height 
from a tower. 

To check this hypothesis, a model of one of the im- 
portant storage farms to be protected was made to the 
scale of one inch equals 100 ft. 

In making the protection plan, the model was tested 
first with towers only, the towers being adjusted as to 
location and height until it was practically impossible 
to make any discharges hit the miniature reservoirs. 
It was considered unnecessary to make it impossible 
to get a discharge to structures representing steel tanks. 
After the reservoirs were thus fully protected, some 
connecting cables were added at the 150 ft. level and 
another group of tests was made to test their effect. 
As a further precaution, each cable has, at the middle 
point of the spare between towers, a vertical cable 
extending downward from the aerial cable to the ground 
cable. 

Each tower at its base, is grounded by means of a well 
drilled to permanent water and is also tied in to the 
water pipe system which is installed in such a way as 
to form a complete loop around each reservoir. The 
reinforcing steel of each reservoir is also connected 
to this grounding system. 

In conclusion, it may be said that the authors feel 
that very good protection has been provided for the oil 
reservoir farms of California. It is urged, however, 
that more knowledge of lightning phenomena be gained 
as rapidly as possible. Asa step in this direction many 
towers which have been erected are being equipped 
with fusible tips and klydonograph attachments to 
make it possible to get records of hits to towers. 
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This plot was obtained by the formula quoted by H. V. Ingersoll in his 
thesis. The potential of any point (z, y) onthelineis5. The potentialof 
the cloud is 100 and the potentential of the earth is 0. The height of the 
cloud above ground is 6.69 and the height of the rod is 1.22. In the plot the 
vertical scale is 2}4 times the horizontal] scale. 
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Appendix 


Inasmuch as grounded conducting towers do act as 
lightning rods, it would be natural to expect that 
some law of influence of a rod in space upon the electric 
field about that rod may be found. A search of litera- 
ture for results of such studies and a series of tests to 
determine the effect of conducting rods upon an ad- 
jacent electric field were planned. The tests have not 
been completed and results which can be considered 
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conclusive have not been obtained as yet, but a large 


number of tests and two equations found in a thesis of. 


H. V. Ingersoll, indicate something worthy of attention. 
The equations are 


DP, — PD, 

PLR 

Vi~-P- P+ SY —-P— Py - oxy + oy; 
and 


Pp = 


h J/2 


VY -~ 2 - BP) AVN Yo a OOP he oy 
The first of these equations was developed at the 
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California Institute of Technology, whereas the second 
one is taken from a paper by Dr, Charles H, Lees 
published in the proceedings of the Royal Society of 
London, 1915. 

In the first equation the following symbols are used; 


® = potential ata point (x, y) 

&, = potential at a cloud 

©, = potential at ground 

l = height of cloud above ground 

d = height of rod. 

In the second equation the symbols used are: 
v = potential at a point (a, y) 

h = height of rod 

Qa 


ET Rh vertical potential gradient at point (w, y). 


If the vertical potential gradient is constant over the 


QT Ug = V1 


whole area then re ; 
where 
vg = potential of cloud 
0, = potential of ground. 
l = distance between cloud and ground, 
The equation now is 
Ug = U1 
~ ml V/2 


00010¢—f[Ff 
V Y= WB) + [= t= at WN + 4 ot! 
With ®, and », taken as zero and Dr, Lees’ equation 
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multiplied by mw to get both equations in the same 
system of units the equations are identical, 

Fig. 11 shows a curve plotted by use of these 
equations. 

Figs. 12, 18, and 14 show charts obtained by means of 
a salt tray with one, two, and three rods respectively. 

The salt tray used was 21 in, by 25 in, in size, 

The bottom was a true plane kept level and then 
covered to a depth of 14 in. with tap water, 

Fig. 15 shows the arrangement used in making the 
tests. 

An attempt was made to get from men with several 
years of experience at industrial plants, such as smelters 
with high stacks, located in places subject to con- 
siderable lightning reports of hits with relation to tall 
stacks equipped with lightning rods. 


——, 
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The reports are somewhat in disagreement and do not 
furnish material from which positive conclusions may 
be drawn, but there are a number of cases of reports 
backed by competent and careful observations which 
state that lightning often hits close to high stacks 
properly equipped with good lightning rods, without 
atriking the rod, 
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For discussion of this paper see page 181, 


Lightning Protection for the Oil Industry 


BY E. R. SCHAEFFER: uf 


Associate, A. I. E. E. 


Synopsis.—Building safe storage for the products of the oil 
industry is quite a different problem from making the storage already 
in use safe from fires started by lightning. The latter problem is dis- 
cussed with some principles to be observed. Details of construction 
are so varied that it is difficult to give general rules. A record of 
several hundred installations over a period of about three years is 
given. 

Work with small models in the laboratory has been successful in 
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NY problem connected with lightning is difficult on 
account of the magnitude of the quantities in- 
volved. Because of the inflammability of hydro- 

carbons, the complexity of the operations, the great 
haste, and vast extent of the oil industry, any problem 
bearing on fire prevention in the petroleum field pre- 
sents great difficulty. When we associate the two in 
an attempt to design protection against lightning for 
the oil industry, the problem is very complex and its 
solution will not be simple nor easily attained. Any 
hope of success in such an undertaking must rest on 
first-hand knowledge of the conditions under which 
fires most frequently occur, knowledge of details of 
construction, the varieties of construction used by 
different companies, special hazards arising from daily 
operations, and the effects of corrosion. 

There are two distinct phases to consider; first, to 
design an oil tank which will be inherently safe against 
lightning; and second, to design a system which will offer 
a high degree of protection for the storage tanks in 
actual use today throughout the oil industry. 

The solution of the first is easy and is probably exact. 
Theory and practise both indicate that the modern all- 
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steel, gas-tight tank is the best type of construction. 

The solution of the second problem is difficult and at 

best will result in an approximation, but for the present 

itfis the more important. There are millions of dollars 
1. Of the Johns-Manville, Inc., New York, N. Y. 
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some cases. It is unwise to rely too much on work of this kind, 


however. 

Since the seat of the charge under a storm cloud is largely on pipe 
lines, tanks, and other metal parts in the oil fields, lightning devices 
should be securely attached to these structures. “A network of pipe 
lines at or near the surface makes a better ground for towers than a 
single shaft driven vertically downward to permanent moisture. 

* * * * * 


invested in unsafe storage tanks and the aim is to give 
this property the highest possible degree of protection 
and at areasonable cost. It is the purpose of this paper 
to discuss the design and construction of protective 
devices for oil storage tanks now in use. 

Oil is stored in various containers. The most com- 
mon are steel tanks, spaced on 300-ft. centers, usually 


Fie. 2—A Minor Discoarce BETWEEN THE Roorine 
MATERIAL AND THE VERTICAL STEEL SHELL AT THE HAVES OF A 
TANK WHICH IS NOT VAaPpor-LiGcHtT May BE THE CAUSE OF A FIRE 


about 115 ft. in diameter, 30 ft. high, and having a 
capacity of 55,000 barrels. Although the tendency is 
definitely toward the use of steel decks for such tanks, 
a large number still have wooden roofs or decks, 
covered with sheets of galvanized iron or vapor- 
resisting paper and waterproofed fabric. In some 
localities, corrosion is so bad that steel decks last less 
than two years and only a wooden deck can be used. 
This is particularly true where the sulphur content of 
the crude oil is high. In California and also in the mid- 
continent field there are a number of earthern reservoirs 
most of which are lined with reinforced concrete and 
covered with wood decks similar to those used on tanks. 
Some of these are circular, having a radius of 250 ft. 
or more, while others are ovals of radius 300 or 400 ft. 
and length 600 to 1500 ft. The capacities run from 
500,000 to 5,000,000 barrels. 

It is common practise throughout the oil fields to 
gage and sample the oil from hatches on the deck. 
There are generally from one to four such gaging 
hatches per tank and there are several designs with 
various methods of closing but few of which can be 
considered gas tight. 

If this brief description properly defined the problem, 
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much could be done in an experimental way with 
models. Unfortunately, however, there is a great mass 
of detail which seriously complicates the problem. 
Other tank fittings and arrangements of pipes vary so 
widely from'one company to another that it is necessary 
to examine the design and installation of each company, 
and frequently of each tank, for appliances which are 
liable to give rise to sparks during electrical storms. 
Special hazards introduced by the location and charac- 
ter of structures near oil storage complicate the prob- 
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Fig. 3—Cross-SECTION OF THE EAVES CONSTRUCTION WHICH 
1s FLEXIBLE AND Vapor Ticut. It 1s Composep or HrEat 
Insutation, Usuatty Harr Feit, anp Roorine Fasrics 


lem still further and discount any scheme of protection 
which is based entirely on the behavior of models of 
isolated miniature tanks and devices in the laboratory. 

While the main lightning discharge is so powerful that 
it is liable to cause fires under any conditions, it is not 
necessary that an oil container receive a direct light- 
ning discharge in order to cause a fire. Some years ago 
when little or no precaution was taken in the refineries 
against escaping gases, it was not uncommon to have a 
number of fires resulting from a single lightning flash 
in the vicinity of the refinery. Under such conditions, 
only a small spark is necessary to cause a fire, and it is 
well known that such sparks due to the surge of electric 
quantity across the earth’s surface or to induction have 
caused fires at a considerable distance from the point 
which received the main discharge from the cloud. To 
illustrate, one large company erected a tower about 
120 ft. high in one of its tank farms. A few weeks later 


_ the tower was struck and two tanks were fired, one tank 


about 200 ft. away and the other tank about 900 ft. 
from the tower. The disastrous fire at Monterey, 
California in 1924 was caused by lightning setting fire 
to a tank when the main discharge was received by a 
tree 780 ft. away. The reservoir fire at Coalinga in 
1924 was caused by lightning although the actual flash 
was seen to strike on or near a pipe line about a quarter 
of a mile from the reservoir. The great reservoir fires 
at San Luis Obispo and at Brea, California in April 1926 
were unquestionably caused by lightning. 
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known whether the latter fires were caused by direct 
hits or by minor sparks which accompanied the light- 
ning discharge. The reservoir fire at Bakersfield a few 
weeks later was reported to have- been caused by a 
direct strike of lightning which tore a hole in the deck. 
This reservoir was a simple earthern pit without rein- 
forced concrete lining and it contained fuel oil. 

It is impossible to say what percentage of oil fires have 
been caused by direct hits and what percentage by small 
sparks or secondary effects, but from the available data, 
it is reasonable to conclude that a large majority was 
caused by secondary lightning discharges. 

Evidently, in the daily handling of large quantities of 
inflammable material and in the storage of such material 
in containers that are not actually gas tight, there is 
great danger that small sparks, which alwaysaccompany 
lightning discharges, may cause a fire even though the 
main discharge be several thousand feet away. Sparks 
caused by the surge over surfaces of varying resistance 
or along several paths of different impedance, when the 
earth’s charge disappears at the instant of a lightning 
flash, are most certainly the cause of a majority of the 
fires and explosions in the oil fields. 

In a general way, there are three conditions to fulfill 
for the prevention of fires on oil property set by minor 
discharges: 

1. With the exception of one breathing vent, the 
containers must be kept closed, 

2. Isolated pieces of metal in or near the vapor 
space must be grounded and all loose joints between 
metal parts must be eliminated to prevent the possi- 
bility of sparks, 

8. The vulnerable areas should be enclosed by a 
Faraday cage or network, completely enclosing the 
non-metallic parts and securely grounded. 
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Fig. 4—A Winco Box on tHE Deck. 
Vavror Ticut 
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When it is realized that all this must be done at small 
cost, without cleaning the tanks, and frequently when 
the tanks are filled with oil, the magnitude of the 
problem is apparent. 

The design and construction of a suitable network or 
cage is the most important thing to be discussed here. 
Such a network was first designed and applied to 
wooden roofed tanks which had been covered with heat 
insulation and had been made vapor tight with flexible 
materials to prevent evaporation losses. 
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was necessary then te determine how far apart such _ 


wires should be and, if possible, to measure the degree af 
protection that such a distribution of conductors would 
offer, er at least find the ratio of the charge on the 
devated conductors te the charge on the tank roof when 
a charged cloud was overhead. 

Preliminary tests were made on a wooden platform 
about 12 by 20 ft. covered with hair felt and saturated 
paper Smilar te the construction for vapor tight tank 
reais This deck was set up 2 ft. abeve the floor in a 
large reem with a system of four parallel No. 4 copper 
wires arranged 614 ft. abeve the deck. The spacing of 
these parallel conductors was varied during the course 
of the experiments from a few feet up to the entire 
length of the deck. Above these parallel wires was a 
cloud of poultry netting, 10 by M4 ft. suspended from the 
celine by cettem tape. This netting was connected to 
ene terminal ef a large transformer; the other terminal 
was conmected te the parallel wires over the deck. At 
ene edge of the roofing platform, this grid was dropped 
vertically dewnward te the deck and grounded. The 
surface resistivity of the saturated paper on the deck 
was quite high whem the surface was dry, being about 
10Q.000 ohms per em. This was reduced bya large factor 
whem the paper was wet. 
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A mumber of methods was tried for determining the 
petentizis at pomts im the field between the deck and 
the peultry netting, particular attention being given to 
the region between the deck and the plane of the grid. 
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the eaves, about 8 ft. It is evident that a network must 
not only cover the deck but it must enclose it. While 
a fairly large spacing of the wires is probably satisfac- 
tory over the deck, the region over and around the 
eaves should be protected with a wire net of small 
mesh. 

te Since an actual installation gives a cage which is 
much more effective than a system of parallel wires, 


—_——— 
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which this last model represented, it was necessary to 
build a model and devise a method for getting the 
effectiveness of a miniature network. Soa tank model 
was made to be tested for the three-dimensional case. 
The tank was built of a wooden frame on the scale of 1 
to 40 for the 55,000 barrel tank. Galvanized iron was 
used for the tank and a system of radial wires applied 
to scale according to the proposed scheme. The cloud 
consisted of one-in. mesh wire screening, 5 ft. by 10 ft. 
A vibration galvanometer was used merely as a sensitive 
a-c, ammeter to measure the charging current to the 
capacities formed by the network and the roof. Charg- 
ing currents are proportional respectively to the capac- 
ities and to the charges that collect on the network 
and the roof. The results obtained this way were 
checked by using a ballistic galvanometer for com- 
paring capacities. The ratio of the deflections gives 
directly the ratio of the charges desired. Measure- 
ments with the vibration galvanometer gave 96.8 per 
cent of the charge on the network. The ballistic galva- 
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nometer gave 98.4. This is the rato of the charge 
which collects on the shell of the tank mode and the 
network to the charge which collects on the insulated 
metal tank top under the network. ef 
Some tests in the field have been made to get an 
approximate idea of the efficiency of this network as 
actually installed on a tank. The attempts to measure 
the effect directly indicate that the efficiency is greater 
than 90 per cent. A more accurate result cannot be 
given on account of the difficulty of measurement and 
the crudeness of the apparatus used. The method 
consisted in measuring simultaneously the quantities 
of electricity discharged, at the time of the lightning 
flash, from a section of the network itself and similar 
conductors protected by the network. An improve- 
ment of this method will in all probability yield valu- 
able information concerning the size of mesh necessary 
to reduce secondary effects to an even greater safety. 
The ratio of the spacing of the radial wires composing 
the network to the elevation above the deck has a maxi- 
mum value of five to seven over surfaces which are poor 
electrical conductors. The minimum value of the 
spacing was 18 in. at the eaves. Certainly this spacing 
of wires is too great unless conditions are very favorable. 
It is of the greatest importance to eliminate poorly 


Fie. 9—Dovste AnGiE-[RON BRACKETS ON THE Top Ring 
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connected or isolated pieces of metal wherever possible. 
When this is not possible, it is necessary to use a screen 
of small mesh. The smaller the mesh the more com- 
plete the protection but the smaller the mesh the greater 
the cost and in most cases the greater the difficulty of 
application. Since most fires start at the eaves of the 
tanks it is advisable to increase the protection at this 
point. While the spacing of wires over the tank 
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proper may be satisfactory the spacing in the vicinity 
of the eaves should not be greater than 1 ft. Welded 
mesh wire with a 4-in. spacing should be installed on the 
steel brackets. This mesh wire should be 6 ft. wide and 
should extend completely around the tank at the eaves. 
The lower edge of this mesh should be at least one ft. 
below level of the angle iron on top of the tank shell. 
Above this width of welded mesh, No. 12 wires should 
be installed one ft. apart on the brackets and on the 
radial wires over the eaves. 

If economy were not an important consideration 
many special problems and difficulties could be avoided 
by using a network of sufficiently small mesh. A grid 
of wires may reduce effects to a very small fraction but 
this may not be enough if the structure to be protected 
is fundamentally bad, or when operating conditions are 
such that fires may be easily started. A large quantity 
of gas is given out when crude oil is pumped into a 
tank and a lightning discharge near the tank at this 
time is very dangerous regardless of the protective 
devices. When oil is pumped out of a tank the air 
entering makes an explosive mixture and a very small 
spark will destroy the tank. 

The over-shot pipe which passes through an open 
hatch is still in daily use in some places and may 
occasionally be used in emergencies by the most careful 
oilmen. A surge along this pipe line is likely to cause 
a spark where the pipe passes through the tank roof and 
of course such a spark would ignite any vapors present. 

In most cases the breathing vent is installed on the 
deck. These vents, fitted with fine mesh screens, are 
usually low but in some cases extend 5 ft. or 6 ft. above 
the deck, and, in one case, over 20 ft. This extension 
was made so that if the vapors catch fire the flames will 
be high enough above the deck to prevent setting fire 
to the roofing materials. Probably the most satis- 
factory solution here is to avoid anything over 4 ft. 
high and to install a net of 2-in. mesh wire on top of the 
grid composing the main network. 

A large number of special problems have been con- 
sidered during the past three years. Much experi- 
mental work has been done with models of tanks, of 
reservoirs, of gas collecting systems, and other construc- 
tion details, using various types of electrical discharges. 
In some cases the results of work seemed to be definite 
and conclusive but in the majority of cases such experi- 
ments were unsatisfactory. Several investigators have 
made use of small models and unquestionably much of 
value has been learned in this way. However, one thing 
brought out very clearly during the course of this study 
was that the greatest care must be exercised in the 
interpretation of results in laboratory tests on models. 
It is quite possible to make a device or small model 
and apparently prove it satisfactory when experience 
under actual conditions shows it is not. Even though 
the models, cloud elevations, and voltage are reduced to 
a convenient scale, there are some factors which cannot 
be so reduced and, what is just as important, there are 
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always conditions in actual practise which are quite 
impossible to simulate. Unfortunately, it takes several 
years to accumulate information in the field which 
could be obtained in a few weeks in the laboratory. 
But if the field record is from a large number of appli- 
cations and the time includes sufficient number of severe 
storms the information is, of course, of prime value. 

The network essentially as previously described has 
been installed on about 800 tanks during the past three 
years. These tanks are well distributed from Pennsyl- 
vania and New York, through Louisiana, Texas, 
Oklahoma, Kansas to California. The first and the 
largest number of installations was made in the mid- 
continent fields where the damages from lightning in the 
past have been very heavy. In a group where there 
are over 100 protected tanks, one tank was fired by 
lightning just two years ago. There have been no 
losses in this group since. In an equal period of time, 
including nearly the same number of storms, prior to 


—- 


Fie. 10O—WatTeER SEAL FOR THE HAveEs oF A LARGE RESERVOIR 


IN CotursE or Construction. Tur TrovuGH Is CONCRETE 
REINFORCED WITH WELDED MesH Wire. SHEETS oF ZINC 
ARE NAILED TO THE DEcK AND BENT DOWNWARD INTO THE 
Trovues. Tae Woop Deck Is THEN COVERED WITH ROOFING 
PAPER 


the installation of the networks, nine tanks in this 
group were fired by lightning. 

Several other fires have occurred on protected tanks, 
but always on tanks which, on account of operating 
conditions, were particularly susceptible, and which 
could not properly be considered to have a fair degree 
of protection. In two cases the hatches were open and 
the tanks were being filled with Oklahoma crude when 
the tanks received a direct lightning discharge. In 
two other cases the heat insulation and vapor tight 
roof had been installed over loose metal sheets. The 
oil had just been pumped out of these tanks leaving a 
mixture which exploded when struck by lightning, blow- 
ing the entire roof off the tanks. It is too much to 
expect a simple inexpensive network to protect tanks 
containing explosive mixtures and so constructed that 
thereare numerous air-gaps between disconnected pieces 
of metal. Only one fire has occurred with conditions 
under which the network should have been effective. 
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Tr all other eases, the fres were due to changing con- 
ditions during Che process of normal operation of move 
ing Ure oll ar due to causes otherwise avoidable, Elimi- 
nating Chose cases where for some reason the tanks were 
open, the reduction ia the number of fires for a period 
of two and a half years amounts to over 90 per cent, 

it ia definitely known that same of these fires were 
started by primary discharges and it is probable that 
all were started in this way, Certainty some af the 
fires could have been prevented if towers had been used 
to protect the tanks from direct lightning discharges 
although in several cases recently reported, no fire 
was started when a direct lightning discharge was 
received by the nefwork, 

‘The large ground reservoirs presented new difficulties, 
bat the enormous valve concentrated into a relatively 
small space, justified greater expense in building a pro- 
teotive avstem, ‘The cooperation af several of the 
California companies in working out details of construc 
tion, and their excellent scheme for reducing the oxygen 
content in the vapor space af the large reservoirs, by 
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the introdaction af fle gases, made posible a degree 
of protection of the highest order, 

A million and a half barrels of all may be stored under 
ame roof, half underground, an about 10 acres which 
otherwix: would require $0 tanks an at least DO acres. 
These reervairs usally have a hning af concrete 
reinforced with 6 by Gin. welded mesh wire No. 6 
The mesh ik 10 f. wide, Apped 6 in. an each strip 
and fastened together with short pieces of soft wire. 
This mesh wire is carried up te the eaves and is covered 
wath comeretea. The bottom of the reservoir usally 
contains several in. of water and above this the depths 
of al may be as much as SQ ft. A number of pipe lines 
may kad inte this reservoir, the main Hines being 
wally 16- or 1Saa. pipe. Surrounding the reservoir 
there is wanaliy a three of four in. water ine with fire 
hydrants, 300 or 400 ft. apart. Sach pipe ines form 
the best means for grounding Rehtning devices. 

The record af some apphances which have been in 
we for a number of years suggested that a peripheral 
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cable grounded at frequent intervals is probably the 
most satisfactory and economical protection for the 
eaves of the ground reservoirs, If this is supplemented 
by a number of steel towers arranged around the reser- 
voir, a high degree of protection should be obtained 
against primary lightning discharges, A grid of wires 
over, the entire deck would raise the charge under a 
storm cloud, above the deck and provide a path for the 
surge which otherwise would go over the deck when the 
cloud discharged, 

Accordingly, telegraph poles were installed 40 ft. 
apart on the top of the embankment of the reservoirs 
about 12 ft. out from the eaves, These poles are 12 
ft, above ground and are listed about 2 ft. outward from 
the reservoir, A 5¢-in, stranded steel cable is supported 
near the top of these poles and extends completely 
around the reservoir, One or more guy wires, extend- 
ing from each pole, are connected to this peripheral 
eable the guy wires serving the double purpose of 
mechanically strengthening the system and affording 
good grounding connection. These grounds consist 
of metallic screw anchors and are all connected together 
by an underground copper cable which, in turn, is 
grounded to all of the pipe lines in the vicinity of the 
reservoir, 

A detail map of an area that has been developed byan 
oil company shows a maze of pipe lines of many sizes, 
steel tanks, ground ‘reservoirs and, in many cases, 
sulls and steel towers if the storage is near a refinery. 
Evidently the charge on the earth under a storm cloud 
is distributed over these conductors and, when the cloud 
is discharged, surges travel along pipe lines and over 
wet ground toward the point where the lightning strikes. 
If this view is correct, towers, cables, and grids should be 
securely attached to tanks and to pipe lines on or near 
the surface. When a tower in this area receives a 
lightning discharge the charge on the earth’s surface 
would collect principally on pipe lines and travel in a 
surge toward the tower, 

A number of simple resistance measurements were 
made in the ail fields of Oklahoma, Texas, Louisiana 
and a number of places in California which indicated 
that the pipe Ines were quite satisfactory for grounding 
lightning devices. In several locations resistance 
measurements were taken on the casing of water wells 
from 50 to 300 ft. deep. From these points it was 
established that pipe lines were well grounded and from 
the latter a number of tanks were found to make good 
eontact with the earth. Although several hundred 
measurements have been made, in no case has it been 
found that the resistance of a pipe line toground, or of a 
steel tank amounted to more than half an ohm. 

Tt is sometimes considered necessary to sink a shaft 50 
ft. or more, to permanent water, to establish a good 
harm, but it is doubtful if there is information which 
indicates that it is necessary. 
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Discussion 


LIGHTNING PROTECTION FOR OIL STORAGE TANKS 
AND RESERVOIRS 


(SORENSEN, HAMILTON aNnD HAywaArp) 


LIGHTNING PROTECTION FOR OIL TANKS 
(SCHAEFFER) 
Det Monte, Catr., SerpremBer 16, 1927 


R. J. Reed: I should like to say just a word regarding some 
field work in which six of the oil companies on the Coast have 
cooperated during the past summer. It seemed wise to erect, 
at a location where we might expect a great many lightning 
storms, several towers similar to those now protecting a number 
of oil reservoirs in Southern California. Carson Spur, a high 
ridge in the Sierras 25 mi. south of Lake Tahoe, was chosen. 
As soon as the snow was off the ground five steel towers were 
erected, instruments were installed, and observations were 
carried on during the summer. Near the towers small structures 
simulating reservoir roofs were constructed, but these were not 
protected with grounded conductor network as described in 
Dr. Schaeffer’s paper. Unfortunately we have no results to 
report as there were practically no storms this year. We shall 
go on with these observations during another year with the hope 
that there may be lightning storms and that some of our towers 
will be struck. 

With respect to the combination of direct-hit towers and 
grounded conductor network installed for protection of oil 
reservoirs as described by Dr. Schaeffer, we have had the follow- 
ing experience. At our Stewart Tank Farm, near Brea, Cali- 
fornia, during a severe lightning storm on December 8, 1926, 
two towers received direct hits. These towers were situated 
adjacent to 750,000-barrel reservoirs filled with light refining 
crude oil. The evidence of the direct hits is the report of eye- 
witnesses who were so stationed as to see the towers readily, 
and who state that one tower was struck and that within a few 
minutes the other tower received a direct hit. No damage was 
done either to the protective equipment or to the reservoirs. 
So far as I am aware this is the only field test of protective equip- 
ment of this type. 

M. E. Dice: Sparks caused by induction seem to be re- 
sponsible for more fires in the petroleum industry than direct 
strokes of lightning. It is not enough to protect oil-storage 
containers against direct hits; they must also be protected against 
secondary effects. The records of Dr. Schaeffer’s adaptation 
of the Faraday cage in Louisiana indicate that it is meeting with 
success. Lightning towers erected in Southern California at the 
location of a disastrous fire in April 1926 were struck by lightning 
eight months later, at which time a combination of towers and 
networks prevented any damage to the remaining reservoirs. 
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Two conditions must be present if ignition is to occur by 
induction, the occurrence of a spark and the presence of flam- 
mable material. The authors of these papers have discussed 
chiefly the elimination of the spark. Let me emphasize the 
importance of preventing a flammable or explosive vapor in 
oil tanks. Practically all Pacifie Coast petroleum companies 
have taken this precaution, accomplishing it by refining the 
erude oil formerly stored in earthen reservoirs, placing all volatile 
fractions in safe all-steel gauze-vented tanks, and returning only 
the heavy non-volatile fuel oil to the reservoirs. Where refinery 
capacities will not permit this, the oxygen content of the vapor 
above crude oil in reservoir is decreased by the constant ad- 
dition of washed flue gases to the point where ignition is im- 
possible. Sparks, however produced, are incapable of damage if 
there is nothing for them to ignite. 

Professor Sorensen’s paper mentions the effect of the insulating 
properties of oil in deflecting to the edge of the reservoir strokes 
which might otherwise hit the center. This applies only when 
the reservoir is not roofed or is covered with a dry non-conducting 
roof. If the roof is wet, as it is many times during thunder- 
storms, the oilis covered with a conducting sheet and the dielectrie 
effect of the oil is decreased or nullified. 

In the measurements of current discharged from sharp points, 
it is well to remember that the voltage gradients reported are the 
average gradients between the upper plate or “cloud’’ and the 
lower plate or ‘‘ground.”’ The actual gradient at the tip of the 
needle is the one in which we are interested, and it could not be 
measured. The actual gradient at the point is considerably 
higher than the average. 

Measurements of the electrostatic field distribution by electro- 
lytic methods are valuable in many problems, but they fail 
when the field about a sharp point is to be mapped. The electro 
static and electrolytic fields are not the same in the immediate 
vicinity of a discharging point. 

Table I should not be taken too seriously. It was quoted more 
or less at random as an example of many such tables and should 
not be used alone for the design of tower systems because the 
conditions of the tests reported were quite limited. 

Close scrutiny of the table reveals serious differences due to 
changing the scale of operations. We were unable to eliminate 
seale differences but were reassured by the fact that as the seale 
increases or approaches full size, the degree of protection in- 
creases. Therefore we hope for as much as, if not more pro- 
tection under actual lightning conditions then in the laboratory. 

The summaries shown in Tables II and III are likewise affected 
by seale differences. The actual values shown have little 
meaning. They indicate only that various circuits give widely 
different results, or that laboratory lightning is not a standard 
article. Better protection was obtained when the surge generator 
was used than with other circuits. This is encouraging, because 
the surge generator is thought to be the best laboratory analogy 
of lightning now available. 

The translation of laboratory lightning data into full-scale 
magnitudes has not been accomplished with any degree of 
certainty. It is to obtain full-scale data for this purpose that 
we have established an observatory which we eall the “Camp of 
the Cooperating Competitors” in the High Sierras. 

E. H. Wilcox: (By letter) The paper, “Lightning Protection 
for Oil Storage Tanks and Reservoirs’ seems to indicate that the 
prevention of lightning by the establishment of proper convection 
discharge from ground to cloud is impossible. I am glad of the 
opportunity to offer the following for consideration: 

Speaking of the proposal to prevent lightning discharge by 
prevention of the accumulation of sufficient charge on cloud and 
earth to cause a discharge between them, the author says: 


“There are no known records of this having been accomplished 
. . . although there have been many schemes suggested.” 


He further states: 
“Tf conduction current great enough could be obtained, there 
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would be a possibility of keeping the potential between earth and 
clouds down to a value too low for the discharge by lightning.”’ 
With this last statement we are in perfect accord, as it is in 
line with our own experimental conclusions, provided that he 
would consent to change the word conduction current to 
read convection current, inasmuch as the process by which 
this is accomplished is not conduction along a metal or other 
conductor, nor along a path that has been made conducting 
by reason of a lightning flash, which lightning flash itself has 
been made possible because of the intense localized and con- 
centrated ionization which has created a conductive path between 
cloud and ground. 

A convection current, on the other hand, does not create such 
a conducting path, but by reason of its distribution in space 
prevents such local concentration of ionization as to cause 
conduction. 

The experiment, as shown in Fig. 5, is practically a duplication 
of one of the earliest of our own experiments, but as we soon 
learned, has no relation to the question of how much current 
can be dissipated by convection on a properly designed system. 

Were it proposed to afford protection by setting a few points 
over a reservoir or tank, insulating each point from the roof of 
that tank, then there would be some reason for this experiment. 
As far as I know, no one has ever proposed such a method of 
protection, although Von Diest in his suggested method approxi- 
mates this most closely, but it is one that does not interest us. 
Our experiments on this line were that we might perfect a chain 
of investigation rather than as an end in itself, although we did 
carry it to the point of experimenting with up to 1000 points in a 
shielded field. 

Here our results come into approximate alinement with those 
shown in Fig. 7, if he will change the word “conduction current” 
on the left-hand margin to read ‘‘convection current.” 

Study of the curves and tabulation in Fig. 7 shows that all the 
author’s experiments maintained a constant ratio in the variables 
of the set-up: 

Current flow 


Point microamperes 
Cloud ht. in. Point ht.in. spacing in. per point 
aL epererayate aie 12 1.0 4 4.7 
Rs nite leemeMeies micaiee 6 0.5 2 7 eat 
anit, euaieas haiti 3 0.25 1 0.2 


and yet that the current flow increased with dimensions as 
shown above in the final column, at corresponding gradients 
(80 kv. per ft.). Here he has the whole matter in his hands, but 
throws itaway. He says ‘‘but it isinconceivable that the same 
order of increase of current with increase of scale will be main- 
tained up to the scale of clouds and lightning towers in actual 
use.”’ We should like to say ‘“‘Why?’’—especially as the curve is 
still a rising one and shows no suggestion of flattening out. 

~ We would suggest that the speaker carry out extension ex- 
periments using the same ratio of cloud height, point height, and 
spacing and increasing the cloud height say by steps to 144 in. all 
at a gradient of 80 kv. per ft., and then note the curve of current 
flow. Then as a variant he might change the spacing of the 
points and note the results. Of course to do this he would 
probably have to use alternating current, but the charging and 
capacity components of the observed flow can be extracted 
vectorially, leaving only the convection discharge. 

In spite of this, for a reason which he does not explain he 
elects to use an arbitrary figure of 2.5 microamperes per point 
in certain calculations. He also seems to feel that his spacing 
of points at four times their height is the ideal although, as 
he shows on the sixth page, second column, no absolute protection 
exists even within the 1-1 ratio. 

In view of his limited experiments and the concession that 
his calculations may be largely in error it scarcely seems worth 
the while to discuss his computations on the fifth page. Asa 
reduction ad absurdum, had he assumed a 6000-ft. cloud he 
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would have asked for the same number of towers but 500 ft. 
in height and 2000 ft. apart; or with a 24,000-ft..cloud, towers 
2000 ft. high and 8000 ft. apart, denying by inference that any 
intermediate towers or points would have an amelioriating effect. 

One question, however, we should like to ask, in view of his 
computation, that 2,500,000 towers are required to afford pro- 
tection: Was the speaker correctly quoted in the press reports of 
January 10th (United News Leased Wires) in which he was 
credited with recommending: ‘‘an extreme lightning rod con- 
sisting of 150 to 175 towers placed near the tanks to be 
protected?” 

I find that to rearrange the points shown on Fig. 5 into a 
peripheral ring instead of concentrating them in a massed 
position in the center of the field raises the current as dissipated 
by convection many times, and also that the overcrowding of 
points, even into a peripheral field results in a diminution of 
total current. This particular line of investigation was not 
carried to great lengths, as it was only a connecting link between 
the dissipation from such a shielded point as referred to by the 
author, and points arranged on a closed cordon of wires. 

On such a cordon which is representative of the protection 
system as actually adopted, we find the dissipation of con- 
vection current per point varies with the potential gradient of the 
field, the number of wires in the field, and the length and spacing 
of points on the carrier wires. 

The following table will show the results of one experiment. 
In this 12 points were arranged on a single ring 30 in. in diameter, 
or approximately 7.85 in. apart, and the potential gradient 
raised to values shown below, with the following convection 
current discharge per point: 


Potential gradient in Total convection current Flow per point in 


volts per cm. in microamperes microamperes 

494. 3.2 OU27 
614 9.8 0.81 
770 32.0 2.66 
985 68.0 5.65 

1360 153.0 12.7 

1650 222.0 18.5 

1970 480.0 40.0 


These were all with direct current, neither pulsating nor 
rectified. . The final gradient is considerably less than one-half 
the danger gradient. From a study of the above it is evident 
that a figure in excess of 100 microamperes per point would have 
been reached before approaching the danger zone. 
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In another experiment with a single point in the field, ina 
gradient of 80 kv. per ft., a discharge of 780 microamperes was 
recorded. 

Fig. 1 herewith shows the actual dissipation or convection 
current as measured for a one-wire and for a three-wire system. 
Our opinion is that the form and spacings of points on the wire 
and the method of attachment of points is of considerable 


: 
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importance, but we have not sought to follow this in detail 
experimentally, simply selecting the longest and sharpest points 
obtainable and specifying that points should be welded to 
the carrier wire, or that the wire be regalvanized after assembly 
of points. - - 

Tt will be noted that on curve a=4.4, November 17, 1926, 
actual convection currents to the value of 475 microamperes 
per lineal foot of system were measured; a tangent prolongation 
of this curve to the fiashover value promises that over 650 micro- 
amperes per foot may be expected. 

A comparison of curves a = 9.7 and a = 3.7 October 5, 
1926, with the ascending curve of discharge as recorded by 
Professor Sorensen on his Fig. 7, confirms our opinion that the 
scale may be a very important factor, and suggests that actual 
discharge may reach a much higher value than any recorded in 
the laboratory. 

We further find that the total current flow with 12 poinis 
arranged in 3 close groups of four is practically identical with 
that from 3 single points, indicating that arrangement and 
spacing, rather than number, is the important thing. 

In all our experiments we were compelled to work at com- 
paratively low gradients, as we did not wish to risk the danger 
of a flashover which might have been ruinous to the miecro- 
ammeters in use, hence this limitation. 

It soon became apparent that the intelligent unit to use in 
any such investigation is not the value per point, but the value 
per lineal unit, for any given spacing. Further experiments, 
however, showed that there was comparatively little difference 
in the totality of convection current from a given system, whether 
there were two, three, four, or five wires in that system, provided 
that the over-all spacing between wires 1 and 5 remain constant. 
Or in other words, removing wires 2 and 4 from a 5-wire system 
only raised the unit value per wire, the totality at a given gradient 
remaining practically constant. An increase in the spread of the 
wires resulted in an increase in totality. A decrease of spread 
reduced the totality. This is by reason of a partial interference 
of the convection currents from the several wires. 

Theoretically, I believe that as good practical results could 
be achieved on a well designed two-wire system as on one with 
multiple strands, although the multiple system has the advantage 
of giving rather lower gradients in the immediate vicinity of the 
points, and insures that the mechanical breaking of a single wire 
does not affect it unduly. 

The assumption of the author seemed to be that the entire 
charge of the cloud should be discharged to effect protection. 
This is not our conception. A discharge that will balance the 
charging rate of a cloud, or even a discharge that will balance the 
charging rate for the last portion of discharging period, is all 
that is necessary to prevent the potential gradient reaching the 
flashover point. It takes only a small relief valve on a boiler 
to prevent its blowing up, even though the fires be not drawn. 

Table I is interesting and certainly affords food for thought. 
One question immediately suggests itself. With the center of 
cloud discharge vertically over a point which is four tower 
heights away from the tower, why should there be any discharges 
within a circle of 1: or 2 tower heights from the tower? The 
remarkable part of this experiment is the number of strokes 
that fell within these circles in spite of the set-up. How any 
strokes at all fell within this zone with the additional protection 
of a tower, only shows the vagaries of lightning discharge. 

We accept without reservation his conclusion: 

“Results of the tests made for all types of discharge used 
show no absolute immunity for any area around a rod.” 

We are not able to accept equally his statement: 

“Considered from a statistical viewpoint, the number of 
hits within a circle having one rod height as a radius and with 
its center at the rod was practically nil” 


in view of his succeeding clause: 
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“But there was an occasional hit even within this area which 
was not taken by the rod. 

His experiments here were scarcely sufficiently numerous for 
so broad a generalization.” 

I should, however, point out the essential difference from an 
oil man’s standpoint in the attitude regarding the percentage of 
protection. Granted that 99 strokes out of 100 in a given case 
might be taken by the towers, and only 1 taken by the protected 
object, yet that does not mean a 99 per cent protection. It 
means 100 per cent risk, as we have only to wait for 100 dis- 
charges to have occurred before disaster will have overtaken us, 
but we have no assurance whether it will be the first or the 50th, 
or the 99th stroke that will do the damage. To a statistician 
the protection may be 99 per cent; to an oil man it is zero. 

All the thought of the speaker seems to be toward averting 
direct strokes. No well informed man questions that this 
can be done in very large measure by any intelligent tower system. 
Oil men know, however, that the majority of oil-field and oil- 
tank lightning fires are not caused by direct strokes at all, but 
by secondary discharges, due to the release of the hitherto bound 
charges simultaneously with the primary discharge. 

No system of rods or towers affords or even pretends to afford 
protection from these dangerous secondaries. 

All oil companies today endeavor to limit these hazards 
by the avoidance of explosive or inflammable mixtures in or 
around tanks to lessen this danger. Some of the methods used 
are expensive, both in installation and maintenance, and may 
fail at the needed time. 

We have experimented in many ways to find a method of 
controlling these secondaries in the presence of primary; frankly 
they are all failures. Our deliberate judgment is that the only 
certain protection against secondaries is to prevent the occurrence 
of primaries. 

S. S. MacKeown: I want to point out a very interesting 
bearing that the paper by Professor Carroll and Mr. Lusignan® 
has on the matter of preventing lightning by discharge from 
points, Professor Carroll pointed out in the discussion that 
where he was using a rectifying d-c. voltage the peak of his 
current came approximately a quarter of a cycle after the peak 
of his voltage. That is, it took approximately a quarter of a 
eyele for the current to move from the wire out to a cylinder. 
The distance from wire to the cylinder was 7% in. 

If then we did assume that a sufficient discharge was dissipated 
from points to neutralize a cloud, that charge would travel to 
the cloud with a very limited velocity. The velocity is very 
readily obtained from the work of Mr. Carroll. It differs for 
different potential gradients; but if we take the value for 42 
kv.—given on his Fig. 9,—we find it takes a quarter of a cycle to 
travel 71% in.; that is, about 150 ft. a sec. 

Now, the average distance of a lightning cloud is about 2400 
ft., and average rate of time to charge up is about 10 see. If 
then we assume that these ions travel with this same velocity 
from the points up to the cloud, they would not reach the cloud 
in time to prevent a lightning discharge. 

When you consider also that the cloud is usually moving ata 
fairly large velocity due to wind, if the charge should reach the 
cloud, it would reach it at some point other than over the district 
sought to be protected. 

J. T. Lusignan, Jr.: In the work carried out at Stanford 
University last year a rectified space charge was found to be 
built up in the ionization process about a point in a-c. corona. 
With a point in a unidirectional field, as that of a rod below a 
thunder cloud, this effect would be more marked, as a copious 
supply of ions of one sign would surround the point when the 
field intensity becomes sufficient there to start ionization. 
This ‘‘cloud’’ of ions would tend to shield the point and reduce 
the field intensity there in such a way as to cut off materially the 


3. The Space Charge that Surrounds a Conductor in Corona, J. 8. Carroll 
and J. T. Lusignan, Jr., p. 50. 
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supply of ions that, with the cage system of lightning protection, 
must go up to the thunder cloud of opposite polarity to discharge 
it. 

Mr. Dice made a very apt comment on the need for care in 
applying to the field the results of laboratory studies of protective 
arrangements and reduction of cloud charges by points. It 
must be remembered that although the heights of the cloud 
and rods, and the size of the tanks may all be brought down to 
scale, the ion used in the laboratory is the same ion that is 
involved in the lightning stroke, and its size and velocity cannot 
be brought down to seale. Accordingly, it is problematical how 
closely its behaviour and path in the laboratory follow those out 
under a cloud. It would seem obvious on the other hand that 
the larger the laboratory set-ups, the nearer conditions in practise 
would be approached, a fact which Peek has seemed to realize 
fully in his endeavor to use as large laboratory models as possible. 

H. P. Miller, Jr.: (communicated after adjournment) There 
is a marked similarity between the design of protective networks 
for oil-storage tanks and the design of ground systems for high- 
power transmitting antennas. A storage tank is screened so 
that if it is struck by lightning the steep-wave-front impulse is 
led off to ground through a low-resistance path. An antenna 
ground system provides low-resistance paths for radio-frequency 
currents going into the ground plate of the antenna, which is 
simply a large radiating condenser. Many of the same design 
considerations will therefore apply in both eases. 

In a transmitting antenna the ground system is designed so as 
to minimize the impedance of conducting paths from all parts 
of the ground to the radio transmitter. Using conductors of 
low resistance is not always sufficient since their reactance may be 
so high as to force the currents off through some medium of high 
resistance. It is therefore desirable to use direct leads from a 
large number of widely scattered ground points to the trans- 
mitter. Applying these principles to the protection of an oil- 
storage tank would mean the use of conductors from the center 
of the tank to a large number of buried connections around the 
outside of the tank. 

The method described by Mr? Schaeffer for protecting steel 
tank meets these requirements except for the ground connections 
around the outside. The use of such an arrangement might not 
be economical but would help considerably in keeping the strong 
field away from the edges of the tank where fires are so likely to 
start. 

Mr. Dice has called attention to the fact that the laboratory 
investigations with a salt bath give the electrolytic field and not 
the electrostatic field. From a study made by the writer in 
connection with the insulation of guyed masts? it would appear 
neces-ary to map the electrostatic field by means of a convenient 
sized model. 


R. W. Sorensen: I am sorry Mr. Wilcox is not here to 
present his discussion in person for I should like to have him 
explain how he made the tests upon which he bases his proof 
that our results are absurd. Inasmuch as we cannot have that 
presentation I fail to see the advantage in taking up valuable 
time to defend each detail of our paper which for some reason 
Colonel Wilcox has seen fit to attempt to disprove, and I will 
make no defense of our work other than to say that, though we 
know it is incomplete, we have to date found no disagreement 
with the results we have presented and results which have been 
obtained by other engineers experienced in conducting high- 
voltage experiments. 


The work which we have reported and which was done at 
California Institute of Technology was made possible only by 
the cooperation of the oil companies, who contributed the cost of 
the work, and the engineers of these companies who assisted in 
doing that work. For their cooperation and that assistance we 
are indeed most grateful, but we hope that means will be pro- 


4, “The Insulation of a Guyed Mast’, by H. P. Miller, Jr., Proceedings 
Institute of Radio Engineers, March, 1927. 
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vided so that this work may be continued until such results which 
have been presented are checked and further data have been 
obtained. 

The object of the program which formed the basis of this 
paper was not the development of some commercial project to be 
sold to oil companies for financial gain, but was purely a scientifie 
project to enable the oil companies to obtain protection in every 
way possible and to further the scientific knowledge as to the 
performance and character of lightning. In presenting this 
paper we have wished to bring out for discussion certain facts 
learned to date and in this we think we have been fairly 
successful. 

Secondly, it is our desire to encourage more groups of people 
working in high-voltage laboratories to take up the problem 
because we think definite results will be obtained more rapidly 
if the problem can be attacked by several groups who do their 
work at different places; in fact, we are convinced that if a 
number of groups had attacked the problem sooner there would 
be more knowledge and agreement as to the exact character of 
the phenomena. 

We also feel certain, as a result of this work, that we can now 

analyze places to be protected and devise systems of towers and 
overhead networks used alone or in combination which will give 
a very large degree of protection, the amount of protecting 
obtained being entirely a question of economies. In doing this, 
however, we are also quite certain that no means can be provided 
which will be very successful in a lightning district in preventing 
the occurrence of strokes, (of course there are others who differ 
from this and we seem to have two authentic records—one of 
my correspondents has told me that a tall smelter keeps away 
lightning because there has been no lightning within five miles 
of the stack, and we found that the towers which were erected at 
Carson Spur this summer have been so effective that the three 
or four towers have kept all lightning from occurring in the 
High Sierras during the summer). There were also rumors and 
reports in the press that a barbed wire entanglement erected in 
France had kept away lightning strokes. At my request 
Dr. John Whitehead, of Johns Hopkins University, investigated 
the report as to this protection while in France and informs me 
he can find no record of its having been successful or even of its 
having been tried out to any great extent. I think, therefore, 
we have sufficient basis for our statement that lightning strokes 
cannot be prevented by the erection of a barbed wire fence, 
even if the barbs are large. 
_ In conclusion, therefore, may I point out that protection can 
be obtained, first, by having all inflammable materials completely 
caged in all-metal tanks; if tanks which are not all-metal are 
used, only heavy non-inflammable residuum fuel oils should be 
stored therein, and if lightning may occur near such oils these 
reservoirs should be guarded by towers approximately 200 ft. 
high and so spaced that the distance between towers is not more 
than five tower heights, the tower height being the height of the 
tower above the top of the object to be protected. 


Of course the supreme method of protection has not been 
mentioned; that is, keep the oil in the ground until needed. 
This, of course, can only be done when some method is developed 
which will enable the oil companies to control production. 
There is no danger of oil in the ground being ignited by lightning 
stroke. 

We have considered carefully all the points mentioned as to 
scale effect, and we have drawn our conclusions with full knowl- 
edge of the limitations of our work due to that effect. 


Another point is, we find that on the Pacific Coast we should 
be very grateful for our freedom from more frequent lightning 
strokes. One place I visited in the East this summer had the 
lights go off twelve times in one afternoon because lightning 
interfered with the transmission lines. In districts where 
lightning is as prevalent as that it is easy to understand why 
some power companies are talking of extending all towers well 
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above the transmission lines and stringing a number of ground 
conductors for the sole purpose of obtaining protection against 
lightning. 

In conclusion may I say that the problem is still wide open and 
the more groups interested in it, particularly in our colleges, the 
better. In order, however, to bring about this condition, the 
college groups will need assistance in financing their work by the 
industries interested in obtaining protection. 

C. D. Hayward: The phenomenon of the conduction of 
electricity through gases by means of ions is one which has been 
known and studied for many years. The idea of applying this 
phenomenon to the prevention of lightning is also not new. 
There is at least one case on record where it was tried in France 
a few years ago using a grounded system of barbed wire similar 
to that proposed by Mr. Wilcox. This system was later aban- 
doned, probably because of failure. 

Granting that conduction of electricity through gases is-a 
different phenomenon from conduction through metals, and 
granting that the flow of currents from pointed conductors 
through a gas differs from an are or spark discharge in that in the 
former case the gradient is high enough to cause ionization by 
collision only in the immediate neighborhood of the pointed 
conductor while in the latter case ionization occurs along the 
whole path of the discharge, still the use of the term ‘‘conduction”’ 
to cover all these has become established by usage in physies 
and I doubt if it would be possible to change the term to ‘‘con- 
vection’’ now even if it were desirable to do so. 

Near the beginning of his discussion Mr. Wilcox makes the 
statement: ‘‘Were it proposed to afford protection by setting a 
few points over a reservoir or tank, insulating each point from 
the roof of that tank, then there would be some reason for this 
experiment.’’ Mr. Wilcox does not seem to understand that 
the needles and the ground plate were at the same potential 
since the needles were connected to the plate through the low- 
resistance micro-ammeter as may be seen by examining our 
Fig. 5. The only reason for insulating the needles at the 
point where they pass through the ground plate was to 
eause the current flowing off the points to pass through the micro- 
ammeter. 


SCHAEFFER: LIGHTNING PROTECTION FOR THE OIL INDUSTRY 


185 


Mr. Wilcox has not given enough data on the dimensions of 
his apparatus to enable anyone to compare the results given in 
his discussion with those given in our paper. He does not give 
the height of the 12 points mounted on the 30-in. ring nor does 
he give the height of the cloud electrode above the points. He 
does not give the shape of his cloud electrode nor does he tell 
whether or not he used a grounded plate under the 30-in. circle 
to represent the earth surface. It will immediately be apparent 
to anyone familiar with electrostatic fields that these factors 
will affect the potential gradient in the air near the points not 
simply a matter of a few per cent but several hundred per cent. 
Since the potential gradient is what determines the current 
flow it is easy to see how Mr. Wilcox might be able to get large 
currents from the points by using certain extreme forms of 
apparatus. Data of this kind are useless because these extreme 
forms of apparatus cannot be duplicated in the field. We cannot 
change the shapes of the clouds and the earth to suit our 
faney. When making the tests described in our paper, we made 
the proportions of the model such that they could be duplicated 
in the field. Assuming a 2400-ft. cloud, which is a good average 
for the height of storm clouds, the points would be 200 ft. high, 
which is about the maximum height that towers can be erected 
without too great an expense. We placed the points at a dis- 
tance of four times their height apart because we found from a 
study of the electrostatic fields that this was as close as we could 
place them without having the gradient in the air near each point 
greatly reduced due to the electrostatic shielding effect of 
neighboring points. It is of course necessary to keep this 


- gradient as high as possible in order to obtain the maximum 


current flow from each point. ’ 

Near the end of his discussion Mr. Wilcox gives what to his 
mind is a difference between the attitudes of an oil man and a 
statistician regarding the percentage of protection afforded by a 
given protective scheme. He says that to an oil man no pro- 
tective scheme gives any protection unless it gives 100 per cent 
protection. This seems to me to be a very peculiar attitude, 
because reducing a risk in the ratio of 1 to 100 certainly means 
something to an engineer, and most of the men holding the 
higher positions in the oil companies are good engineers. 


132,000-Volt, Single-Conductor, Lead Covered 


Cable 


Introduction, Economics and Commercial Demand 
BY P. TORCHIO: 


Fellow, A. I. E. E. 


Synopsis.—This paper, which describes the development of the 
oil-filled type of 132,000-volt cable, has for convenience been divided 
into four parts. 

In the first part the economic and commercial aspects of the 
development are discussed. It is pointed out that this type of cable 
permits direct interconnection with high-voliage overhead lines and 
it is felt that the satisfactory operation of the two lines which have 
been placed in service this year will be an indication that 220,000- 
volt cable can be constructed without material changes in the design. 

The theory and design of the cable are completely developed in 
the second part. Particular reference is made to the effect on the 


HILE the power generated from local plants in 

heavy centers of industry and population is 

distributed locally at about 138,000 or 25,000 
volts, system interconnection lines and long-distance 
transmission lines require considerably higher pressures 
in the order of 66,000, 182,000, and 220,000 volts. 

In most situations of heavily built-up centers, it 
has been impossible in the past to tie the higher 
voltage lines directly to the distributing stations and 
substations, and recourse has been made to underground 
cable lines of 33,000, 45,000, and 66,000 volts connecting 
to the higher voltage overhead lines through trans- 
formers located at substations on the outskirts of the 
_ city. One of the principal aims of the design of the 
new type of cable, which by one step doubles the highest 
underground operating voltage used heretofore, is to 
do away with these outside intermediate substations 
by bringing the higher voltages directly to the ultimate 
distributing centers. The economic and operating 
advantages thereby obtainable are savings of inter- 
mediate substations, transformers, switchgear and 
attendance, reduction in number of underground cables, 
savings in synchronous condensers, increased efficiency, 
improved regulation, and improved stability of parallel 
operation of local plants with the outside sources of 
power. ‘The final relative values of these savings will 
not be available until we have secured from actual 
experience the relative carrying capacity of the oil- 
filled cables in contrast with the ordinary type of cables 
with solid insulation. 

The theory of the oil-filled cable is that through its 
collapsible oil reservoirs it responds readily to volu- 
metric changes in oil and cable due to temperature 
changes. In this manner, the whole cable is kept con- 
stantly filled with oil under pressure both in the hollow 
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dielectric of occluded gas and the method of eliminating trouble 
from this source in the oil filled type is described. 

The third part relates to the manufacture, inspection, and testing 
of the cable and equipment. The tests showed that the electrical 
constants of the cable were substantially unchanged by the normal 
temperature cycle. 

The installations at New York and Chicago are described in the 
fourth part. Inspection, indication of oil leaks, cable and joint 
repairs are discussed. The replacement of a length of the New York 


cable, which developed a leak in the sheath, is covered in detail. 
* * * * * 


core of the conductor and throughout the surrounding 
insulation. The unique advantage of this type of 
construction, therefore, is that should the lead sheath be 
expanded or distorted, or the internal elements of the 
cable be displaced by temperature variation or other 
causes, the spaces thus formed will be immediately 
filled with oil, while in a solid insulation type voids 
would be formed, causing ionization and ultimate 
failure. It is thus evident that this new type of cable 
should be able to operate safely over a much larger 
range of copper temperature and therefore of load, than 
a solid insulation type, even if the latter is operated 
only at 66,000 volts or less. In this expectation we are 
confirmed by the original installation of this type of 
cable made in Italy three years ago, which consisted 
of about 2000 ft. of line connected in series with a 
130,000-volt overhead transmission line more than 100 
mi. long. This cable, which was 50 sq. mm., about 
100,000 cir. mils, in cross-section, has never given the 
slightest trouble though carrying currents of 250 
amperes per phase, a current density which would be 
absolutely impossible with the solid type of cable even 
if operated at 25,000 volts or less. 

The Chicago 132,000-volt underground cable line is 
a direct application of the plan of connecting a generat- 
ing plant in the city to an outside 132,000-volt line six 
miles away. 

The New York 132,000-volt cable is, for the time 
being, a large capacity, 12-mi. length transmission 
line supplying the large county of Westchester in the 
state of New York, but it will in future serve also to 
interconnect with outside sources of power supply. 

The Chicago and New York installations were placed . 
in operation, respectively, on June 2nd and August 9th, 
of this year, and have since operated without electrical 
trouble. 

The manufacturers feel that should these two 132,000- 
volt cable lines continue to prove satisfactory in opera- 
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tion, 220,000-volt cable can be constructed without 
material changes in the design of cable, joints, and 
accessories. 

The next year’s experience of the large New York 
and Chicago installations appears now almost certain 
to prove satisfactory, in which event this great advance- 
ment in the art will have made available to the in- 
dustry, confronted with unprecedented volume of 
growth in its demand for power, means not heretofore 
available for transmitting hundreds of thousands of 
kilowatts economically and directly to and from centers 
of heavy population and outside supervoltage overhead 
lines. 

In the following chapters the manufacturers and the 
users are presenting a complete description of all the 
phases of work involved in the design, manufacture, and 
installation of this radically novel type of cable. 


Theory, Design and Development of the 
132,000-Volt Cable 
By L. EMANUELI’* 


Non-member 

General. It is well known and recognized that one 
of the principal reasons of failure in high-tension 
cables is the presence of gas bubbles and films in the 
dielectric, some of these gas occlusions being left in 
the insulation during the construction of the cable and 
some being formed later during the operation of the 
line. 


This is due to many facts. First, the vacuum applied 
to the cable before impregnating it with insulating 
compound is not generally perfect. Second, the 
insulating compound carries in solution a great volume 
of gas, part of which is set free while the compound is 
passing through the paper during impregnation. Third 
when the lead sheath is applied to the cable, the cable 
is still rather warm and the subsequent thermic con- 
traction of the compound when the cable cools down 
causes further voids. Empty spaces are also created 
when the cable is coiled on the reels and during 
handling. 

When the cable is in operation, another important 
phenomenon takes place. The insulating compound is 
warmed up and increases in volume when the cable is 
loaded and this first compresses the gas in the dielectric 
and then expands the lead sheath. As the lead is more 
viscous than elastic, after a subsequent cooling the total 
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amount of void space within the dielectric is greater 
than before installation by an amount proportional 
to the load carried. 

For example, in a 66,000-volt cable, the contraction 
which follows an increase of temperature in the copper 
of 35 deg. cent. causes a volume of seven gal. per mi., 
(16 liters per km.) to be emptied of compound. 

The pressure which may take place in a cable when 
loaded, and which forces out the lead tube, has been 
found by actual measurement to be in the neighborhood 
of 90 lb. per sq. in. 

Seasonal temperature variations produce the same 
effects. 

Where is it that these empty spaces are formed? 
In a general way, we can assume that they are produced 
at the points where the paper is less compact, in the 
wrinkles, in the space between the lead and the insula- 
tion, especially where the lead is expanded due to bends 
or handling and, for three-conductor cables, in the 
spaces between the insulated conductors and the fillers. 

This may be explained when one thinks that the 
surface tension of the compound has a tendency to fill 
up first the smaller cavities, thus leaving empty the 
larger ones. 

In addition to this, the compound has a tendency to 
migrate to the lowest points of the cable and this mi- 
gration is greater the lower the viscosity of the com- 
pound. 

This irregularity in the distribution of the gas cavities 
is one of the principal causes of the many uncertainties 
in the results obtained in the laboratory and during 
operation, and makes it impossible to fix an exact 
figure for the permissible value of the ionization as a 
function of the working voltage. 

The failure of all the previous attempts made to 
explain theoretically the breakdown voltage on a 
sample of cable, in connection with the electric gradient 
in the insulation, can probably be attributed to the 
presence of gas occlusions and totheirirregular distribu- 
tions, and perhaps the theory which givesthe breakdown 
voltage as a function of the minimum gradient and not 
of the maximum, is not to be completely discarded, the 
minimum gradient being near the lead where the 
empty spaces, at least for a single-conductor cable, 
have a greater tendency to be formed. 

If the empty spaces due to the thermic contraction of 
the compound were formed uniformly in the insulation, 
in small units, the troubles produced by their ioniza- 
tion would be very small. A step toward this point 
has been gained by the cable manufacturers by 
wrapping the paper on the conductors as uniformly 
as possible, and avoiding wrinkles and registration of 
the layers. 

It is also evident that the greater the thickness of the 
insulation, the smaller is the possibility of avoiding 
such empty spaces during construction. In addition 
to this, if the contraction of the insulating compound 
should be such as to distribute uniformly and in small 
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units the empty spaces which are formed, then the 
quality of a dielectric would be independent of its 
thickness; but, due to their localized formation as a 
consequence of capillarity and drainage, the probability 
of leaving big empty spaces is greater the greater 
the volume of the dielectric, and accordingly of the 
amount of oil subject to volumetric change. We can 
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assume, therefore, that an increase in the insulation 
thickness does not produce a corresponding improve- 
ment in operating performance; and the cable manu- 
facturers know this very well, 

All these difticulties and uncertainties would not have 
allowed the design of a 182,000-volt cable of the usual 
type with any probability of success and the results 
which may have been obtained in the laboratory and 
in the field on short lengths of cable would have been 
practically worthless due to variations in the distri- 
bution of the gas occlusions, 

It must also be considered that the experience gained 
on a large scale on existing cables is limited to a voltage 
which is only about one-half of 182,000 volts, It was 
with the idea of avoiding all these uncertainties, elimi- 
nating gas occlusions as much as possible and especially 
the ones which are formed by temperature variations, 
that the writer designed and carried out the con- 
struction of the oil-filled type of cable, 

The principle is very simple and consists in having the 
cable connected to a reservoir which will receive the 
oil pushed out during the thermic expansion and give 
it back to the cable during the contraction. To obtain 
this action, it is necessary to have inside the cable a 
passage which connects the reservoir with every point 
of the dielectric. This feature can be obtained readily 
by stranding the copper wires of the conductor around a 
metal spiral, thus leaving a single central passage, see 
Fig. 1, or by shaping the lead sheath as shown in Fig, 2, 
thus making several longitudinal paths which can be 
connected to the reservoir. This eliminates the 
danger of formation of empty spaces due to the con- 
traction of the oil. 

The presence of a longitudinal path makes possible 
the evacuation and impregnation of the cable from 
both ends after it has been leaded. On account of its 
small volume, laboratory pumps can be used and a 
very high vacuum reached. In addition to this, a 
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special process has been worked out to purify the oil 
from the gases in solution, before impregnating the 
paper, 

In this way it is possible to obtain a cable practically - 
without any occluded gas from the start and also to 
maintain it in such condition during operation, 

An experiment on a cable of the type given in Fig. 1 
was made early in 1918 and the results were quite 
surprising, The life tests gave results far better than 
those on usual cables and it appeared immediately 
that the importance of a perfect construction of the 
cable as referred to wrinkles and compactness of the 
paper could be regarded as secondary. 

It is important to remember that in a cable made in 
the usual way, the breakdown voltage is very high if 
the voltage is increased quickly and does not give any 
light on the punctures which happen in operation at a 
voltage generally equal to, or slightly higher than, the 
operating voltage, If the tension is applied for several 
hours, the breakdown voltage is considerably smaller, 
and the longer the time of the test, the lower the 
breakdown voltage, It is not difficult, for instance, 
to get a breakdown voltage on a short sample, after a 
few seconds, which is five times greater than that 
found after several hours of application of voltage. 

In the oil-filled cable these differences were found to 
be much smaller, and as the instantaneous breakdown 
voltage is equal to, if not greater than, that on usual 
cables, the breakdown voltage after several hours is 
more than doubled. This permits increasing the 
operating gradient of the cable and the use of only a 
small thickness of insulation, 


Another advantage over other cables of the usual 
type is to have much smaller dielectric losses at high 
temperatures because it is possible to use a very fluid 
oil with very small power factor, as the danger of mi- 
gration of the compound is avoided. 
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For several reasons a field test of this new type of 
cable was not made on a large scale until the end of 1923 
when a line of three cables of 100,000-cir. mil (50-sq.. 
mm.) copper area, 670-mil (17-mm.) insulation, each 
2000 ft. (610 m.) long, with six joints, was installed at 
Brugherio near Milan, Italy, connected to an overhead 
line about 100 mi. (160 km.) long. In the beginning 
the cables did not carry load, but in 1924 they were}put 


re 
* 


Nov. 1927 


in series with the line and a load up to 250 amperes 
per phase was carried without any trouble for two and 
one-half years. 

The electrical problem of the construction of a cable 
for 132,000 volts was in this way solved quite satis- 
factorily but several mechanical problems, especially 
complicated for lines of long length and with large 
differences of level, remained to be studied. 


Mechanical Design of the Line. The first problem 
was to determine the most suitable dimension to be 
given to the hollow central passage as related to the 
viscosity of the oil and to the length and profile of the 
line. The oil which must flow from the feeding reser- 
voirs tothe various points of the cables is subjected on its 
way to friction and, if the distances are not properly 
calculated, an excessive pressure may take place in the 
cable when applying a sudden load, or empty spaces 
may be created for a short time, during cooling. 

Let us consider first the problem of the cable which 
cools down and let us call a the quantity of oil which, 
at a certain moment, the cable absorbs per unit of 
length (centimeter) and per second. Calling q the flow 
of oil along the central passage and x the distance of the 
point from the end connected with the reservoir, we 
have 


aq” 
rata 
and then 
q=-—a2r+q% 


Calling / the total length of the cable, the flow of oil 
at the end opposite to the feeding end (x = /) will be 
zero and we have 
q=a(l— 2) (1) 

Let us assume that the friction of the oil in its move- 
ment along the tube is proportional to the flow, which 
can be considered as true for very slow movements. 

Calling b the coefficient of friction corresponding to 
the shape of the central passage and to the viscosity 
of the oil, we have the drop of pressure, d p, on a length 
of cored x, 


dp 

ripe bq (2) 
and from (1) 

dp 

x =—ab(l— 2x) 
Integrating, 

1 
p --ab(iz-Sa') +m 


where #, is the pressure at the feeding end of the line, 
this formula being true only for a perfectly flat profile 
cable. 

If the cable is not on a level, calling h, the difference 
of level between the point x and the feeding end of the 
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cable, (h being positive if the point z is lower than the 
feeding end)and 7 the specific density of the oil, we have 


1 
p = hey + po- ab (12 ~ = 2) 


For practical purposes, it is better to express p in units 
of length of the oil head which let us call h and hy the 
value corresponding to py. We have, then, 


#* (ete 


It can be seen readily, applying the formula (3) with 
different values of a and b corresponding to various 
dimensions of the central core and oils of different 
viscosities, that it is not possible to feed long lengths of 


h =h, + ho — (3) 


cable from a single feeding point because the pressure 


in the distant portions of the cable would drop so much 
as to create a vacuum inside the core and the dielectric. 

For this reason it is necessary to divide the cable into 
a certain number of sections, each separately fed, 
stopping the passage of oi] between them. The length 
of a section to be fed from one point has been determined 
graphically from the formula (3) assuming that the 
oil pressure during the cooling period should never be 
allowed to drop in any point of the cable below a certain 
figure, and this value was fixed to be the atmospheric 
pressure, h = 0. 

The formula (3) for h = 0 and z = | becomes 


ab | 
hs+ho= oy @ (4) 
ab : 
In this expression, the quantity 27 x’, which we 


will call H, gives the drop of pressure, in units of length 
of the head of oil which takes place along a length X 
from the feeding end. 

Let us take the profile A BC of the line, Fig. 3, on 
a certain scale, X being the lengths and H theelevations, 


and plot to the same scale the curve 1, H, = 


which gives the drop in pressure, the center of the co- 
ordinates corresponding to the center of the feeding 
reservoir F’, and the positive direction being downwards, 
The curve of the profile of the line C B A gives the 
static pressure of the oil at any point referred to the 
atmospheric pressure in units of head of oil, when the 
oil is supposed not to move. 

The point A at the distance X, where the curve 1 
cuts the profile of the line, determines the length of a 
section, for at this point we have the dynamic drop of 
pressure equal to the static head. 

It is necessary, however, to be sure that this condition 
is repeated for every point of the section. Taking 
h = 0,1 = a,he + ho = H,, the formula (3) becomes 
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ab x x \2 | 
H. = thas |2 mee Ce) snk, 
which gives the drop in pressure in every point of the. 
section of a length | = 2,. 
Curve 2, passing through F and A, is plotted from this 
formula and the pressure of oil in any point of the cable 
during the cooling period is readily obtained as the 


x 


H 
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difference between this curve and the one of the profile of 
the section. For instance, in Fig. 3 the pressure of oil 
along B A, (shaded area) would drop below atmospheric. 

In the preliminary study of the line, the lengths of 
all the sections were determined from the curve 1, 
taking into account the position where the feeding point 
could be located on the ground, and also that the pres- 
sure in a section, under equilibrium conditions, should 
not be more than a certain value. 

Curves similar to curve 2 were plotted for each of the 
sections, thus determining the portions of the section 
where, due to the profile of the ground, the pressure 
would be below the prescribed value. 

For these portions, where possible, the profile of the 
conduit was changed by increasing the depth of the 
duct bank. In some instances, this was not possible 
and the length of the section had to be shortened. 

In some other instances, however, practical considera- 
tions did not permit cutting down the length of the 
sections to the value calculated from the curve 1, and 
it was therefore necessary to give to the section an extra 
length. Evidently the part of the section beyond the 
point A of curve 1 will not comply with the prescribed 
pressure conditions. In such cases, it was necessary 
to install a second supply of oil at the lower end of the 
section. This was done by means of special oil tanks, 
called pressure tanks. 

The pressure tank consists of a strong metal tank 
full of oil, which has inside a certain number of air-tight 
cells, with collapsible walls,-full of gas. The tank is 
connected with the lower end of the cable and for this 
reason the oil in it and the gas inside the cells are sub- 
jected to the pressure corresponding to the static head 
of oil from the reservoir. 

When the cable cools down, the pressure at the far 
end of the section drops below the static head and the 
gas enclosed in the collapsible cells increases in volume, 
and pushes out the oil from the tank into the cable. 
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In Fig. 4, F is the feeding point, C A is the maximum 
length of cable which can be fed from F,, determined 
as explained above, and P is a pressure tank. 

With these conditions, the section is fed from both 
ends, having the feeding tank at one end and the 
pressure tank at the other. At the first moment of 
cooling, the pressure tank is subjected to a hydrostatic 
pressure given by the head of oil from the feeding reser- 
voir and acts exactly as an open tank connected at the 
lower end of the section, at the same level as the feeding 
tank. In this first moment, therefore, half of the cable 
will be fed by the feeding tank and half by the pressure 
tank. 

The curve calculated from formula (4) will apply also 
to the pressure tank and will have to be plotted from 
the point B, at the same level as the feeding point F, 
see Fig. 4, in opposite direction. But after a certain 
length of time, the pressure inside the tank and in the 
gas cells will be smaller on account of the volume of 
oil having been fed back to the line. The corresponding 
curve will have to be plotted not from a point at the 
same level as the feeding reservoir but from a point 
at the level lower than B by a quantity h;. This 
curve will cut the curve from F at a point D which 
divides the section | in two parts, one fed from the 
feeding tank and one from the pressure tank. 

The equation of the new curve will be 


js ate 


The point D where this curve cuts the curve 
ab 
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plotted from F’, will be given by eliminating h from these 
two equations, 7. é., 
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The length of cable fed at that moment from B will 
be 
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If we consider a certain interval of time, dt, the length 
of cable fed by B will absorb a volume of oil 
‘ a (l— x) dt 
This volume of oil is given by the pressure tank and the 
volume of gas in its cells will accordingly increase by a 
quantity dv equal to the amount of oil given out, 


dv =a(l— x) dt 
and substituting, 
A n2) 
dy =a (51-74 dt 


Calling p; the hydrostatic pressure of the pressure 
tank at the beginning of the cooling period and p the 
pressure at a certain moment, we will have 

hy=Di-—P 
and thus 


From the characteristic equation of gases 
pv=p,%, =K 
we have 


iS ee oS 
dv=a Les oe ae 


Integrating this equation between the time zero, be- 
ginning of cooling period, and a time T,, we have: 


is dv 

J een 

2 lab 
This supposes a to be constant during this time which is 
a condition of greater safety. 

The second integral is nothing else than the volume 
required by the unit of length of cable when cooling 
down from the temperature at the time zero to the 
temperature corresponding to the time T. Let us call 
itQ. 

Solving the first integral, we obtain: 


dt 


AQ 

Pare i nA V 
ahs, ea ee 

B-A— : 

1 
where 
1 
oes sad.A = B— ed 


lab 2 


For A = 0, the above expression gives a result equal 
to zero and therefore is of no use. One of the ways to 
solve the problem is to suppose A = 0 betore making 
the integration and then we have the result, 
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Vi= AeIRS 
Ve 
which gives values practically exact also if A is not zero 
but only small with respect to B. 


This expression was used to calculate the volumes V; 
of the gas in pressure tanks when at the pressure p, and 
thus the volume of gas at atmospheric pressure to be 
contained in the cells. 

Up to this point, only the drop of pressure which takes 
place in the cable when the load is dropped, has been 
considered. 

The increase of pressure which is caused by the oil 
expansion under load can be studied very simply by 
changing the sign of coefficient a in all the formulas 
written. 

If the line is calculated in such a way that during 
cooling the pressure never drops below atmospheric, 
it is easy to see that during the heating period the pres- 
sure will increase to a value about double the hydro- 
static head. 


Fic. 5—Correr Sprrat ror Hottow Core CABLE 


Determination of Coefficient b. As no data were readily 
available on the movement of viscous liquid inside a 
tube, a series of experiments was conducted on a lead 
tube immersed in a water bathat different temperatures, 
the flow of oil being supplied by a reservoir at a certain 
height over the tube; the drop of pressure along an 
established length and the times required by a certain 
quantity of oil to flow out were measured. It was found 
that within the limits of the viscosity of the oil to be 
used and for the flows to be expected in the cable, the 
drop of pressure could be considered proportional to 
the flow and the formula of Poiseuille was exact enough 
for the purpose. 

Experiments were made also on the effect of a metal 
spiral inside the tube and after several tests it was 
recognized that in order to reduce, to a minimum, the 
resistance to the flow, it was advisable to use a support- 
ing spiral of very small thickness. The spiral shown in 
Fig. 5, made up from a specially shaped copper tape so 
as to give the required mechanical strength, was 
adopted. 

Calculation of Coefficient a. The variations of tem- 
perature in the cable due to load variations are of much 
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greater importance than those due to variations in the 
temperature of the surrounding medium, and coefficient 
a is calculated on this base. 

Let us suppose that the cable is working at a certain 
load and that W watts per unit of length are dissipated 
from its external sheath. When the load is removed, 
the temperature of the outside surface will remain for a 
certain length of time the same as under load and the 
same number W of watts will be dissipated. These 
watts will be given out by a corresponding cooling down 
of the internal points of the cable. For a first approxi- 
mation, we may calculate the value of a per unit of 
length assuming that the watts dissipated by the load 
are equal to the sum of the various products of the 
specific heat of each elementary volume of cable by its 
corresponding drop of temperature. 

The cable may be divided into three parts: 


1. The copper conductor and the oil contained in the | 


tube and between the wires. This part may be con- 
sidered as all at the same temperature, on account of 
the high conductivity of the copper and the fluidity of 
the oil. Let us call c, its average specific heat, v; its 
volume, and 7’; the temperature at a certain moment. 

2. The insulation where the temperature varies from 
point to point. Let us call c. the average specific heat 
of the paper and the included oil, d v2, the elementary 
volume in a point, and T, its temperature at a certain 
moment. . 

3. The lead; in this first approximation let us con- 
sider only the interval of time during which the lead 
temperature practically does not change; we can then 
forget about it. This, of course, neglects the lead 
losses. 


We may then write 


dT, 
dt 


d T, 
dt 


W=012; +C; dV» (6) 

If we call E, the volume of oil absorbed by each unit 
of volume of the part 1 of the cable, for one degree 
temperature variation, and HE, the corresponding volume 


for part 2, we can write that 
dT. 
dt 


represent the total volume of oil absorbed by the con- 
ductor and by the insulation, for every second, at that 
particular moment. 

If we call the first expression a;, and the second a», 
we may from (6) write 


-d T 
Ein, { Fy and Bs dv» 


C C 
Wa +o 


which is not sufficient to calculate a; + do. 

We can consider, however, that in the very first 
moment after the load was removed, only the conductor 
will begin to cool down and that therefore 
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It is then possible to calculate readily the initial 
value of a. It is interesting to note that this value is 
independent of the surrounding medium and depends 
only upon the number of watts which are dissipated. 

After a short time the value of a will be an average 
between the initial value corresponding to the copper 
conductor alone 


(w-05) 
=a E, 
and that corresponding to the insulation, 
(w-o=-) 
=i E. 


It is evident that when the lead starts to cool down, 
the watts dissipated will also diminish and thus also a 
will accordingly decrease. 
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Fie. 6—Scuematic DiagRaAM oF CABLE SECTION 


For sake of safety in the design of the cable, the 
greater of the two values corresponding respectively 
to the conductor and to the insulation has been chosen. 
The lead losses have been included in W and while 
their effect on coefficient a is rather complicated they 
have thereby been amply provided for. On this 
basis it was possible to calculate the dimensions 
of the cable. As said above, it was found necessary to 
divide the total length of the line into various sections 
each separately fed by oil reservoirs. With the excep- 
tion of a few sections where the length was determined 
by the maximum hydrostatic pressure of the oil in the 
cable on account of the steep grade of the profile, the 
length of the sections was calculated assuming a certain 
diameter of the central passage, taking the value of a 
for. the corresponding cable and of b in the conditions 
of minimum winter temperature, maximum viscosity 
of the oil, and then plotting the length of the sections 
in the graphical way described above. 

Keeping in view the conditions of the profile, the cost 
of the special joints to be installed between the sections 
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and the cost of the cable as a function of its diameter, 
the best possible subdivision of both the New York and 
Chicago lines was obtained. It is evident that a 
difference in cost of the special joint between sections of 
the feeding reservoirs or of the installation methods may 
lead to a different subdivision of the same line. 


Each standard section of the line consists essentially, 
as shown in Fig. 6, of two stop joints which close the 
central oil passage in such a way that the oil of one 
section has no connection with the oil of the next 
section, of one set of feeding tanks which gives oil to the 
cables, and, in certain special conditions, of a pressure 
tank which supplements the oil supply to the cable. 

Cable design. The cable installed in New York and 
Chicago is shown in Fig. 7. The conductor is made up 
of two layers of copper wires each 103.5 mils, (2.6 mm.,) 
in diameter stranded over a spiral of hard-drawn copper 
tape, specially shaped, see Fig. 5, so as to reduce the 
friction of the oil, as previously explained. The clear 
diameter inside thespiral is 0.75 in., (19 mm.,) and inside 
the first layer of copper wires is 0.85 in., (21.5 mm.). To 


Fig. 7—ILuustrRATION oF 132-Kv. CaBLE 


facilitate the passage of oil between the stranded wire, 
from the central passage to the insulation special 
stranding was used. The outside diameter of the 
copper is 1.22in., (81mm.) The insulation thickness is 
23/32 in., (18.8 mm.,) made up of wood pulp paper in 
three different gradations, depending upon the 
porosity. A mineral oil a little more viscous than that 
used in transformers is used for impregnating the cable. 

After the impregnation at the factory and the 
electrical tests, the oil inside the central passage was 
removed before sealing the cable ends. The reason for 
this was to avoid the possibility of temperature varia- 
tions during shipping, causing deformation of the lead 
sheath. The cable, as described later, was reimpreg- 
nated in the field after installation. Immediately 
after the high-voltage test and before removing the oil, 
an ionization test, difference between power factors at 
20,000 and 95,000 volts, was made in the usual manner 
and also a special test, to determine the quantity of free 
gas inside the cable. This test, called an impregnation 
test, will be described later. After this test, a rein- 
forcing armor made from a hard-drawn copper tape 
was wrapped over the first sheath lead between two layers 
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of impregnated paper. Over this armor a second lead 
sheath was applied to protect the copper tape against 
the chemical action of the ground and to give a smooth 
surface while pulling into the ducts. Itwas necessary to 
use this reinforcement because the cable during opera- 
tion is continuously subjected to the hydrostatic pres- 
ure, as high as 105 ft. (82 m.) of oil, and this pressure 
may increase considerably when sudden loads are 
applied. 


Fig. 8—Lrap Trstinag Macuine 


A plain lead sheath would not have been able to 
withstand such pressure, even if its thickness was very 
great. Lead has more the characteristics of a liquid 
of extremely high viscosity than of a metal, and is 
deformed under the slightest stress. In this connec- 
tion, the results of some tests made in Milan are quite 
interesting. 


A sample of lead a, see Fig. 8, was subjected to a 
certain tension given by a weight p while immersed in 
an oil bath at constant temperatures, the index giving 
the elongation. 


ELONGATION IN STRESS: 425 LBS/SQ IN. 
= i 


wae) 


4 
DAYS 
Fig. 9—Exoneatrion Curves oF CommMEercriAL Lyap 


Several tests at different temperatures and with 
different weights were made for different qualities of 
lead and for the alloys generally used in cables, (tin or 
antimony) showing that, as a rule, the lead keeps on 
elongating in a more or less regular way up to the 
breaking point, while for very small loads and low 
temperatures, the deformation stops after a short time. 
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The speed of deformation increases rapidly with the 
temperature as shown in Fig. 9 which gives some of the 
results obtained. 

Impregntion Test. One end of the cable being sealed, 
see Fig. 10, the other end was connected through a 
valve « to an oil reservoir at a higher level than the 
cable;,at this same end a mercury manometer was pro- 
vided and a valve b through which a certain quantity of 
oi] could be drained from the system. If the valve o 


Meruopv oy Maxine Iurevosation Trer om Reviep 
CMAN 


Fic, 10 


is shut, the manometer still indicates the pressure 
corresponding to the head of oil of the reservoir over 
the mercury level, but if the lead tube is not elastically 
deformed by the pressure and no free gas is occluded 
in the cable, no oil should come out when opening the 
valve b. Not taking into account for 4 moment the 
elasticity of the lead tube, it is evident that if a bubble 
of gas of volume v at a pressure p exists in a point of the 
cable, it will expand when opening the valve b, and 
assume, in a certain length of time, the volume » + A». 
A volume Av of oi] will come out from the valve b and 
the pressure of the gas bubble will drop to a value 
p~- AD. 

If we take into account very small variations, we 
may consider Av and 4p as differentials and starting 
from the characteristic equation of gases, 

py = constant 
by differentiating, we have 


dy=—dp Pr 
What was said for a gas bubble may be repeated for all 
the bubbles existing in the cable and 


Sdp a= Ddyp — 
p 
But the sum of all the dv is the total amount of oil 
drained from the valve b; calling it Ov and considering 
that 4p is the same for every point of the cable and 
can be read on the manometer, we have 
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At 4p = $ 
If the pressure is the same for every point of the cable, 
the total volume of free gas in the cable can be cal- 
culated readily. This condition of equal pressure in 
every point can be realized practically at the factory 
by laying the reel on one of its flanges, as shown in 
Fig. 10, and using a pressure p high enough. 
A very important and interesting point came 
out from the comparison of this mechanical test 
and the electrical test in the fact that the part of power 
factor corresponding to the ionization is proportional 
to the volume of gas in the cable as measured. In 
Fig. 11 the values of the variation of the power factor 
between 20,000 volts and 95,000 volts are plotted 
against the ratio of the quantity of free gas in the cable, 
to the total volume of the dielectric, the oil pressure 
being between the limits of atmospheric and atmos- 
pheric plus one meter head of oil. 
In the impregnation test taken in the field, it is not 
possible to consider the pressure of the gas the same in 
the various points of the cable, with the exception of 


flat sections. Only the total amount & as can be 


known. Apparently this expression does not seem to 
mean very much, but when we consider that on one 
hand the part of power factor due to the ionization of 
the occluded gas is proportional to its volume, and on 
the other hand that this value becomes proportionately 
smaller as the pressure increases, we may conclude that 
the expression 


Fig. 11—Reration-Powen Factor Cuanaz To Ewtrainep Gas 


is a quantity which allows us to judge the electrical 
behavior of the cable. For this reason we have con- 
sidered it as a measure of the impregnation of the cable. 

It should be here noted that in the actual determina- 


0) 
tion of § ery by test finite increments of pressure 


and volume are considered and these must accordingly 
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be kept small in order to avoid an appreciable error in 
the results. 


When we started using this method in the field we met 
with the trouble that the oil pressure in the cable was 
not constant but changing from time to time due either 
to the variation of the temperature of the cabie, or 
when the test was taken a few hours after impregnation, 
to the fact that the impregnation was not yet com- 
pleted, especially in the joints. A method was made 
possible under these conditions in the following way: 
Let us suppose the pressure in a gas bubble of volume 
v be p, and p be a function of the time, ¢. Ata certain 
moment we open a valve and let a certain volume of 
oil dv flow out. The pressure which at that moment 
was p,; drops down to p, — d p; and then continues to 
change according to a law similar to that of before. 
Let us suppose we know the mathematical connection 
between p and t 

iach Oy 0; 65-3 73.3) 

This includés certain constants a,b,c,... 
pending upon the conditions of the cable. It is always 
possible to alter the same equation in such a way as to 
put in evidence beside or instead of some of the con- 
stants the value of p and » at a certain time ft; say p; 71. 
The equation becomes 


Pea iltoVitis » «.) 
It is now possible to take the differential of p inrespect 


top: Oia Mis. 4s) 
ee in 
As we have to deal with gaseous bubbles, we can write 
d hi — dv, ce 
and then 1 a df (t; pi 0; ) 
Pi ae ; d Pi 


This gives the variation of p at any time in consequence 
of the variation d 1; introduced at the time 4). 

If we write the same equation for all the bubbles in 
the cable and sum them, we obtain 


V1 df (ti pits . fy aA ) 
dp >, Di = dp. Sd 
which permits us to know at any time the variation of p 
due to the variation of © 7, to Dv, + Dd. 
> d», is the total amount of increase of volume of 
the gas bubbles at the time ¢; and can be produced by 
the subtraction from the cable of the same amount of 


oil. Let us call it A», 
At the time t,; we have 
ad (t; 01, Di: ne * aie 
dp 
eoN. 
AY) =- Api Di 
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The method is then as follows: 

At the end of the cable, see Fig. 12, where the feeding 
tank is installed, a mercury manometer is connected. 
When the valve a is closed, it starts indicating the 
pressure in the cable. Let us take records of this 
pressure and plot the curve 1. At the time ¢, we open 
the valve b and let some oil out. We then close the 
valve and continue to read the pressure indicated by 
the manometer. The curve which would have been 
followed if no oil had been taken out is shown dotted. 
The true curve is shown a little lower and marked 2. 

The first part of this curve between the times ¢; and 
t. is a transient and is due to the settling of the new 
conditions in the cable. It is not possible then to 
know d p; in any other way than prolonging the part 


FEEDING TANK 


tyts 


Fig. 12—Merrnop or Maxine IMprREGNATION TEST ON 
INSTALLED CABLE 


considered as steady of the curve 2 to cut the ordinate 
p, as is shown by the dotted line. 


v 
We have then, easily, > Sts from the formula. 


A A > ie 
Ree genes 
1 Pi D1 


P 
Of course, = at corresponds to the pressure p, at 
1 


the end of the cable and not to the pressure given by 
the feeding tank but in practise this difference can be 
kept very small. 

A correction was introduced to take care of the 
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extension of the joints of the lead tube and of the pipes 
included in the system. 

Description of the Special Accessories: Feeding Tanks. 
The principal requisites of the oil tanks are that the 
oil inside should always be practically at atmospheric 
pressure, independently of the volume of oil present 
in the tank, and that it should be in no way in contact 
with the surrounding air. 
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Fic. 13—Frrpine TANK 


The problem has been solved using collapsible 
reservoirs made up with thin metal walls, which are 
easily deformable. In such a way the oil is not in 
contact with the air and yet acts with regard to the 
pressure as if it were contained in an open reservoir. 

Fig. 13 gives the drawing of a feeding tank. 

Seven separate cells, each with collapsible walls, 1, 
are connected in parallel to a common manifold, 2. 
Each cell is made up from a ring, 3, on which two 
corrugated diaphragms, 1, are soldered and kept in 
place by a ring, 4. The corrugation allows the plates 
to move under expansion or contraction. 

Two standard types of tanks were adopted, one with 
seven cells, as given in Fig. 13, called S-7, and one with 
11 cells called S-11. 

Each cable of a section was fed by two or more 
ef these tanks, paralleled by means of valves and 
manifolds. Fig. 14 gives the value of the pressure of 
the oil inside one cell of a feeding tank, against the 
volume of oil in it, the pressure being given in centi- 
meters of head of oil referred to the center of the tank, 
and the volumes in liters. 

The area included in the curve is due to the 
hysteresis of the metal walls when deformed. See 
Fig. 14. : 

Pressure Tanks. As said before, the characteristic 
of this type of tank, Fig. 15, is to have a certain number 
of collapsible air-tight cells, 3, full of gas, separated 
by heavy plates, 5, contained in the tank, 2, which is 
filled up with oil. The outside tank, 1, is able to 
withstand the maximum pressures given by the oil 
of the section during expansion. 
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Each cell is perfectly tight and is filled with an inert 
gas, 6, especially selected for the purpose. 

Three standard types were adopted: A23 with 23 
cells, as shown in Fig. 15, A17 with 17 cells, and A6 
with 6. The curve of Fig. 16 shows how the pressure 
inside the tank varies as a function of the volume of oil 
given out by the tank, for a pressure tank of the type 
A6, pressures being expressed in Kg/cm?. above 
atmospheric, volumes in liters. 


Stop-Joinis. As has been explained in the design of 
the cable, each section is connected electrically to the 
next one by means of a special joint, called stop-joint, 
which cuts the oil communication between them. See 
Fig. 17. The stop-joint consists essentially of a cylin- 
drical tank, 1, full of oil, 2, which contains two inserted 
porcelain terminals, 3, in a V arrangement. 

The end cables of each section terminate in these 
potheads which are electrically connected at the lower 
part. As for the pressure tanks, the outer tank is of 


‘suitable thickness and has a lining, 5, hermetically 


sealed to the upper cover, 6. The terminal’s insulators 
are cemented at the upper end to the cover and are 
provided at the lower part with two cemented metal 
caps, 7; the tightness of the seams is guaranteed by 
composition cork gaskets. 
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The two caps are electrically connected by a flexible 
connection, 4, and carry in the inside a set of brushes, 8, 
for the contact with the connector, 9, which is soldered 
at the end of the cables. The two lower caps and the 
connection, 4, are screened by a metal box, 11, so as to 
have a good distribution of the electric field; for the 
same reason the insulators are provided at the upper 
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_ end with electrostatic controls, 12. The metal screen, 


11, is reinforced electrically with paper wrappings, 18, 


and the discharge path to the case is protected by in- 


sulating barriers, 19. .The two end cables after being 
reinforced in the field with paper wrappings, 10, and 
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provided with electrostatic controls, 18, are slipped 
inside the insulators so that their connector, 9, is 
wedged between the brushes, 8, and the lead sheath of 
the cable is soldered to the cover, by means of metal 
sleeves, 14.. As a matter of fact, the stop-joint tank is 
raised from a pit in the manhole up to its final position 


SYMPOSIUM ON 132,000 SINGLE CONDUCTOR CABLE 


197 


so that the cables slip inside the insulators. The only 
wipes to be made in the field are those at 15. The 
oil is fed to the cables through a pipe, 16, which is con- 
nected to the reservoirs at the feeding end of the section. 

The oil chamber, 2, inside the stop-joint is connected 
in the field through the pipe, 17, to the terminal at the 
higher pressure, each terminal being at the pressure 
given by the height of the reservoir of the section to 
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Fig. 18—E.ectrrostatic Stress 1n Stop Joint 


which it is connected. In this way, the oil in the tank 
is always at the same or at a higher pressure than the 
oil inside each of the insulators and the porcelain is 
subjected only to compression. 

The distribution of the electrostatic field inside the 
stop-joint has been studied in the laboratory in an ex- 
perimental way, plotting point by point the equi- 
potential lines of a special model with the well-known 
electrolytic method, and is givén in Fig.18. The equi- 
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potential] lines are taken on a section passing through the 
insulator’ s axis. 

Terminols, Fig. 19 gives the drawing of a Pirelli 
pothead. This is essentially the same as the type 
developed by the Genera] Electric Co. for this pur- 
pose, shown in Fig. 20. The upper connection, 
1, is provided with suitable openings, 2, for the 
oil passage and the bottom connections, 3, are 
provided for the oil pipes to the reservoirs. One of the 
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outstanding features of the Pirelli terminal is that it is 
made up with two porcelain insulators, a plain one 
inside, 4, which guarantees the oi] tightness of the 
system, and one outside, 5, made up of several elements 
with petticoats which provide a long longitudinal 
path for surface leakage. The space between the two 
insulators is filled with compound, 6, which acts as an 
elastic cushion against mechanical strains to the inside 
insulator. 

In both types of pothead the cables are reinforced 
with insulation wrappings, 7, and the stresses relieved 
with electrostatic controls, &. 

Llinpregmation of the Cable in the Field. The installa- 
tion and the following impregnation of the cable in the 
field were most delicate operations. This second 
impregnation was considered necessary so as not to 
trap air at the jointing points, and also, if the cable had 
been shipped and installed with the core full of oil, 
some of it would certainly have drained out during the 
splicing, especially due to the fact that the majority 
of the lengths were not laid level. 

The operation was carried on in the following way: 
All the lengths of a section were spliced together and 
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the end stop-joints, or terminals, of the section were 
installed. A certain number of joints along the section 
were not made up in the final way, but were built in a 
provisional way, as shown in Fig. 21, so as to permit the 
evacuation of the cable, not only from the trué ends, at 
the stop-joints, but also at intermediate points of the 
section. 

As a matter of fact, on account of the central passage 
not being perfectly free of oil, due largely to seepage 
from the paper during evacuation, oil slugs are formed 
all along the cable. 

A drop in pressure is created across each slug and 
causes the vacuum in the core to become gradually 
worse, the longer the columns of oil in the slugs and 
the greater their number. A theory was developed 
which enables us to determine, graphically, exactly 
what these differences of pressure are in accordance 
with the profile of the section and also a method to 
check in the field the results of the calculations. We 


Fia, 2i—Provisionat Joint 


can in this way calculate the distances between the 
provisional joints so that vacuum not poorer than a 
predetermined value will be developed, and this can 
be checked in the field. 

In addition to this, a special impregnating process 
was developed which gives perfect results even if the 
vacuum reached in some point of the cable is not the 
maximum obtainable with the pumps. This re- 
impregnation in the field involves only a small portion 
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of the cable, probably only the central hollow passage 
and an adjacent thin layer of the insulation. Under 
such conditions, the gas occlusions which may remain 
in the core during this second evacuation are only a 
small percentage of this volume and therefore a mini- 
mum portion of the total volume of the cable. The 
vacuum, as said before, was applied at the stop-joints 
and at the provisional joints. After a certain number 
of hours, the impregnation was started by admitting oil 
into the core at the point where the feeding tanks are 
connected. The vacuum pumps at each provisional 
joint manhole were stopped after the oil had arrived at 
this location on all three conductors and had been 
carefully tested. 

The impregnation of the cable was practically ended 
with the arrival of the oil at the stop-joint at the far 
end of the section and after the insulation and the joint 
had ceased absorbing oil. 

After this an impregnation test as described was 
made; such a test, as a matter of fact, was studied 
especially to determine the impregnation quality, after 
installation, as it is not possible or at least not practical 
to take electrical measurements of it in the field. 

The impregnation results obtained on the cable 
installed were of the same order as those on the reels 
after the impregnation in the factory. 

When the impregnation was completed, the section 
was connected permanently to its feeding reservoirs. 
Before putting the cable in operation, the entire line was 
heated to full-load temperature several times by circu- 
lating current in the copper, in order to check the 
behavior of the various accessories, the oil flows, and 
also to verify the fact that the amount of oil in the 
feeding tanks was exactly the quantity required in 
accordance with the load and seasonal temperature 
variations. 

This heating process was also used in some special 
instances to decrease the viscosity of oil and accelerate 
its flow during impregnation, when the weather was 
rather cold. 

Incidentally, one of the advantages of this type of 
cable is that if any leak exists in the joint wipes or other 
connections, it will be immediately detected during 
evacuation, or if of later development, by the applica- 
tion of the oil pressure. In the usual type of cable, 
similar leaks, especially in those parts of the line which 
are completely under water, would allow the entrance 
of moisture, resulting sooner or later in the failure of 
the cable without preliminary indication. 


Manufacture, Inspection, and Testing of 
the 132,000-Volt Cable 


By WALLACE S. CLARK? 
Associate, A. I. E. E. 


There are certain novel features in the manufacture 
of the cable which are, we hope, of sufficient general 
interest to warrant their introduction here. 


38. General Electric Company. 
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In order to secure a central passageway through the 
conductor, a spiral of hard-drawn copper strip was 
formed and the wires composing the conductor proper 
were stranded around this. Special machinery was 
installed to make this spiral and special precautions 
had to be taken in stranding the individual wires around 
it, the inner layer of wires being dented to give free 
circulation of oil. 

The wood pulp paper used in forming the insulation 
wall was of three different thicknesses and varied in 
density, the thinnest and most dense paper being put 
next to the conductor where the electrical strains are 
greatest, then the intermediate paper, and on the out- 
side the least dense and thickest paper. 

After the core. was completed, a radical departure 
from ordinary practise occurred. The insulated core 
had the first lead sheath applied, was wound on a reel 
and heated by immersing it ina steam bath. The ends 
of the cable were sealed and insulated leads were 
brought out through these seals. 

The exhaustion of the heated cable core with vacuum 
pumps was the next step. 

Measurements were taken periodically of the power 
factor of the cable and the insulation resistance between 
the conductor and the lead sheath during the evacua- 
tion. The particularly interesting point in this process 
is that if the lead sheath has any imperfections in 
it, moisture (steam) will naturally be sucked in through 
these imperfections and the electrical measurements 
made will indicate that this is happening. ' This makes 
it improbable that there should be undetected faults, 
such as porous spots or pin-holes in the lead. 

When the desired electrical measurements were 
obtained, oil, which previously had been given a 
special treatment for purification and for the removal 
of all absorbed gases (ordinary transformer oil will 
absorb from 15 to 20 per cent of its own volume of 
air), was admitted to the central core eke slowly, 
saturating the paper wall. 

The cable was finally cooled down under oil pressure 
and when room temperature was reached, it was taken 
from the tank and was ready to test. 

After testing, the ends were hermetically sealed and 
the cable was then ready to receive its armor and outer 
jacket of lead. 

The armoring consisted of wrapping the inner lead 
sheath with treated paper tape; next with a thin hard- 
drawn copper tape; then a second paper tape. The 
cable was then taken back to the lead press and leaded 
over all, and was made ready for shipment on especially 
large bodied reels, after removal of the oil. 

Tests. The specified tests were similar to those of 
the A. E. I. C. Specifications, and the principal ones 
were as follows: 

a. Each reel of cable had to stand 175,000-volt 
alternating current for 15 min. between conductor and 
sheath. 

b. Samples maintained at 0 deg. cent., freezing, for 
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twe hours were bent three cyeles to 180 deg. around a 
drum having a diameter 15 times the diameter of the 
cable, and then withstood 225.000-volt alternating 
current for five minutes. 

ce. Ome full reel af cable from each 15,000-ft. lot was 
tested with 140.00Q-volt alternating current for eight 
hours. 

ad. The original specifications called for a test after 
installation of 140,00Q-volt alternating current for 15 
min. between conductor and sheath. As it was im- 
practical to secure transformers for this, special 
kenotrom testing sets were provided in New York and 
Chicago, and the cable successfully tested with 300,000- 
volt direet current for 15 min. 

The maximum power facter on any one section of 
cable at ream temperature did not exceed '¢ af 1 per 
cent, and the power factor at 65 deg. cent, maximum 
operating temperature, did not exceed 0.65 per cent. 
The difference in power factors, ionization, when 
measured at stresses of 20,000 and 95,000 valts, 28 and 
182 volts per mil, respectively, did not exceed 0.2 per 
eent. The average figures were very much better than 
these. 

In connection with the ultimate breakdown tests, 
which were performed on these samples after they had 
passed all the required voltage tests, it is Interesting to 
note that comparing the breakdown tests with those 
made em General Electric cables of standard type 
without ail ducts and intended for maximum work- 
img pressure of 75,000 volts, and having only 1/64-in. 
thicker msulation, the short time breakdown voltages 
were about the same; but with long time tests at lower 
voltages. the ailfilled cable far out-distanced the 
ordinary type. 

Special Tests. Samples of cable were run 24 hr. at 
225.000-volt alternating current without breakdown or 
injury. This was three times the working stress. 

The fivemin. breakdown on samples was about 
400,000 and the one-hr. breakdown about 300,000-volt 
alternating current. 

One special test at Milan ran 30 hr. at 200,000-volt, 
after which the potential was raised to 260,000-volt 
alternating current and held for 20 hr. without failure. 

A very interesting feature shown by the special tests 
was that a length of cable could be tested and the 
constants determined; then, after a heating and cooling 
eyele, be remeasured substantially without change in 
the results. This is one of the best guarantees of 
minimum electrical deterioration which can be deter- 
mined by test. 

The general results at Milan and Schenectady showed 
good agreement, even though some of the Milan tests 
were made at 42 eyeles imstead of 60 cycles, and all 
tests exceeded the specifications by a large margin. 

Duplication of manufacturing processes at Schenec- 
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Tnspection, All eable manufactured for the New 
York Edison and United Companies, both at Milan 
and Schenectady, was inspected as to processes and all 
tests witnessed by the Electrical Testing Laboratories, 
which maintained a resident inspector at the Pirelli fac- 
tory in Milan for about nine months, especially for this 
purpose. Cable for the Commonwealth Edison Com- 
pany, manufactured at Schenectady, was also inspected 
by the Electrical Testing Laboratories while that manu- 
factured at Milan was inspected by Messrs. Guido & 
Marco Semenza, representatives of Merz & McLellan, 
Consulting Engineers, of London, 


Installation of the 182,000-Volt Cable 


By A. H. Kexos*, C.H.SHaw', J. B. Nog’, and 
Fellow, A, T. B. B. Associate, A. T. BE. BR, Associate, A. IT, EB. BR. 
D. W. Roper’, ‘ 


Fellow, A. 1, B. E. 

Lecation and Description of Route. In New York 
the cable runs from the Hell Gate Generating Station of 
The Edison-United Companies, northward through the 
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Borough of Bronx and up to the Dunwoodie Distributing 
Station, in the city of Yonkers, Westchester County, 
a total distance of about 12 mi. The feeder will be used 
to supply the rapidly growing area of Westchester 
County, immediately north of New York City, having 
in mind also the possibility of its use in the future asa 
link in the supply of water power from the St. Lawrence 
district directly into the metropolitan area of New York. 

In Chicago, the 132,000-volt feeder runs from the 
Northwest Generating Station of the Commonwealth 
Edison Company northward to the city line, a distance 
of about six mi., where it is connected to 30 mi. of 
overhead line, continuing northward to the Waukegan 
Station of the Public Service Company of Northern 


4. United Electric Light & Power Company. - 
5. The New York Edison Company. 
6 Commonwealth Edison Company. 
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Illinois. The line thus serves as a tie between gener- 
ating stations, and transmits power in either 
direction, as may be required. As may be seen 
from the line profiles in Fig. 22, there is a difference in 
level of 285 ft. between the high and low points in New 
York, compared with 27 ft. in Chicago, excluding the 
river crossing. This difference in topography and 
grades made necessary radical differences in sectional- 
izing the line and the location and operation of the tanks 
supplying oil to the cable. 

Figs. 234 and 23B show diagrammatically the connec- 
tions of the New York and of theChicagolines. Fig. 24 
shows the initial transformer installation of 30,000- 
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finally decided upon after consultation between the 
engineers of the two operating companies and those of 
the Pirelli and General Electric Companies. In both 
cities, entirely new conduit lines were constructed for 
the high voltage feeder, with duct space provided for 
the installation of a second feeder. 

Conduit Construction in New York. In New York 
the conduit is of monolithic conerete construction, 
using 4-in. ducts, with two inches of concrete separation. 
In the Yonkers portion there are nine ducts, arranged 
three by three, and in the Bronx portion 12 ducts, 
built in the form of an inverted “T”. The maximum 
cable length is 400 ft. for straight sections, curved sec- 
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kv-a. capacity at Hell Gate. The initial installation at 
Chicago was 45,000 kv-a. In each location, provision 


~ is made foradditional units to bring the transformer 


capacity up to the full line capacity of 90,000 kv-a. 
In New York, the southerly half of the feeder cable 
was Pirelli make, the northerly half, General Electric. 
In Chicago, the cable for two phases was supplied by 
the General Electric Company, and that for the third, 
by Pirelli. 
Conduit and Manhole Construction. In 1925, pre- 


liminary surveys were made in both New York and in 


Chicago to decide upon: the best routes for the 132,000- 
volt lines. Profiles were prepared and the routes were 


tions being shorter in proportion to their curvature. 
Fig. 25 shows plan and elevation of the standard man- 
holes used in New York and in Chicago and the method 
of racking the cable. Note especially the racking in 
the Yonkers manholes, which keeps the cables m a 
horizontal plane, each with an offset consisting of two 
full 90-deg. bends with a minimum bending radius of 
24 in., allowing easy expansion and contraction 
of the cable with a minimum strain on the splice. 

L-shaped angle manholes are placed where the direc- 
tion of the system changes. Fig. 26 shows a typical 
angle manhole as used in New York. 

The special stop-joint manhole, Fig. 27, of which 
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there are 11 on the entire line, is 8 ft. wide, 12 ft. 
long, and 10 ft. deep, with a pit 4 ft. deep to allow 
for installing or replacing the stop joints. I-beams 
are built into the ceilings of these holes for lowering or 
raising the stop-joints. Normally the stop-joint tank 
rests on iron gratings placed over this pit, but these 
gratings can be removed when the joint is to be 
lowered. 
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of these holes for supporting the tanks. At three 
locations it was necessary to build special structures for 
containing the reservoir tanks, namely,at the Hell Gate 
Station, where the tanks are contained in a portion of 
the Kenetron Building, at the Yonkers city line, where 
a small house of a bungalow type was built, and at 
Dunwoodie Station where a tower was constructed. 
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In connection with the stop-joint manholes, reser- 
voir manholes, Fig. 28, were constructed for the instal- 
lation of the reservoir feeding tanks. These were 
located at a sufficient elevation from the stop-joint 
manhole to give the proper head of oil for feeding into 
the cable sections. I-beams were built into the ceilings 


ELEVATION 
Fic. 26—Tyricat Ancte Masnotes—New Yore 
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Conduit Construction in Chicago. The internal ‘di- 
ameter of the ducts was four in. and the conduit struc- 
ture consisted of eight ordinary precast concrete ducts, 
such as have been used previously in Chicago, laid in 
a two wide by four high formation. In order to avoid 
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having any high points in the cable, the ducts were 
installed in a straight line between manholes wher- 
ever possible; otherwise the conduit was installed 
in one long radius bend, concave upward. The 
maximum distance between manholes was made 
about 500 ft. in order to prevent excessive strain on 
the cable during installation. 

The manholes for permanent joints are 50 to 100 per 
cent larger than manholes used in the past, and were 
designed to accommodate a joint 5 ft. long and to 
permit training of the cable at radii of 30 in. or more. 

The manholes for the stop-joints are 18 ft. long by 
8 ft. wide by about 10 ft. deep and have a 4-ft. pit 
to facilitate the placing of the ends of the cable in the 
stop-joint tanks. Separate manholes are provided for 
the pressure tanks adjacent to the two end stop-joint 
holes. 
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installation was done under the direct supervision of 
the engineers of the manufacturers. 

Due to the high voltage at which the cable is to be 
operated and to the hollow type of construction, 
extreme care was taken to ascertain that the ducts were 
of the proper size, entirely clean and free from obstruc- 
tions before the cable was pulled. Special mandrels 
and brushes were pulled through each duct for this 
purpose, the cleaning being repeated, if necessary, 
until no more material was brought out. An elaborate 
series of pulling tests was made, using a continuous 
reading dynamometer rig, especially designed te deter- 
mine the pulling tension. In these tests, grease and 
soapstone applied in various ways were thoroughly 
tested and their relative efficacy obtained, typical 
curves being shown in Fig. 30. The result was the 
adoption in both New York and Chicago of pulverized 


Fic. 28—D1acram or RESERVOIR MANHOLE CONNECTIONS 


Towers. In order that sufficient hydrostatic pressure 
might be maintained on the oil inside the cable, it was 
necessary that the feeding reservoirs be elevated above 
the section of the line beng fed. In Chicago, where the 
ground contour was practically flat, this result was 
secured by placing the oil reservoirs in towers located 
at the ends of the line and at two intermediate points. 
In New York, it was possible by taking advantage of 
the hills to obtain sufficient pressure with the reser- 
voirs located in manholes, except at the two terminals 
of the line. Figs. 29, B, and c. 

Cable Installation. On account of the radical differ- 
ences between this cable and the types previously 
installed, and the fact that these were the first com- 
mercial installations of this new type of cable, many new 
problems were encountered during installation. In 
addition to the ordinary supervision by the forces of 
the operating companies, therefore, the entire work of 


soapstone as a lubricant applied to the duct by the use 
of a series of flexible disks secured to a chain. The 
soapstone was inserted between the disks and deposited 
on the duct surface as the disks were drawn through the 
duct. As further precaution, some soapstone was 
added on the cable as it entered the duct. 

In Chicago, about one-half of the cable route lay 
across open marshy country where the streets had 
not yet been cut through. Thisintroduced serious prob- 
lems in the transportation of the heavy reels and 
voluminous auxiliary apparatus, as well as the actual 
pulling of the cable, all of which difficulties were suc- 
cessfully overcome by the use of caterpillar tractors, 
trailers, and mud sleds; see Fig. 31. 

Specially designed pulling eyes were installed on the 
cable by the manufacturers so as to prevent collapse 
of the central core during pulling and to keep the cable 
end completely sealed, Fig. 32. 
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In New York, during the pulling of the cable, thermo- 
couples were wiped on to the lead sheath and pulled 
into the duct with the cable at six selected locations. 

Complete records were kept of the pulling tensions 
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obtained on every section, some average figures being: 
Straight 400-ft. section, down hill. .2400 Ib. 


Straight 400-ft. section, level...... 3500 lb: 
Curved 800-ft. section, radius 500 ft .4000 Ib. 
Average pulling tension............. 9 lb. per ft. 


Cable Splices. While the manufacture of the cable 
at Milan and at Schenectady was practically identical, 
the standard joints were radically different, each 
manufacturer supplying the jointing material to be: 
used in splicing his own cable. 
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Pirelli Type. Fig. 33 illustrates the various stages 
in making, and the general design of the Pirelli joint. 

The connectors for connecting the hollow core cable 
and continuing the passageway for oil in the center 
of the cable through the joint are similar in the Pirelli 
and General Electric joints. The connectors have in 
the center a transverse hole closed by a screw so that 
any joint, before it is insulated, can be arranged to 
communicate directly with the oil passage in the center 
of the cable. 
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The chief characteristic of the Pirelli joint is that the 
insulating material in the joint is paperwhich has been 
previously dried and prepared in the factory. This 
paper is not impregnated, but is surface-treated to 
reduce the absorption of moisture which might be 
collected during the process of jointing. 

Another distinct feature is that the original insulation 
of the cable, after it has been properly penciled, is 
covered with a thin oil silk tape to reduce seepage of 
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oil between the joint insulation applied in the manhole 
and the original insulation in the cable proper, the 
object being to evacuate and impregnate the insulation 
of the completed joint independently of the cable 
insulation. 

Fig. 33c shows the insulation brought up to the 
original diameter of the cable insulation. 

Fig. 33D shows the machine application of the spe- 
cially treated paper reinforcing the insulation already 
applied. 

Fig. 33E shows the aluminum shields which are 
applied to the finished insulated joint before the lead 
sleeve is put on. These shields act as controls of elec- 
trical stresses and allow free access of the oil to the 
joint insulation and at the same time, support the lead 
sleeve against collapsing during vacuum treatment. 

The outside sleeve is of lead, usually split longi- 
tudinally for convenience in applying over the alu- 
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minum forms shown in Fig. 338. After this sleeve is 
wipe-jointed to the cable and the seam soldered, it is re- 
inforced with exterior armor so that it may compare in 
strength with the armored cable sheath. The length 
of the joint is 44 in,, (1120 mm.) and the diameter in- 
side is 6.2 in., (156 mm). 

The completed joints, as described elsewhere, are 
field impregnated. Prior to adoption, these joints were 
thoroughly tested out at Milan. 

General Electric Type. Fig. 34 illustrates the General 
Electric type of joint which, it will be seen, differs 
radically from the Pirelli joint: First, in having 
the original cable insulation stepped as shown 
in Figs. 34B and 34c to secure longitudinal dielec- 
tric strength, and second, in being taped by 
hand with specially prepared varnished cambric 
which is packed under oil in sealed containers and which 


Fig. 34—GnrneraL Evectric Joint ConstTRucTION 


is flushed with a special compound during taping. This 
insulation permits slow percolation of oil. 

The joint is held concentric within the copper casing 
by the insulation cylinder and treated wooden wedges 
shown in Fig. 34. 

[The tapered ends of the insulation are wrapped with 
flexible copper tape which is united to the lead sheath 
of the cable, \distributing the stresses at the ends of the 
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joint and preventing any stress coming on thin films 
of oil between the insulation wrapped on the cable and 
the outer casing. 

The two parts of the copper casing which telescope 
are united to the cable and to each other by wiped 
joints. In cases where corrosion is feared, the exterior 
of the copper casing is tinned all over. 

The casings are stiff enough to resist any tendency to 
collapse during the evacuation of the cable in the field 
and are stronger against bursting pressure than the 
lead sheath of the cable. No interior or exterior re- 
inforcements, therefore, are required. 

The principles of the insulation and stress distribution 
of the joint are the same as those of the General Electric 
45,000- and 66,000-volt joints which have had thorough 
field trials in several installations. 

Short and long time over-voltage tests on the General 
Electric 132,000-volt joint have shown it to exceed in 
strength the original cable insulation. The length of 
the joint is 42 in. (1073 mm.) and the diameter inside 
is six in. (153 mm.) 

Before any joints were constructed in the field, the 
splicers, foremen, and engineers were given a very 
careful training in the details of construction at the 
shops of the operating company, under the direct super- 
vision of the manufacturers’ engineers. ‘The New York 
company sent aspecial delegation of foremen and splicers 
to Pittsfield, where they. were given instruction in the 
making of the General Electric joint. 

The splicers were first given practise in making the 
essential parts of the joints on short pieces of cable and 
were then required to perform the more difficult opera- 
tions in a manner acceptable to the supervising engi- 
neer and finally to make one or more complete joints. 

One of the outstanding features in the construction 
of both the Pirelli and the General Electric joints was 
the care used to keep moisture out of the joint. To 
accomplish this, two small hot air electric blowers of 
the hand hair dryer type were arranged so as to direct 
a blast of hot air on the joint from the time the lead 
sheath was removed until the sleeve had been placed on 
the finished joint. 

Each splicing gang was equipped with a dust ring 
which was put in place at the manhole before beginning 
work to keep street dust and dirt from blowing into 
the manhole during the making of the joint. Although 
joints were not started during the rain, it sometimes 
happened that it began to rain during the splicing 
operation, and for this reason each splicing gang was 
equipped with a tent which could quickly be placed in 
position over the manhole. Plastic roofing cement was 
also supplied with which the dust ring was set into the 
manhole in order to prevent water entering from the 
street. 

Upon completion, each joint was tested for tightness 
by applying a pressure with carbon dioxide gas. A 
soap solution or a heavy oil was placed on the wipes to 
give an indication of any leaks or porosity. Some 
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of the first wipes made were found to be porous, but 
after some experimenting it was discovered that by 
adding pure tin to the solder, and glazing over with a 
blow torch, tight wipes invariably resulted. 

Two splicers were required in the manholes to build a 
joint. On the General Electric joint, the splicers 
performed the taping operation in relays, while on the 
Pirelli joint during taping, one splicer worked at each 
end. The time required to construct a permanent 
joint was about eight and ten hours for the General 
Electric and Pirelli joints, respectively. The time for 
making the provisional joints was about six hours. 

Before splicing operations were started on either 
the Pirelli or General Electric cable, it was necessary 
to make special arrangements to provide energy 
for light and power, which was required along 
the line for making the joints and evacuating the cable. 
In Chicago the necessary power was readily obtained 


Fic. 35—Sror-JoInt AND PREPARED CABLE ENDS 


by the installation of service cables in the vacant ‘ducts 
along the line, but in New York this was not feasible 
and it was necessary to use portable storage batteries 
and gasoline-engine-driven generating units. 

Stop-Joint Installation. The stop-joint was first 


lowered into the pit in the floor of its manhole, after 


which the cable was carefully trained so as to leave the 
ends nearly perpendicular over the stop-joint cover. 
The ends of the cable were prepared as for an ordinary 
joint and the special contact terminals sweated to the 
two conductors. The protective caps were then 
removed from the porcelain tubes of the stop-joints 
and the stop-joints were lifted upwards into place, 
while the cable ends were slipped into the porce- 
lains until they made contact with the spring terminals 
at the bottom of the porcelain tubes. The cable was 
then given its final training and wiped at the stop-joints. 
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The right hand portion of Fig. 35 shows a stop-joint 
lowered into its pit with the prepared cable ends in 
position. just above it. 

Special care was used in the stop-joint manholes to 
so train and secure the cables that any motion due to 
heating and cooling would not result in bending the 
lead sheath at the wipes at the top of the joint. 

Installation of Feeding and Pressure Tanks. In 
order to avoid injury to the thin collapsible plates used 
in the feeding tanks, it was necessary to use great care 
in first lowering the tanks into the manholes and then 
raising them to hang from the I-beams in the roof. 
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Fig. 36 shows an installation of feeding tanks in a 
tower. 

The installation of the pressure tanks presented no 
particular difficulties; they were simply lowered into 
position in the bottom of the manhole; see Fig. 37. 

A typical stop-joint installation, with feeding and 
pressure tanks and oil pipe lines, is shown diagra- 
matically in Fig. 28. 

Installation of Valves and Oil Lines. The oil lines 
used for the various connections between tanks and 
cable were of three different types; bare lead pipe which 
was used mainly for connections to joints and valves, 
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jute-covered lead pipe which was used for connections 
between valves and feeding tanks, and steel wire 
armored lead pipe which was used where the oil line 
was pulled in ducts. A typical installation of oil 
pipe line and valves can be seen in Fig. 28. 

Installation of Terminals. All of the Chicago termi- 
nals are of the General Electric type, but in New York, 
Pirelli terminals were used on Pirelli cable and Gen- 
eral Electric terminals on General Electric cable. 
Drawings of the two types of terminals are shown in 
Figs. 19 and 20. 

Oil Conditioning Equipment. The oil used in impreg- 
nating the cable and filling the hollow core, feeding 
reservoirs, pressurereservoirs, stop-joints, and terminals 
was the same as was used in the factory for the original 
cable impregnation. It was developed under the 
supervision of the Pirelli engineers to meet their especial 
requirements as to dielectric strength, viscosity and flow 
point. The oil used has a flow point of minus 15 deg. 
cent., or lower, which insures proper functioning of the 
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oil in all underground portions of the cable, and special 
heaters have been installed to care for those portions of 
the oil system which may be exposed to temperatures 
below the flow point. The oil pipe runs from the tank 
towers to the terminals in both New York and Chicago 
are boxed in and may be heated when necessary from 
the heaters which are installed in all the tank houses. 

Before any oil was used for filling the central core of 
the cable, joint casings, or oil tanks, it was neces- 
sary to submit it to a special treatment to remove all 
moisture and dissolved gasses. 

In Chicago the towers provided convenient locations 
for the installation of this oil treating equipment, but 
in New York it was necessary to install a central oil 
conditioning plant and transport the treated oil from 
this point to the various reservoir manholes, Standard 
feeding reservoirs mounted on trucks were used for 
this purpose; see Fig. 38. 

Cable Evacuationand Impregnation. Asa preliminary, 
the engineers who were to perform the major operations 
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required during evacuation and impregnation were 
given special training. The training in Chicago 
was greatly facilitated by the use of a dummy set-up, 
representing a mile section of line, consisting of several 
short lengths of cable with high and low spots, and con- 
nected by glass tubing so that the men could see what 
was happening. In order that the men could become 
familiar with field operations, the apparatus which was 
actually to be used was connected to the ends of the 
set-up as shown in Fig. 39. 

The cable was impregnated one section at a time, the 
first step being to evacuate and fill the reservoirs with 
oil, after which the cable was put under vacuum by 
means of vacuum pumps connected at each provisional 
and stop-joint on the section. This evacuation was 
maintained for approximately 12 hr. for drawing out 
any gas or surplus oil in the core of the cable. 

As shown on the profiles, there were many high and 
low points along a section of line; and slugs of oil were 
formed at the low points, while gas would collect at the 
higher points. A suitable test was made at the be- 
ginning of evacuation to determine the height of these 
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Fig. 39—Dummy ImMPREGNATION SET-UP 


slugs opposing vacuum between adjacent provisional 
joints. The maximum and average heights for the 
slugs were, respectively, 10 and 3 ft. This “slug” 
test served also as a check on the continuity of the cable 
core and connections and permitted a prompt discovery 
of leaks or stoppages. 

After the initial 12-hour evacuation period, tests 
were made to determine if slugs of oil still existed in 
the low points of the line which would interfere with 
obtaining a satisfactory vacuum at all points of the 
section. After these tests proved satisfactory, the 
line was evacuated for approximately 36 hr. If a 
good vacuum was then maintained and no leaks oc- 
curred, treated oil was admitted to the line. 


At the beginning of the impregnation of a section, 
oil was admitted to only one phase, the second phase 
being connected when the first was about one-third 
filled, from 8 to 24 hr. later, depending upon the flow 
of the oil and the contour of the section. The third 
phase was connected when the second was about one- 
third filled. Upon the arrival of the oil at each 
provisional joint, it was first drained off into test 
bottles for testing and then the oil was allowed to flow 
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into the impregnating bottle until the flow reached a 
satisfactory value. After the pressure of the oil had 
become greater than atmospheric, the apparatus was 
disconnected and the joint closed. 

Because of the difference of line contour and 
location of feeding tanks, the process of evacuating and 
impregnating the cable differed somewhat in the two 
cities. In New York the treated oil was admitted 
directly to the line from the transportation tanks, 
which were connected to the cable at the stop-joint man- 
hole located at the high end of the section, while in 
Chicago it came directly from the conditioning plant 
in the tower. 

In Chicago and at the Dunwoodie tower in New 
York, on account of the possibility of leaks in the pot- 
heads or piping which would let in air at the time of 
impregnation, the oil was fed from the reservoir floors 
in the towers to the first manhole of each section; then 
the oil would feed not only forward into the cable but 
backward into the pothead and the vacuum main- 
tained ahead of the oil would draw out any air which 
might come in through possible leaks. 

In both New York and Chicago, the rate of oil flow 
was hastened by heating the conductor with low-voltage 
current when the low temperatures unduly increased 
the viscosity of the oil. On some sections in New York, 
accelerated flow was obtained by feeding in the oil at a 
provisional joint after the incoming oil had passed that 
joint. When the cables had been filled with oil and the 
provisional joints sealed, the valves connecting the 
reservoir tanks were opened. 

From a knowledge of the cable temperature, oil 
viscosity, pressure heads, and cable profile, it was 
possible to predict approximately the speed of oil flow 
along the cable core, and thus to have engineers avail- 
able for supervision at the provisional joint manholes 
when the oil arrived at these locations, 

The time for evacuation and impregnation of a section 
varied from four to six days. The cable was then 
allowed to stand for two or three days before being given 
an impregnation test. The details of this test have 
already been described and characteristic results of the 
tests are shown in Fig. 12. If this test proved satis- 
factory, the provisional joints were opened, the flow 
of oil was stopped by inserting the screw in the hole 
in the connector, and the taping of the joint was 
completed, converting it into a permanent joint. 

Joint Impregnation. After a section of the line had 
been impregnated and the temporary joints converted 
into permanent joints, the next operation to be per- 
formed was the impregnation of the joints. The 
General Electric and the Pirelli joints required two 
different methods of treatment. 

The Pirelli joints were given an initial heat by means 
of special electric heating pads supplied from a battery 
on the truck where other electric power was not avail- 
able. After the joints had been evacuated, oil was 
admitted from a special feeding tank. 
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|The impregnation of the General Electric joints re- 
quired no heat treatment and consisted only of a com- 
paratively brief vacuum treatment and filling. 

After the Pirelli joints had been impregnated, they 
were immediately reinforced with copper bands which 
were -wiped on as a reinforcement for the lead sleeve 
against the internal oil pressure. 

A good idea of the time required for the various 
processes described is given in the “Progress of Work’’ 
diagram shown in Fig. 40. 
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Fic. 40—‘Procress or Work” DiagramM—Cuicaco 


Bonding. As originally planned, the two lead sheaths 
of the 132,000-volt cable were to be insulated from each 
other. It was actually found, however, that in many 
cases these leads were in contact after the cable had been 
pulled into the ground. For this reason and also 
because there was a possibility of dangerously high 
induced voltages if the outer lead were left floating, 
the two sheaths were wiped together on each side of 
each joint. In Chicago, the three cables also were 
solidly bonded in each manhole. With this bonding, 
the sheath current is about 50 per cent of the current in 
the copper and the sheath losses nearly equal the copper 
losses. 

In New York the sheaths of the three cables were 
bonded at about 1000-ft. intervals in certain straight 
joint manholes, selected from an electrolysis survey of 
the line, but in all stop-joint manholes they were bonded 
on each side of the stop-joint and the two bonds 
connected. 

Transposition. In Chicago, the 6-mi. underground 
line is in series with 30 mi. of overhead line; that is, 
the cable has only a small percentage of the total 
impedance of the tie line; therefore it was practicable to 
install the underground cables without transposition 
to balance the impedance of the phases. In contrast, 
the cable in New York formed the entire tie line and, 
therefore, to obtain equal impedances of the phases, 
they were transposed at eight points along the line. 

Fireproofing. The final operation was to give the 
cables a fireproof covering in the manholes. In Chicago, 
this consisted of a layer of %in.' asbestos .tape applied 
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with a butt lap, over which jwas |the |usual |rope ‘and 
cement fireproofing. The tape was applied because 
the lead sheaths were so thin it was considered best |to 
protect them against any damage that they might suffer 
from cracking of the cement or breaking it off, should 
such a step be necessary for repairs. 

The New York ccmpanies used their usual type lof 
fireproofing, consisting of metal lath and cement on the 
greater portion of the line; and a new type consisting ‘of 
an asbestos netting and special fireproof cement on the 
balance. 

Testing Set. Each utility has purchased a special 
400,000-volt, 0.25-ampere, direct current, Kenotron 


. cable testing outfit, installed at Hell Gate and North- 


west Stations in buildings constructed especially to 
contain them; see Fig. 41. 

These sets are the largest ever made up for com- 
mercial use and a minimum space 30 ft. by 30 ft. by 30 
ft. is needed for the set alone, exclusive of that required 
for cable terminals, switch gear, etc. For the purpose of 
assisting in the location of any failures that may develop 
during tests or operation, the Kenotron tubes have jbeen 
arranged so that they may be connected to give higher 
currents at lower voltages, the maximum current rating 
being two amperes at 50,000 volts. 

The test agreed upon, of 300,000 volts for 15 min., 
was applied to each phase separately without break- 
down or indication of weakness in either the New York 
or Chicago cables. 


Fig. 41—Kernotron Testing Set—Cuicago 


OPERATION 


There have been no electrical troubles from the time 
the cables were put into operation, June 2 for Chicago 
and August 9 for New York, to the time of writing, 
Oc obe: 20; but there have been oil leaks which re- 
quired repairs in stop-joint, gasket of pothead, joint 
wipes, pressure tanks, and lead jacket of cable section. 
In all cases, it has been possible to maintain the line in 
service until convenient to take it off for repairs. 

The maximum load on the lines has been about 45,000 
kv-a. The manufacturer’s guarantee included a maxi- 
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mum allowable copper temperature of 65 deg. cent., a 
maximum power factor at that temperature of 1.25 
per cent and a carrying capacity of 91,000 kv-a. The 
insulation of the cable as delivered, however, hada 
power factor of 0.5 per cent which permits an increase in 
the rating under identical field conditions to 98,000 kv-a. 

The charging current of the underground line is 
2400 kv-a. per mi., or about 25 times the value for a 
300,000-cir. mil overhead line of the same voltage. 
The underground installation in Chicago is equivalent to 
a synchronous cendenser of about 14,000-kv-a. capacity 
and the corresponding figure for New York is 28,000 
kv-a. 

Inspection and Signaling. Special equipment, proces- 
ses, and plans are being worked out and special crews of 
men have been selected and trained to locate and repair 
any failures that may occur. Regular routine inspec- 
tion is being made of the feeding reservoirs and of all 
manholes and the quantity of oil in the feeding reser- 
voirs and water conditions noted and recorded and any 
unusual conditions reported at once. 

The lines are provided with the usual automatic 
switches to open in case of failure and additional 
devices will be provided to indicate oil leaks as the 
life of the cable is brief, if it is not entirely filled with oil. 

Repairs. As the cable has a hollow conductor filled 
with a very fluid oil, special provisions have been made 
for repairing the line so as to reduce, as far as possible, 
the entrance of air and moisture if the oil runs out. 
Experience indicates the feasibility of confining the 
damage occurring in this manner to the length of cable 
on which the trouble occurs, provided that the devices 
for indicating loss of oil are reasonably accurate and 
reliable. When necessary to remove and replace a 
length of cable, arrangements can be made by suitable 
connections so that there will be a continuous bui slight 
flow of oil out of the cable, thus preventing the ingress of 
air or moisture. The plan of operation and the details 
of the devices and methods to be used for this purpose 
had been discussed at some length by the’ representa- 
tives of the several companies, and a leak in the cable 
sheath which developed about two weeks after the 
New York cable was placed in service gave an oppor- 
tunity to try out these plans. The periodic inspections 
of the oil reservoir tanks showed that there was a loss 
of oil at a slow rate on one phase of a section and by 
inspecting manholes a location was found where cil was 
leaking out from between the inner and outer lead 
sheaths on a length of cable. The oil leak was very 
small, about five cu. em. per hr., and the cable could 
have been left in service for weeks if necessary, but it 
was decided to replace the section promptly. 

The static oil pressure on the defective section was 
about 30 lb. per sq. in. and the change was accomplished 
with the loss of only a few gallons of oil and without 
permitting air to enter the good cable on either side of the 
replacement. 
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The oil core of the phase to be repaired was connected 
at the end of the section’ remote from the feeding 
reservoirs to the oil core of an undamaged phase thus 
allowing a continuous flow of oil from both directions 
toward the repair during all subsequent operations. 

The length of cable to be removed was then cut in 
both manholes so as to leave the joints connected to the 
two good ends. 

Each joint was then taken down by unwiping the 
lead sleeve and removing the applied insulation and a 
hole was drilled transversely through the connector 
and reamed to a taper. During these operations the 
oil was allowed to flow, thereby preventing the entrance 
of air into the cable. A long tapered plug was then 
inserted in the reamed hole so as to block off the flow 
of oil from the good side of the cable. The defective 
length was then unsweated from the connector and the 
replacing length sweated in, and a provisional joint 
made up. The cable was then evacuated through the 
two joints, oil admitted, and the joints converted into 
permanent joints. 

Experience has shown that a leaky wipe on a joint in 
a manhole can be repaired in about 2hr. by draining 
the oil out of the joint so as to remove the internal 
pressure. A stop-joint was replaced in about 15 hr. 
and a section of cable in 21 days. It is thought 
that a failure in a joint which does not involve replace- 
ment of cable can be made in approximately 36 to 48 
hr. If the trouble or the replacement of the length of 
cable involves the entrance of a large amount of air 
into the cable, then it may be necessary to repeat the 
original process of evacuation and impregnation, 
requiring considerably greater time. 

The time for all of these operations, however, will 
vary, depending on the location of the trouble and the 
profile of the section. 

Conclusion. From the foregoing details it may be 
seen that many vital features employed in the manu- 
facture, installation, and impregnation of this type of 
cable will also impart a new direction to the attain- 
ment of better and more reliable cables of the ordinary 
type. The indications are that this cable marks a new 
epoch in cable engineering. 


Discussion 


H. L. Wallau: This development marks a substantial ad- 
vanee in the art. From the design data submitted by Emanueli 
in the maximum working stress appears of the order of 160 ky-in. 
(63 kv-em.)—over three times the safe limit set by Shanklin 
and Matson in 1919. This value assumes non-graded insulation 
of uniform specific inductive capacity. 

Two years ago the speaker made a study of the probable di- 
mensions of single-conductor paper-insulated cables of the 
ordinary type for use at a maximum potential of 80 kv.. to 
sheath. Maximum working gradients of from 50 to 150 ky-in. 
were used and the R/r value of the cables set at 2.72. A lead 
sheath of 9/64-in. thickness was assumed. Typical results were 
as follows: 
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Maximum 
Working r R Overall Safety 
Stress, Kv-in. Inches Inches Dia, Inches Factor 
50 1,600 4.33 8,94 5,30 
100 0,800 2.17 4.62 2.65 
150 ' 0.5383 1.45 3.19 ores 
The Pirelli cable yields 
160 0.610 1.315 3 approx, 3.5 to4 
From tests 


The safety factor of a cable may be defined as the ratio of the 
indefinitely sustained breakdown voltage to the operating vol- 
tage, or 


Breakdown voltage 


a Breakdown gradient 
Operating voltage 


§. F, = ; ; 
Operating gradient 


Except in the case of Pirelli cable, the numerical values given 
were obtained by using a sustained breakdown gradient of 
265 kv-in. for impregnated paper insulation, based on test data 
by Peek. 

This study led to the conclusion that for such cables working 
stresses of 150 kv-in. were required since they alone yield cables 
of reasonable diameter and weight. The danger lay in the low 
safety factor obtaining. 

The test results on the present type of 132-ky. cable reported 
by W. 8S. Clark indicate a sustained breakdown voltage of some 
260 kv. to 300 ky. or a safety factor of between 3.5 and 4. 

This increase in safety factor has apparently been accom- 
plished by two means: 

1. The insulation seems to have been graded, not by using 
different impregnating compounds and one quality of paper but 
by a reversal of this method, which lends itself particularly well 
to commercial production, namely, the use of a single compound. 
and of several qualities of paper. Is this supposition correct? 
What is the calculated maximum working stress in kvy-in? 

2. Ionization has been practically suppressed by the complete 
exhaustion of all gases from the cable after installation, the 
filling of all voids within the cable with suitable oil and by 
maintaining that condition over the working cycle of the cable, 
coupled with an internal pressure head, never less than atmos- 
pherie, which prevents the entrance of air or moisture. 

Incidentally, these cables are guaranteed to operate at a 
temperature of 65 deg. cent. or 5 deg. higher than the ‘‘maximum 
safe temperature’ set up in the A. I. E. Ei. Standards No. 30. 
The speaker was instrumental in having the old rule of 
t = 85 deg. — H modified and suggests that the new standard be 
further revised to make it accord with present practise. 

The reasoning and methods employed leading to the deter- 
mination of the locations of feed and pressure tanks are exceed- 
ingly ingenious and the field impregnation test equally so. 

The two types of joint used differ in details. It is interesting 
to note that machine wrapping is being used in the Pirelli joint 
and a copper instead of a lead sleeve used in the General Electric 
joint. It is believed that the Cleveland 66-kv. joint was the 
first in which either of these two things was done, brass, instead 
of copper sleeves, being used in Cleveland. 

Mr. Torchio has dealt somewhat with the economic aspect of 
this development, but has not touched on cost. It is rumored 
that these initial installations are more costly per kv-a. than 
66-kv. circuits including 2-to-1 stepup transformers. It is 
possible that future installations will decrease in cost somewhat, 
and possible also that for higher-voltage circuits the cost per 
kv-a. may show an appreciable reduction over that for 132-kv. 
circuits. Comparisons of cost per kv-a-mi. for voltages of 
132-kv. and 220-kv. would be of interest. 

There are two points relating to details that are not quite clear. 
How is the core of the heated cable exhausted? Mr. Clark states 
that the ends of the cable section are sealed after heating and 
insulated leads brought out through the seals, after which the 
vacuum is applied. 
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In the paper descriptive of the installation methods occurs the 
statement: ‘The oil core of the phase to be repaired was con- 
nected at the end of the section remote from the feeding reser- 
voirs to the oil core of an undamaged phase, ete.’ Does not 
the making of such @ field connection require the opening of. a 
joint in one of the undamaged lines? 

H. L. Wallau (communicated after adjournment): The 
tabulation given in my previous discussion may be extended to 
cable for operation at 220 kv. (nominal) using the same R/r 
ratio. In this case, the voltage between conductor and sheath 
will be 133.5 kv. allowing the conventional 105 per cent, of 
nominal pressure as maximum cireuit voltage. 


Over-all 
Diameter, 
9/64-in. sheath 


Insulation 
R Thickness 
Inches Inches 


Maximum 
Working 
Stress, Kv-in. 


r 
Inches 


150 BOL 2.42 1,53 5.12 
160 834 2,26 1.44 4,80 
200 678 1.84 1,16 3.96 
250 , 5B4 1,45 92 3.18 
300 AAS 1,21 Aisi 2.70 


It is fair to assume that manufacturers today cannot produce 
oil-filled cable which may be operated at a maximum gradient 
exceeding 160 kv-in. with the factor of safety now believed neces- 
sary for such important service, involving powers of the order of 
150,000 kv-a, per circuit at 220 kv. Factors of safety are mea-~ 
sures of ignorance. Hence, operating experience with the 
132-kv. cables may disclose that a factor of safety of from 2 to 
2.5 is quite liberal, which would permit of gradients of the order 
of 250 to 300 ky. per in. Such gradients would bring 220-kv. 
cables in the 3-in. diameter class. 

Mr. Roper has stated that the Chicago installation cost 
complete including conduit, cable, towers, tanks, ete., is 
$1,250,000 for a 6-mi. line of 98,000 kv-a. capacity. This yields 
a cost of $2.13 per kv-a-mi. If experience proves that this cable 
might safely be operated at 220 kv. with the same ampere load- 
ing or 163,000 kv-a. the cost per kv-a-mi. would be reduced to 
$1.28. The cost of the 66-kv. cable installation in Cleveland, 
complete in every detail, based on a conservative rating of 
35,000 kv-a. per circuit, is $1.62 per kv-a-mi. Two circuits each 
814 mi. are installed. 

F. A. Brownell: The cable installations in New York and 
Chicago have shown a great advancement in the art of under- 
ground transmission. Apparently we will have to change our 
concepts regarding high-tension cable, both in regard to cost 
and installation, for it is quite obvious, after witnessing the 
moving pictures of the installations, that the cost must have 
been considerable. 

Mr. Emanueli, in a footnote, mentions “all the delicate 
operations of installation and impregnation.’’ That ‘delicate 
operations” is a new term to most of us. Ordinarily we do not 
think of delicate operations in connection with cable installation 
but if we did we might lessen some of our troubles. 

The following statement seems rather startling, “All these 
difficulties and uncertainties would not have allowed the design 
of a 132-kv. cable of the usual type with any probability of 
success.” 

It would be interesting to know whether or not the American 
cable engineers are in agreement with this statement as some 
of the preliminary tests made on the usual type of cable have 
been encouraging. 

J. B. Whitehead: Mr. Clark has mentioned the electrical 
characteristics of these cables. He stated that he had found a 
descending power-factor-voltage curve indicating a negative 
ionization coefficient, and that this fact caused him and his 
associates some disquiet, because they saw no obvious explana- 
tion. Having visited my laboratory in Baltimore and learned 
that we too had found such curves, he was somewhat relieved, 
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but not yet satisfied. He then stated that he subsequently 
found that the explanation of his descending power-factor- 
voltage curves was found im an error introduced into his air 
eondenser, owing to the high moisture content of the air; and 
that having eliminated this source of error he found that his 
power-factor curves eame back to a flat shape, thus indicating 
that he attributed the apparent descending power-factor curve 
to an error in his method of measurement. He did not tell you. 
however. what he thought of our descending power-factor 
curves, but the obvious inference is that he attributes them toa 
similar source of error. I want te correct that impression. 

It may be irne that in the presence of moist air, that is to say, 
a relative humidity of about 80 per cent, an open-air condenser 
may take on a power factor which is other than zero. If it does, 
and incidentally I doubt it. such an error will cause a decrease 
in the apparent power factor of a cable measured in the Schering 
bridge in the usual connection. However, the apparent decrease 
of power factor owing to such an error is not nearly as great as 
the decrease that may be observed under certain conditions in 
the power-facior-voliage curve of periecily impregnated 
insulation. 

We have found dozens of such decreasing power-factor- 
voltage curves. They are inherent in all thoroughly impreg- 
nated insulation when the temperature is above 40 or 50 deg. 
Below this temperature such insulation shows a periecily 
fiat power-iactor curve. but above the temperature mentioned 
there is a maximum power factor at relatively low voltage 
gradient, decreasing thereafter towards higher values of gradient. 

J believe that there is a sound theoretical explanation of this 
decrease in power factor. The power factor of impregnated 
paper insulation is intimately connected with the conductivity 
characteristics of the impregnating compound. The con- 
ductivity of these compounds is due to the motion of ions which 
probably consist of aggregates of molecules surrounding a 
central charge of molecular or atomic dimensions. It is well 
known that this type of conductivity has an initial limiting value 
at any temperature. As the voliage rises the ions are drawn out 
of the liquid more and more rapidly until finally the condnetivity 
is greatly lessened. being that corresponding to the rate at 
which new ions are generated or liberated in the liquid. This 
eonduetivity has in general a much lower value than the initial 
value. Thus as the voltage goes up the charging component 
of the eurrent goes up. but the conductivity component of the 
charging current remains fixed and the power factor therefore 
comes down. 

R. W. Atkinson: I wish to say aword about a point con- 
cerning which Dr. Whitehead has spoken. We have found, 
as has he, that some types of eable dielectric do show very 
definitely a decrease in power factor with increasing voltage. 
Our standard of reference has been an air condenser with a 
dielectric of compressed gas (very dry, compressed carbon 
dioxide). Many types of check measurements, carefully 
repeated at intervals over 2 term of several years, have given 
us great assurance in these measurements showing decrease of 
power factor in certain dielectrics. with increase in voltage. 

Our experience as to the type of dielectric most likely to 
Produce this condition is also parallel to Dr. Whitehead’s, 
namely, well impregnated dicleciric, tested at high temperatures, 
that is within the range of 6) to 100 deg. cent. In our ease, 
characteristics of this kind associated with saturated paper 
have seemed to oceur particularly where the impregnating 
medium is a relatively fiuid oil. 

No one needs to be told how great is the accomplishment 
that has been deseribed in this paper. Transmission of power 
by eables at 132 ky. until so recently the limit of extensive 
overhead transmission, is recognized at once as a great advance 
in all electrical industry and can be appreciated by the executive 
who is eoncerned with financial problems, by the engineer who 
is a specialist in some other line, the general engineer as well as 
by the transmission engineer. 


However. many may not appreciate the magnitude of the 
work done in arriving at this finished result. The authors have 
been modest in describing the development of this work and 
have presented to us a finished product, a procedure that always 
makes an accomplishment seem easy. 

Aside from those taking part in this particular development 
or directly associated with it, only those who have had to cope 
with related problems can adequately appreciate the magnitude 
of the physical task performed. I want. therefore, to congratu- 
late these men and the manufacturing and operating companies 
they represent, for their great vision as well as for their pains- 
taking efforis in overcoming the obstacles in the way of 
accomplishment. 

W. A. Del Mar: There is one aspect of the installation which 
especially interests me as a cable manufacture, and that is to 
see these two manufacturers, the General Electric and the 
Pirelli Companies, undertaking the major part of the engineering 
work. I do not mean to belittle what has been done by the 
operating companies, but we have been seeing a growing ten- 
deney. in recent years. toward the operating companies taking 
over more and more of the design details of cable installations. 
Here we have a return to the practise of leaving the major 
responsibility to the cable manufacturers, which I think is a 
healthy sign. 

The manufacturers appear to have taken this responsibility 
with a full appreciation of the difficult and intricate engineering 
features involved and they are to be congratulated on having 
produced a model installation. 

We are. however, only at the threshold of 132,000-volt cable 
developments and it may be found that many of the complica- 
tions are unnecessary. There are at present. both at Chicago 
and Newark. experimental installations of 132,000-volt cable, 
some of which are of the ordinary design and they have been 
successfully carrying voltage for several months. 

The question of the breathing of the cable, that is to say, the 
expansion and contraction of the oil in and out of the cable. is, 
of course, a2 very important feature of the installation I¢ 
would be interesting to know whether this expansion, which 
forces oil from the cable into the reservoir, is of the magnitude 
to be expected from the expansion of the oil in the hollow eore 
only, or whether the expansion is greater than that and involves 
part or all of the oil which is with the paper. 

Mr. Emanneli’s paper bases the theory of this installation 
upon the idea of maintaining constant the impregnation of the 
eable by providing for the effects of changing temperature. 
We should not forget that it also involves the maintenance of a 
certain variable hydrostatic pressure within the eable which, 
according to this paper, varies from 1 to, I think, 3 or 4 atmos- 
pheres, so that probably the cable, during most of its operation, 
is at considerably above atmospheric pressure. The dielectric 
strength of the insulation, and its capability of resisting ioniza- 
tion are greatly increased by the hydrostatic pressure. Pos- 
sibly in going to higher voltages, which 1 think we can see 
clearly before us now. that aspect of the design will have to be 
given more consideration. 

F. M. Farmer: Theessential feature of this type of construe- 
tion, of course, is the application im as nearly an ideal way as 
possible of the theory which has been recognized for a long time 
as being essential in insulation, namely, the complete removal 
of gas and voids from the insulation (which means in the ease of 
eable insulation not only the complete removal of gas and voids 
from the paper but also from the oil) and the maintaining of this 
condition under all conditions of operation. In other words the 
complete insulation structure must be kept in its proper con- 
dition at all times. 

It is evident, of course, that this construction must have been 
expensive. There might be some question in the minds of some 
operating men as to the economic justification for these installa- 
tions—some question whether the present state of the art 
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justifies the expenditure involved. I think we ought to look 
just a little ahead. 

If this type of construction proves Stewionol and the chances 
seem to be excellent that it will, it demonstrates in the first 
place that there probably is no reasonable limit to the voltage 
at which underground transmission can be made. Two hundred 
and twenty thousand volts is obviously in sight under those 
conditions, and the economic phase of the situation then takes 
on an entirely different aspect. Costs that might not be jus- 
tifiable at 133 kv. might be entirely at 220 ky. 

In the second place, if this principle is shown to be the solution 
of the high-voltage cable problem, won’t means be found for 
applying it at moderate voltages at considerably less expense? 
So I say that this large-scale experiment, as it might be ealled, 
is going to be of real value in demonstrating the correeiness of 
this fundamental theory. Despite the fact that this theory 
has been with us a good many years, there have been conflicting 
evidences as to its importance. This installation is going to 
demonstrate once and for all the soundness of that funda- 
mental theory. If the theory is proved then the expenditure 
on the part of these two companies will be amply justified, and 
as some of the speakers have said, the industry will owe these 
companies a great debt, for their foresightedness and their 
courage in going ahead with this very expensive undertaking. 


E. B. Meyer: I might say that in the Public Service System 
of New Jersey there is an experimental installation of a 132,000- 
volt cable. The cable was furnished by three manufacturers, 
and. each manufacturer was allowed, in designing the eable. 
to bring forth his own ideas, each type of cable being one phase 
of the circuit approximately 1000 ft. in length, a total of 3000 ft. 
of cable. The cable is constructed somewhat on the order of 
cables operating at lower voltages. 

One eable is a hollow-core type filled with compound, another 
of a concentric type, and still a third one has a rope core. 
The cables are not oil-filled. The joints are both machine- 
made and hand-wrapped, using paper and varnished cambric. 
The cable has been under potential since February of this year, 
and on June 1 it was placed in service carrying load. 


C.F. Harding: Following the suggestion of Dr. Whitehead, 
not only does that field of intensity change very greatly within 
the dielectric with the change of voltage, but it departs materially 
from any calculated field which would be expected in a single- 
phase cable, and particularly in a multiple-conductor cable. 

The accompanying illustration is a photograph of this field in a 
cable model. In the methods which have been used in this 
particular demonstration,’ not only is the field, and therefore 
the intensity, about the surface of the conductors at different 
points very greatly changed with increased voltage but we 

1. ‘Improved Method of Visualizing and Photographing the Dielectric 


Field,” by R. H. George, K. A. Oplinger, and C. F. Harding, Bulletin of 
Eng. Exp. Station, Purdue University. 
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also have a sufficient mechanical moment im the dielectric to 
produce an actual rotating field. 

We wondered at one time what that blur on the photograph 
was, and what the apparent difieulty im viswalizimg the field 
might be, but after imspecting carefully and taking several 
Photographs the eause was found to be the actual rotating of the 
particles in the dielectric itself, in the multiple-conductor cable. 

Such a method of visualizing and analyzing the dieleciric field 
by photographic means, possibly with the motion picture 
camera, applied to the actual motion withim the diclecirice at 
higher voltages, may throw some light upem the test values. 
maintenance costs, and possibly the cause of breakdown af 
such high-voltage eables. 

G. B. Shanklin: The principle of a Hquid-oll Mller to pre- 
vent void formation im high-tension fibrous imsulation is so 
firmly established and has such preponderant evidence back 
of it thai little need be said here. 

To my mind, the most convimeing evidence is found m the 
evolution of high-voltage capacitors for power-facter correction. 
For reasons of economy it is necessary to operate the dielectric 
in these eapacitors ai a working stress several iimes hicher 
than that in cables of the ordimary type. Every csonecivahbile 
form of insulation was tried, no limits being set by mechanical 
requiremenis, such as flexibility. ete. Paper. carefully eracu- 
ated and impregnated with a liquid oil, submerged im this ail 
and sealed of from ihe atmosphere, proved to be m a class by 
itself. No other form of diclecimic could even approach it 
from the standpoint of economy and safety. 

To work out and apply these principles im a practical way to 
a long line of 132,000-volt cable was a vasily more diffenlt job. 
The papers presented today show how it was done, and to the 
Pirelli Company belongs the major eredit for their mitiative 
and foresight. 

Tt should be remembered that these lines are pioneer Imstalls- 
tions. Invaluable experience has been gaimed which will, 
in future installations, result in very material savings Im eeon- 
omy and simplicity. 

A great deal of attention has recently been centered upon the 
Possible use of ordinary solid cable, that is. eable Imprernated 
with very viscous compounds, for 132,000-volt operation. I 
should like to point out that our company was one of the first 
to attack the problem from this angle. We have had imal 
lengths of this type of cable operating on the 110/000-volt Imes 
of the New York Power and Light Corporation for more than 
three years and propose to continue our experimenis. 

Our present conelusions are simply these. The solid-type 
cable can be made to operate more safely by oil-reservar 
feed from the joimis. No doubt the present mit of 66,000 
volts can be raised by taking every possible precaution. 
Whether we shall ever reach successful 132,000-volt operation 
is very doubtful. If so, one thing is certain, we shall be too near 
the ragged edge for comfort and eamnot hope to approach 
the operating record of the lquid-oil-flled-cable, with its 
ereater factor of safety. both from the standpoint of voltage 
stressing and current loading. From an economic standpoimt 
it is my opinion that the liquid-oil-filled high-tension cable will 
eventually be on equal terms with solid cable of the same 
voltage rating, due to reduction in insulation thickmess and the 
greater allowable temperature range, or current leading. 

- Finally, we should look ahead to the future, as Mr. Tarchio 
has so ably pointed out, for the day will come when 220,000 
volt cable will be needed. 

K. W. Miller: In the study of oil movements m sngie- 
eonductor cable in general as well as in the determimation of the 
lengths of sections of line between stop joints and in the desizn 
of the reservoirs, pressure tanks, and eable, it is important to be 
able to predetermine oil flow and pressure drops along the section 
during load changes. Since the rate of oil flow depends on the 
rate of temperature change and sinee also the friciion drop is 
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directly dependent on the viscosity af the oil, whieh in turn is 
dependent on the temperature, it fellows that from a complete 
sohation ef the cable temperature transient under any assumed 
eoaditions it would be possible to predict ail flows and pressures 
with considerable aceuragy. Sueh a solution is possible for 
the eases of cable cooling after lead removal by the use of 
Bessel Nunetioans, 

Ne Braaneli has derived approximate values for these 
quantitites whieh he calls @ and 6 using several simplifying 
assumptions, and from them determined the general layout of 
the elf system. ‘The static pressures and the reservoirs are so 
harge that considerable inaceuracies in the determination of oil 
flews and pressure dreps are not very important, However, 
lenge sections ail towers, and high ail pressures requiring rein- 
fereed lead sheaths, and causing frequent oil leaks, are all dis- 
advantages that will probably be eliminated on any fature 
Rees. With snaller static pressures, the pressure drops with 
changing load will be mere important, and also the pressure 
rep due to the radial oil dew through the insulation will become 
relatively more important. 

The question of the relative merits of oil core and fluted 
ead-sheath ail deets, also requires a more thorough analysis of 
the temperatare transient. Knowledge of this thermal transient 
SS geite important in consideration ef vwaids and compound 
migration in lower-voltage eables not oil-filled. Therefore, it ap- 
pears warth while te analyze the thermal transient more exacily. 


Let us conser a exiindreal element of insulation of unit 
leng@th at radius rand thickness dz. In addition let 
¢ = time in eeonds 
r = jasde radivs of nwhtion 
R = awe ndizs of nahien 
(\ = thermal capacity of copper and free ail per unit length 
Qy = thermal capacity of sheath per unit length 


@ = Secife themmal capacity of nwlatien per unit volume 
@ = Specific thermal resistance of insulation per unit volume 
#& = thermal resistance, sheath to duct per unit leagth 


@ssamed consiant) 
Y = temperature dee. cent. ai point considered 
Te. = Geet temperature—assumed cansiant over initial period of 
transient 
W = watts heat flow across cirealar clement ai = 
W, = watts heat flew sheath te duci 
@ = volemeime thermal coefficient of expansion of ail and 
Paper inuhtien 
= Tate of ail Bow cantmbuied by core per unit length 
= mate of ei] Sow contmbated hy insalaiion 
= rate of ai] ew conimbeted by thermal shnnkage of sheath 
= tetal rexaliani mite of oil flow, per unit length. 
The mie of tempersiure chance im an clemeni of volume 
A VS Greetly proportional te the heai sencraied im the element, 
te the Giiferential af heat emierime and kaving the elemeni, and 
inversely propertianal to the heat siorage capacity of the element. 
Settiag up this relainen and Smplifving we sei 


_. oF 1 0W , E@.L) 
2% ot }=©=—C = ee ee ee @ 


Where the Iasi term represemis the effect of dielecine loss on the 
Gent of woltaze gradient. Variation of diclecime less with fem- 
erature caz be approximated by a method noi diseussed here. 

The Giferenital temperatere drop across an element is direcily 
Preportiemal to the bhesi Gowime across the elemeni and io the 
beat resstiwiity of the clement. Sciiime up iht: relsitom and 
Shnplitrine we cei: 
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Deiereniate @) with respect te = and sabsiiiuiing mio (1) 


or 
“ge rae 
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This equation cannot be exactly solved in general due to the 
dieleetric-loss term. However, for the most important case of 
dropping both voltage and current this term automatically 
disappears except for the initial condition where it can easily be 
handled. 

A solution of (3) for opening the switch and ‘“‘killing the line” 
which is sufficiently general to satisfy all limiting conditions is 

Rn=e® 


T= cee [An Jo (un =) + Ba Yo(unz)]+Ts (4) 


n=l & 
where A, and B, are not independent. 
The hmiting conditions in time are 


?#=0, T =f: (x) (f: known) 
t=o T=T, (5) 
and in space are: 
oT Ww 
teen i AY rok OP (6) 
oT W—-— We 
* >> spies Q: @ 
T-—Ts 
We = E (8) 
Combining (8) with (7) and then (2) with (6) and (7) we get 
oT 2%r oT 
7. oe PQ ° Oz (6a) 
oT —2a7R oT T-—T, 
* = Dts ee ee ee 


Differentiating equation (4) and substituting it into equations 
(Ga) and (7a) and simplifying we obtain the following equations 
for determining the roots U, and the relation between constants 


A, and B, 
r 
— B, (ES ) 
y™ -¥( z) R 
M,+ 6( - 
-| W |-w (9) 
M:+¥( re 
ees ae ek. 
= eS Ms: 2% ¢qR’ "35k 
and 
J, @) Y; (z) Js (z) 
é(<) = Int © OH sy. Oe re eee 


Equation (9) may readily be solved graphically for the first 
three roots Z, = RU,. Since the time exponents in equation 
(4) vary as (u,)*, the series rapidly converges for all except very 
short times. Bui for zero time, knowing copper loss, dielectric 
loss, sheath loss, and f; (c), the temperature derivatives can be 
obiaimed directly from equations (3), (6), and (7). Therefore, 
the first three terms will give ample accuracy. 

Values of the comstants A, can be determined by equating 
equation (4) equal to /; (x) at time t = O and giving n fixed 
values fo + and solving for the coefficients A,. The nature of 
the Bessel functions is such that f,; (z) eam be closely approxi- 
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mated with three terms. Equation (4) is now completely 
determined. 

If we take the time derivative of equation (4), we may multiply 
it by the elementary volume and by the unit volumetric coeffi- 
cient of shrinkage for the insulation and integrate for the 
total oil demand of the insulation. 


R 
oT 
mee a), 
7 J ch oe ie Aaa 
ssialeg Un?t 
vn Bios _ 
= Se es Bld eq [ An (itn 2) Ja (un 2) 
> Pq 
n=1 


R 
+ Bn (un 2) ¥i (un 2) | (10) 

If we let « = r and x = R in equation (4) we get the thermal 
transient of the copper and sheath respectively. The time 
derivative of the equation for x = r can be multiplied by the 
thermal volumetric expansion coefficient of the copper and oil in 
the core to obtain that portion of the oil flow a: contributed by 
the oil in the core. Likewise the time derivative of equation 
(4) for the sheath when z = R can be multiplied by the linear 
coefficient of thermal expansion of lead, properly applied, to 
obtain the volumetric shrinkage of the sheath, a3. Then the 
total oil flow is a = + a; + az — a3. 

It is interesting to note in the numerical application of these 
equations that with low dielectric loss and large sheath loss, 
or also for dropping load current only, then during the initial 
period the sheath shrinkage may be nearly equal to the volu- 
metric shrinkage of the oil. For these conditions in extreme 
eases the oil flow a at time ¢ = 0 may start at zero or even a 
negative value (reverse flow). 

A remaining consideration is the natural elasticity of the 
cable. If we assume perfect impregnation it may be shown that 
with any reasonable assumption for the volumetric coefficients 
of compressibility of the oil and solids and of Young’s modulus 
for the lead sheath and copper binding ribbon, that the elastic 
effect cannot possibly exceed the equivalent of 1 deg. cent. for 
the pressure changes involved. As 1 deg. cent. is only a few per 
cent of the maximum total temperature change of the cable 
for any condition, the elastic effect may be neglected without 
serious error. 

Knowing the copper temperature transient (and with it the 
oil viscosity), the resistance coefficient which Mr. Emanueli calls 
b is known as a function of time. Therefore, the product ab 
or pressure drop can be completely determined with the same 
accuracy as we can measure the various constants of the cable. 

The oil system was designed to maintain the oil pressure in 
the central core above atmospheric pressure. However, it must 
be remembered that capillary forees are very considerable and 
the paper fibres having once been “‘wet’’ by the oil will draw oil 
in from the core even though the pressure in the core drops below 
atmospheric. Radial friction pressure drops are not large so 
that a considerable margin of safety exists for the prevention of 
voids. Oil flow as determined theoretically from equation (11) 
and experimentally in the field, checks within reasonable limits, 
indicating that no voids form in the insulation during the worst 
ease, that is, killing the line after it has been carrying full load 
long enough to reach its maximum temperature. 

H. R. Searing: One discussor asked the question about the 
paragraph ‘‘the oil core of the phase to be repaired was connected 
at the end of the section remote from the feeding reservoirs,” 
and so forth. 

There wasn’t any joint opened. The connections were made 
at the stop joint. When we speak of the end of the section, 
we mean the far end, down at the stop so that the oil flows down 
hill on a good phase and back up the hill to the point where the 
repair is made. 
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I wanted to bring out a point that has been overlooked in the 
paper, that is, that the New York line, for instance, has a 
capacity effect amounting to about 29,000-kv-a., and I wanted 
to tell what that does to a central station system. 

Naturally the major effect would be noticed at times of lightest 
load. It isn’t predominant on the peak. These figures are 
for 4:00 a. m. in the winter when there isn’t the ice-manufacturing 
load that we have in the summer. With a system load of 75,000 
kw. before cutting the line in, the system power factor is 70 per 
cent, and after cutting in the line it goes to 80 per cent. The 
operating man will appreciate what that means on station 
economies. That is only one line. 

What is going to be the result if you have ten lines such as 
that? : 

The second thing to point out is that with a nominal bus 
voltage of 13,800, if on cutting the line in you don’t at the same 
time run the field rheostats down, the voltage at this time of 
morning goes to 14,600, and in cutting the line out from a nominal 
bus of 13,800 the voltage drops to 12,900. Voltage regulation 
of that character isn’t a pleasant thing to deal with. 

W. N. Eddy (communicated after adjournment): Through- 
out Mr. Emanueli’s explanation of the formation of the gas 
bubbles and films in high-tension insulation, no mention is 
found of the influence of pressure on the solubility of gases in 
the impregnating oil. It seems as though this should form an 
essential part of such a discussion because as long as the air 
content of the insulation is in solution it is harmless. For 
instance his second reason for the presence of gas films—that 
the insulating compound carries in solution a great volume of gas, 
part of which is set free while the compound is passing through 
the paper during impregnation—is extremely difficult to accept. 
Instead, it seems more reasonable and in better agreement with 
experimental results to consider that when the impregnating 
compound first fills the paper, its gas content is all in solution, 
that no gas separates out until the local pressure is reduced by 
the formation of contraction voids. It is also indicated by 
results of experimental investigation that a proper impregnating 
procedure will keep the air content of the paper and compound 
sufficiently low so that it is not primarily responsible for the 
formation of bubbles or voids in the insulation. 

The development of the oil-filled cable is further evidence 
that the quality of impregnated paper insulation is not yet 
limited by the type of materials in use. In attempting to 
determine how far distant such limits are, it is of interest to 
consider the dielectric strength of miniature units of the insula- 
tion in sheet form submerged in excess compound, as they 
provide maximum freedom of compound movement and there- 
fore approach what is probably the ultimate quality obtainable 
with the materials in question. It is encouraging to note that 
three layers of low-air-resistance paper can be saturated in this 
form so that they will withstand without failure or any indication 
of deterioration, a stress of 750 volts per mil for over 18 months, 
even using compounds no thinner than a heavy eylinder oil. 

Both Mr. Clark and Mr. Emanueli mention that while the oil 
filling does not change the short-time breakdown, it greatly 
improves the life of the insulation. The following test results 
(Table-I) confirm this in indicating that sheet samples of insula- 
tion of the form above referred to, show considerable improve- 
ment in short-time breakdown over typical cable insulation but 
a still greater improvement in life. The figures given for cable 
insulation are believed representative of the best cables of the 
usual type now being manufactured. 


TABLE I 
short time breakdown. . . .407 volts per mil 
life at 75 per cent (305 volts per mil)...... 
short time breakdown. . . .480 volts per mil 
life at 75 per cent (360 volts per mil)...... 5. hr. 
short time breakdown. . . 1000 volts per mil 
life at 75 per cent (750 volts per mil)...... 


3-conductor cable 
0.7 hr. 


1-conductor cable 


sheet insulation 
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“- It"is also interesting to note that when this sheet insulation 
is purposely saturated so as to include bubbles of air, its dielectrie 
strength is reduced 50 per cent, to nearly that of single-conductor 
cable insulation, while the strength of the separate paper sheets 
is unaffected, remaining slightly less than the cable insulation. 


TABLE II 
Short-Time Breakdown in Volts/MAil 


Air Pressure above com-| Complete Sample of Separate 

pound during Saturation 3 Layers Layers 
228. Cm 590 382 
0.02 


1016 381 


f° In general the quality of the sheet form of insulation mentioned 
above is believed to indicate that considerable improvement in 
impregnated paper insulation can yet be expected hefore the 
quality of such insulation will be limited by the type of material 
in present use. 

\ Philip Torchio: Before answering the questions raised in 
the discussion, it is here recorded that the lines have continued 
in service to date (December 30) without any electrical failure 
in cables or joints. 

Mr. Wallau has remarked that in dealing with the economic 
aspects of this development, figures of costs were omitted, The 
total cost for the New York 12-mi. installation when completed 
for 98,000 kvy-a. will be $4,100,000, or $3.50 per kv-a-mi. The 


corresponding cost of a 66,000-volt line for 35,000 ky-a. would - 


be $2,200,000, or $5.25 per kv-a-mi., 

The total of $4,100,000 includes $950,000 in spare ducts 
and two terminal buildings, and testing equipment also available 
for future installations and other uses. The receiving end has 
double transformation and switches for 45,000 and 13,200 volts. 
Again, the cable obtained from Milan and the accessories, of 
entirely new and experimental design, built by Pirelli, had to 
bear oversea transportation and 35 per cent to 40 per cent 
import duty. In any future installations all material would be 
manufactured here, and, in addition, the heavy costs of experi- 
ment, research, and development in the factory, and of such 
extensive technical and research investigations in the field, 
will not be duplicated. 

Any comparison of cost must, of course, take into account 
the wide differences in local conditions—especially those affecting 
subway costs, such as surface and subsurface conditions (which 
conditions undoubtedly greatly influence the comparison between 
Mr. Wallau’s figures and these)—and savings in substation 
costs, synchronous condensers, transmission and transformation 
losses, etc., which also vary locally. 

The increment cost for an additional feeder would be $1.98 
per ky-a-mi. for 132 kv. and $3.00 per kv-a-mi. for 66 kv. All 
these figures indicate an outstanding economic saving for the 
132-ky. cable line. 

Even these relative comparisons are only approximately true, 
as the oil-filled cable can safely carry higher overloads and also 
is more serviceable in operation because a defective sheath will 
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give a warning long before failure, while in solid-insulation cable 
it manifests itself by sudden eleetrical failure. These features 
may prove to be of definite economic value in enabling one to 
install considerably less reserve cable capacity than it is now 
safe to provide in installations using solid-insulation cable. 

In New York, a most important consideration was that we 
should be in a position to receive into the city, when available, 
considerable amounts of bulk power delivered at high voltage 
from future water-power developments. The practical solution 
of this problem waa felt to justify the advance investment in 
a line having a capacity three times larger than required in the 
very immediate future. 

Our experience so far seems to point to the achievement of 
a new standard in cable operation, indicating the probability 
that such cable will have a reliability superior to any of the 
cables for lower voltages with which we have been familiar. 

[t is gratifying to report such satisfactory and epoch-making 
results, and to express due appreciation of the vital contribution 
made by the manufacturers and their engineers. 

A. H. Kehoe: Mr. Torchio will supply the cost data for the 
New York installation in his closing written discussion. How- 
ever, I should like to report that while the investments exceeded 
the minimum estimates, due to charges for supervision and some 
special unforeseen equipment, these did not cause our costs to be 
increased excessively. 1 believe that with future lines the costs 
will be scaled down so that even our early estimates will be 
materially reduced. 

D. W. Roper: ‘T'o give an idea of the complexity of the work 
involved in evacuating and impregnating the line after all the 
joints are first made up in a preliminary way and after the first 
section is installed so you then have all processes in progress in 
the various sections, the maximum number occurs during the 
evacuating and impregnating process. That takes something 
like four or five days and is a continuous process 24 hr. per day. 
The maximum number of men employed on the line in Chicago 
occurred when this evacuating and impregnating process was 
in progress on one section, and other portions of the work were in 
progress on several other sections, at which time the number of 
men was 125. This included about forty engaged on pumping 
operations and the representatives of manufacturers. 

The total cost of the Chicago line including the conduit, - the 
cable, the terminal towers, the intermediate towers for the oil 
reservoirs, the Kenotron testing outfit, and a reasonable propor- 
tion of the transformers and the terminals at the Northwest 
station, was $1,250,000, 

There have been no electrical failures whatever in either the 
cable or the joints in New York or Chicago. The troubles have 
all been confined to oil leaks. 


W. S. Clark: The reason there was such a large supervision 
on the part of the manufacturers’ engineers in the installation of 
this cable was that the manufacturers’ engineers were more 
familiar with this new type of cable than were the utilities’ 
engineers. If the installation were repeated in New York or 
Chicago, the amount of supervision by the manufacturers 
would be negligible. 


Illinois Central eiiutban Service’ 


First Year of Electric Operation in Chicago 
BY W. M. VANDERSLUIS' 
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Synopsis.—Thiz paper gives operating records of the first year 
of dectrical operation of the suburban service of the IMinois Central 
Railroad. It shows monthly curves of load, kw-hr. per car-mile, 
maximum demand, load factor, and temperature. It also shows 


STEAM OPERATION 


N July 21, 1856, the Illinois Central Railroad 
started suburban service in Chicago by running 
four trains each way between down-town Chicago 

and Hyde Park. It is recorded that the first train to 
Hyde Park did not carry a single paid passenger. 

This service was gradually extended until, in July 
of 1926, there were in regular operation on each normal 
week day, a total of 398 trains with service extended to 
Matteon on the South, to South Chicago on the South 
Chicago Branch, and to Blue Island on the Blue Island 
Branch. In the year 1925, this steam service carried a 
total of 24,000,000 paid passengers. Approximately 
285 coaches, mostly of wood construction and with an 
average seating capacity of 56 persons, were used in this 
service. About 60 locomotives were necessary for the 
daily operation. 


ELECTRIC OPERATION 


Electric operation for the suburban service has been 
agitated for years by various civic bodies, and the first 
formal report on feasibility and costs was made in 
November, 1909. This was followed by several other 
investigations and reports, but the railroad did not agree 
to the project until the passage of the so-called Lake 
Front Ordinance in 1919. This provided that the 
suburban service should be completely electrified by 
February 20, 1927. The commitment of the Illinois 
Central to electrify its tracks in the City of Chicago was 
a part of its general agreement with the City of Chicago, 
the South Park Commissioners and the War Depart- 
ment, covering riparian rights, changes in grades to 
permit of easy access to the lake front, and changes in 
property ownership. 

On July 21, 1926, exactly 70 years after the first 
steam service was started, three electric trains were 
operated each way in the local service between 
Randolph Street and Hyde Park. It will be noted 
that the electric service was started seven months 
before the time called for in the Lake Front Ordinance. 
The second week 80 trains were operated each day 


*For description of linois Central Suburban Electrification, 
see Journal of Western Socicty of Engineers, March, 1926, Vol. 
31, No. 3. General Electric Review, April, 1927, Vol. 20, No. 4. 

1. Electrical Engineer, Dlinois Central Railroad, Chicago, Ill. 

Presented at the Regional Meeting of District No. & of the 
A.1.E. E., Chicago, Il., Now. 28-30, 1927. 


monthly curves for the last four years of passengers, car-miles, 
seat-miles, and operating income. The improvements in service 


are enumerated and the general results at this date are discussed. 
* me cd * * 


and in the period of about five weeks, theelectric service 
was built up to a total of over 350 trains. These were 
all operated, of course, on the existing steam time-table, 
as there was still a considerable number of steam trains 
in the service. 

The first electric time-table was put into effect on 
August 28th, with a total of 396 revenue trains. On 
account of a shortage of new equipment it was still 
necessary to run six trains by steam, but these were 
confined so far as possible to those carrying shop 
employes. 

To-day, 470 revenue trains are being operated on a 
normal week day. In addition there are 14 equip- 
ment trains and 72 Chicago, South Shore, and South 


Fig. 1—Orvratinc Curves Berore snp Arrer Srarrine 
Exvecrsic Orgnation on Ittinois Cuntrrat RArLRoap 


These curves show the number of revenue passengers per month, 
car-miles per month, hundreds of seat-miles per month, and number of 
week-day trains per day 


Bend trains, the latter being operated between Kensing- 
ton and Randolph Street. This is a total of 556 electric 
trains. 

Electric service was put into effect without any 
serious accidents or interruptions and has so continued 
during the first year. 

Due to the fact that all of the motor-trailer car units 
are uniform in design and in operating characteristics, 
the preparation of time-tables, and the handling of 
equipment at terminal points has been greatly 
simplified. 

Fig. 1 shows by months the revenue passengers 
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carried, car-miles and seat-miles operated, and the week 
day trains in service. 
IMPROVEMENT IN SERVICE 

Of particular interest is the improvement in running 
times due to electric operation. The latest electric 
time-table shows decrease in running times over the 
old steam service of from 11 to 28 per cent for the 
various classes of trains, the larger percentages resulting 
for trains to Kensington and beyond. The decrease 
in over-all time results from high maximum speeds and 
by the use of high accelerating and braking rates. 
Acceleration is at the rate of 1144 mi. per hr. per sec., 
which is about six times as rapid as that of through 
passenger steam trains. Under normal operation, a 
train will reach a speed of 28 mi. an hr. in 20 sec. 
After that point, the rate of acceleration falls off but on 
level tangent track a train will reach a speed of 50 mi. 
per. hr. in two minutes. With present average voltage 
conditions, balancing speed is about 64 mi. perhr. Al- 
though comparatively high braking rates have been 
accomplished on the steam trains, these also have been 
increased so that electric trains brake at the rate of 137 
mi. per hr. persec. Itis significant that large decreases 
have been made in running times even on runs where 
more stops are made than formerly. 

There has been a large gain in electric operation as 
compared with steam operation from the stand-point 
of operating a congested terminal. This improvement 
will become of greater importance as the service grows, 
inasmuch as under steam operation the limit to the 
number of trains physically possible to move in or out 
of the Randolph Street Terminal was rapidly being 
approached. It is readily apparent that this gain is 
made by the elimination of movements necessary for 
steam engines in changing ends of trains, and also in 
being brought from and taken to the engine terminal, 
since these movements must be made over the tracks 
serving useful train movements. The electric train 
requires only the normal loaded movements over these 
busy sections, except when brought from or taken to 
storage tracks at the beginning or end of rush hours. 

The speed and reliability of electric service has been 
further enhanced by other improvements of the entire 
terminal. These include changes in the grades, rear- 
rangement of tracks, elimination of railroad grade 
crossings, installation of high platforms at all suburban 
stations, installment of additional interlocking plants, 
and rebuilding of the entire automatic block system 
to conform to electric traction requirements, a great 
part of which had been completed at the time of begin- 
ning electric operation. 

EQUIPMENT 

The results obtained from the motor-trailer combina- 
tion have been satisfactory to the operating officers. 
The elimination of all steps on the cars for regular 
operation which requires high platforms, the use of 
sliding doors, fully enclosed vestibules, tight lock 
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couplers, automatic acceleration, and electropneumatic 
braking have all tended to increased convenience of the 
passengers and to safety and speed of operation. 

The employment of a large amount of aluminum or 
aluminum alloys in side and roof sheets, doors, conduit, 
and fittings has materially reduced the weight of the 

cars and, thereby, the operating expense 

For the year ending September 1, 1927, the average 
cost for maintaining the cars has been about six cents 
per car-mile. The weight of the motor car is 70.65 
tons and the trailer 44.27 tons—an average weight per 
car of 57.46 tons. 

Delays due to electrical equipment have been very 
few and no radical changes in design have been found 
necessary. Minor changes incident to new designs 
have been made, but at very slight expense. 

Fig. 2 shows the kw-hr. per car mile with 
corresponding average temperatures. Electric heating 
of cars is, of course, largely responsible for the varia- 
tion between the different months, but changes in 
time-table also affect it slightly. 
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Fic. 2—Curves Bieta MostTsiy OPeraiine Rannsie 
Wirn Exzcrnric Service (Temp. 1x pec. Faur.) 


These curves show monthly averages of temperature and kw-hr. per 
car-tmile, monthly load factor, and monthly mazimum demand. 


Power SUPPLY 


For the year ending September 1, 1927 the total 
energy supplied under the contract with the Common- 
wealth Edison Company was 57,274,512 kw-hr. Of 
this, 92.7 per cent was for traction purposes including 
heating of cars, 6.1 per cent for light and power, and 
1.2 per cent for signals. 

Fig. 2 also shows the maximum demands by months 
and the variation with the temperature. 

The contract provided that the railroad company 


guarantee a 30 per cent load factor. Fig. 2 shows 
the variation in the load factor. It will be noted that 
it is well above the guarantee. 


Fig. 3 shows typical summer and winter week day 
load curves. 

The supply of energy by the power company in 
specified feeders to the right-of-way line of the railroad 
company from the seven substations has been looked 
upon from some quarters with misgivings. This requires 
that not only the conversion machinery but all pro- 
tective apparatus in the railroad company’s feeders be 
maintained by the power company. The railroad 
company, however, has taken over, under normal 
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operation, the control of all traction feeders by use of 


its supervisory control system. 


So far the results obtained have been satisfactory 
with the power company’s broad-minded policy in 
operating under the necessarily sumewhat compli- 
cated agreement. 

Discrimination of the high-speed circuit breakers 
has been excellent. The overhead network on a multi- 
ple track railroad such as this installation covers is 
complex due to a necessity, in case of a fault, of having 
a minimum amount of ‘track out of service. Isolation of 
individual sections in case of trouble has come up to 
expectations with very good protection to line and 
equipment. Furthermore, the power supervisor con- 
trolling the traction feeders has immediate informa- 
tion as to opening of breakers. He is located in the 
office of the train dispatcher, so that by working close 
together, trouble from a train going from a live to a 
grounded dead section has been minimized. The use 
of wayside signals indicating a dead trolley section at 
points where the sectioning is outside the limits of 
interlocking plants has also saved burn-outs of overhead. 

The cold weather of the first winter indicated that a 
few minor changes, especially in pull-offs, were desir- 
able. The delays which have occurred, however, have 
been small considering the size of the installation and 
the number of trains operated. 


GENERAL RESULTS 
As indicated on Fig. 1, it is apparent that the travel- 


ing public will use a clean, fast, and reliable transporta- 
tion system. The off-peak business has increased 


Fic. 3—Tyrican SumMER aND WINTER WeEK-Day Loap 
CuRVES AND TEMPERATURES 


Full lines are for typical summer day, July 27, 1927 (time table No. 5). 
Dotted lines are for typical winter week-day curve, January 25, 1927 
(time table No. 4). 


materially, which, of course, is the most satisfactory 
business tohave. 

As announced in the newspapers recently, the 
operating income is now on the right side with an 
indicated profit of about $530,000 for the year 1927 as 
against a loss for the year 1926 although the electric 
service was in operation four complete months during 
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that year. It is pointed out, however, that 
these figures do not take into account any in- 
vestment in road and equipment. In providing 
the electrified service the railroad spent ten and one- 
half millions of dollars for new equipment, about four 


Fic. 4—Curves SHowine, Monraty Net Operatinc Income 
AND NuMBER or PasseNcERS CARRIED PER MonTH 


Figures for Illinois Central suburban service including Chicago, South 
Shore, and South Bend Railroads 


millions for electrical work, including overhead, switch- 
ing equipment, return system and miscellaneous, and 
about nine and a half millions for rearrangement of 
old tracks, new track and station facilities and separa- 
tion of grades, or a total of twenty-four millions in 
improvements only. An additional twenty millions 
of dollars was spent in the rearrangement of the termi- 
nal facilities for the whole electrification project. 


Fig. 4 shows the relation between operating income 
and passengers carried for the three and one-half years. 


Discussion 


A.M. Garrett: I want to mention the operation of the high- 
speed breakers which are installed upon the feeders. 

For a short time after the electric railway system was placed 
in service, we experienced as many as 400 to 500 openings per 
month of the feeder breakers in a substation. During this 
period none of the breakers in any of the substations failed to 
operate properly, which shows exceptionally good performance. 

A.J.Klatte: The achievement that the Illinois Central has 
made in turning a loss to a profit is the most outstanding fea- 
ture of the entire year’s efforts. 

A remarkable feature of the whole thing is the frankness of the 
details of the contract between the Illinois Central and the power 
distributing company here in Chicago. The statement that the 
power company met all of the Illinois Central’s difficulties of 
operation and cooperated fully, is heartily endorsed by the 
experience we have had here in Chicago. 

To my surprise instead of losing revenue as a result of this 
electrification, the Chicago surface lines have had an increase 
in the number of revenue passengers on every line adjacent to 
or crossing the Illinois Central. . 

Sidney Withington: (communicated after adjournment) 
The figures indicating approximately 4.6 to 6.4 kw-hr. per car- 
mile are among those which are of especial interest. It is under- 
stood, however, that they represent power measured at the sub- 
stations, and therefore include distribution losses. It would be of 


220 


interest to have the power consumption measured at the panto- 
graph. The seasonal variation is of course a function of journal 
friction as well as of car heating. The power consumption figures 
on the New Haven are presented herewith by months, and run 
from approximately 4.0 to 5.7 kw-hr. per car-mile measured at the 
pantograph on the a-c. zone. Adding, however, transmission 
and distribution losses, these figures would be about 4.2 to 6.0 
respectively. It is of course true that the power consumption 
is a function of frequency of stops, rate of acceleration, as well as 
weight of cars, grades, etc., and no comparison should be made 
without taking these conditions into consideration. 
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The power curves which Mr. Vandersluis presents indicate 
clearly the advantages. which would accrue if electrification 
included yard switching and freight and through-passenger 
operation in addition to suburban service. The valleys during 
the middle of the day and at night would be largely filled up, and 
the load factor correspondingly improved. A typical daily load 
curve for winter and summer on the ‘‘New Haven’’ is presented 
herewith as a comparison. The load factor improvements, of 
course, would apply not only to power supply but also to sub- 
stations and distribution facilities, and these improvements 
obviously would make an important difference in the capital or 
overhead and other fixed charges. 
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The cost of maintenance per car-mile of 6 cents may be com- 
pared with a cost on the New Haven of approximately 4.5 cents, 
which includes complication caused by dual a-c./d-c. apparatus, 
a feature of New Haven equipment on account of operation over 
the third rail of the New York Central tracks. | It is possible 
that the Illinois Central figures include items not included in the 
New Haven figures. It seems probable that the first year of 
operation would provide somewhat less maintenance costs than 
subsequent operation as the cars grow older and more replace- 
ments are required on account of wear. On the other hand, 
there may be some extra expense during the first year’s operation 
on account of a new organization or in correcting minor defects. 

A comparison of ratio of weight and nominal hp. of the 
motor cars and trailers is of interest. The normal two-car 
operation of the Illinois Central with 71 tons on the motor car 
and 44 on the trailer gives a total of 114 tons per pair of cars. 
This, correlated with the nominal horse power of the four motors 
at 250 hp. (it is presumed this is continuous rating) gives a 
figure of .114 tons per hp. The New Haven multiple-unit cars 
operated nominally with one motor car at 88 tons to two trailers 
at 52 tons each, comprise a combined weight for the three cars 
of 192 tons. The nominal continuous rated capacity of New 
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Haven motors is 150 hp., and the aggregate motor capacity lfor 
each three cars is therefore 600 hp. The ratio of weight to rated 
hp. is therefore 0.32, or about three times that on the Illinois 
Central. It is true that on account of make-up of trains it is 
not possible on the New Haven always to operate on a ratio of 
one motor car to two trailers, but the actual operation is not far 
from this figure. 

The above comparison, of course, does not by any means 
necessarily represent actual load conditions on the motors, as 
the load depends on the frequency of stops, rate of acceleration 
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(relatively high on the Illinois Central), speed, grades, and many 
other factors which can be considered only in a lengthy analysis. 

The figure of $4,000,000 for electrical work, including over- 
head, switching equipment, bonding, ete., but presumably not 
including substations, seems somewhat high, butitis understood to 
include a number of facilities which are designed for the ultimate 
electrification and a number of items not directly chargeable to 
electrification, such as signal and station lighting facilities, and 
it is thus hardly fair to consider it as a figure for “‘electrification”’ 
or to assume the fixed charges as a burden on the electrification. 

It is emphasized that the returns on any given electrification 
project are largely dependent upon the ‘‘factor of use’’ or load 
factor of each item, not only of power supply, but of transmission 
facilities, substations, distribution system, ete.; and the full 
benefit cannot usually be realized until all classes of service on 
a given project are electrically operated. When this occurs on 
the Illinois Central, it seems entirely likely that the returns will 
more than pay the fixed charges on the installation. — 

It is hoped that Mr. Vandersluis’ presentation will stimulate 
other railroads to present operating figures for comparison, 
although it must be constantly kept in mind that a great deal of 
careful analysis is necessary in utilizing such figures to insure 
that they are on a strictly comparable basis. 


PER CENT 


System Loap Factor 


W. M. Vandersluis: In connection with Mr. Klatte’s 
remarks, I wish to emphasize the fact that while the operating 
revenue has increased, yet the Illinois Central is a long way from 
making any money on account of the electrification of its subur- 
ban service. The operating accounts do not include any interest 
on the investment. 

Mr. Withington compares the tons per hp. of the New Haven 
equipment with the Illinois Central, using the 250-hp. nominal 
rating of the motors as the continuous rating. The figure of 
250-hp. per motor is the one-hour rating. The ratio of weight 
to rated hp. is 0.1675 instead of 0.1140 mentioned by Mr. 
Withington. 


120-'Ton Storage-Battery Locomotive 


Performance in Chicago Terminal Freight Yards 
BY EDWARD TAYLOR: 


Synopsis.—This paper describes the design and performance 
of a 120-ton storage-battery-driven locomotive which has been 
in sutiching service in the freight yards of the Chicago railroad 


| Beery yard switching in metropolitan areas 
involves problems and limitations not met with 

in less densely settled districts. In Chicago it 
has seemed desirable to lessen the smoke produced in 
these yards and electrification of the tracks in the yards 
has been suggested as a remedy. Complete electrifica- 
tion however presents many difficulties, both physical 
and economic. 

After considerable study it appeared that a combina- 
tion system of electrification of some of the tracks and 
use of storage-battery-operated locomotives would go 
far to solve this problem. It was therefore decided to 
design and construct a storage-battery yard-switching 
locomotive and to test it under operating conditions 
in order to determine its practical and economic 
possibilities. 

This locomotive has now been in service over a year 


Fig. 1—Storace-Barrery Locomotive 

in several switching yardsin Chicago. Its performance 
records, which are reported in this paper, show that it 
has many advantages. A summary of the results of 
the tests is as follows: 

I. With one charge (616 kw-hr. 
will do the following: 

(a) Make 340 runs of 0.119 mi. including accelera- 
tion, with atrailing load of 306 tons, (561-toncars) atan 
average speed of 5.4 mi. per hr. over a period of 12.5 
hr., which allows 60 per cent for actual running time. 
See Fig. 7. 

(b) Haul a 306-ton trailing train (5 61-ton cars) 
Y mi. including acceleration, and make 101 such moves 
at a balanced speed of 17 mi. per hr. 

(ec) Haul a 500-ton train (8 6214-ton cars) at 16 mi. 

1. General Electric Co., Chicago, III. 


Presented at Regional Meeting of District No. 5 of the A. I. E. E., 
Chicago, Ill., Nov. 28-30, 1927. 


capacity) it 


terminals. It shows that this locomotive has many advantages for 
this service including absence of smoke, quietness, a high factor of 
availability, ease of control, and economy. 


per hr., taking 6 lb. per ton for traction, at an hourly 
output from the battery of 147 kw-hr., and will con- 
tinue to haul it for 4.2 hr.; or it will haul the 500- 
ton trailing train for 67 mi., or 33,500 trailing ton- 
miles. 


(d) It can do 12 hr. of the average yard-switching 
service of all the railroads in Chicago on one charge and 
can be recharged in six hours. This locomotive is 
equipped with a socket for charging from central 
station off-peak power at relatively cheap rates. 


II. It can exert a tractive effort of 60,000 lb. at 
3 mi. per hr. It is controlled handily and smoothly, 
has a high factor of availability, requiring a minimum 
of time for getting ready, and a minimum of attention 
when not operating. 


III. It can readily be equipped with a 25- 
or 60-cycle motor coupled to the present generator, 
and in connection with a pantograph, collect its re- 
placing charge if desired from a simple trolley carried 
over a convenient track and thereby be available for 
service 24 hr. a day. 


IV. It operates quietly, without smoke, noxious 
gases, or steam and is a handy tool for the work of 
terminal switching and sounds a new note in motive 
power for congested terminals. ' 

V. Its operation is more economical than steam and 
it may be a preliminary step to a progressive electri- 
fication if desired. 

Yard-switching data which could be used in de- 
signing the locomotive were somewhat meager and 
conflicting as would be expected from the radical 
differences in operating conditions in the various 
yards. The following, however, represent average 
typical switching conditions with steam locomotives 
in the Chicago yards. These data are given in the 
Smoke Abatement Report of the City of Chicago. 


Average weight train incl. locomotives..........425 tons 
s length all switching moves......,......628 ft. 
& distance traveled by locomotive in one 
ET TBI ALCAN Diy cong ora Ph ot VaR ese Pe ear 26 mi. 
f speed while in motion.................5.4 mi. per hr. 
¥ ton-mi. for steam locomotive on usual 
two 8-hr. shifts per day.........,....22,000 ton-mi. 
Proportion of time in motion while assigned... ..60% 
COs) CONSMMICE POM LN iy. iets sites ves bse: 0.37 tons 


After considering all available data a locomotive 
was built with the following specifications: 
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GESEKAL, DEBOKIPTION STORAGK BATTERY eh tala 


NO, 10086 

Dimensions: Ft. Tn. 
Total height. , oR Ad FP Kee iriie a een 14 6% 
Width over rain in guard, sk viel a Petia an 3 
Width over grab handles. eos:., Ene eek AU, 1% 
OAL OVOE-MI iin per RA Me PO Ae are tee ae 0% 
Truck contera.. cee. ye PET ye 0 
Length over face of couplers MEARE ay Re Oe 0 
SALE WAGE REO) f5. oo nici nie Hee A eae % 0 


W cight: 
Locomotive complete, oo... 
Storage Battery ..... 


Pog re ty 237,000 Ib, 
. 78,960 Ib, 


VOLO monte: 
Vractive effort 6 mi. per Wte ec. cece cc cece es 89,200 Ib, 
ee 8 ee 14,700 Ib. 


Locomotive horse power. 800 hip. 


Maximum tractive effort at WG w (6 efficie nt of 
adhesion... . Dep he . 71,000 Th. 
Maximum speed, light Pept BO mi. per hr. 
Kyuipment 
4 O-247 motors, 200 hp. at 300 volts each, with forced 
ventilation, gear reduction 66/16; 39 in. wheels. 
| Winton was engine, Model 106-A-220 hp. 1000 rev. per min., 
fmeylinder, 7, by % in. cylinders, direct-connected to 
DE MWGA lahuekw. shunt-wound 220-volt generator. Radi- 
ator for engine is blown, Capacity of gas tank 150 gal. 
1 Storage battery “Hxide Tronclad’’—120 celle FL-31, 2700 
arnipere-br, Capacity at 230 volts, or 616 kwehr. 
| PCL control—20 points, inchiding tap field. 
1 (P26, 10060. ft. compressor. Straight and automatic 
sir brakes, 
NRA draft gear with 5 by 7-in. shank. 


The battery chosen for this locomotive is of a type 
developed for submarine service where the highest 
quality is essential. This type was selected after an 
extended investigation had proved that this type was 
hest suited for the kind of operation for which this 
locomotive was designed. <A battery with low internal 
resistance is desirable, permitting high discharge with 
low drop in voltage, because a locomotive of this type 
is inherently a heavy-duty low-load-factor machine, 

The characteristics of the battery, motors, charging 
generator, and entire locomotive are given in Figs, 2 
to7, 


The battery consists of 120 cells having a tota 
weight of 40 tonsa. This weight is placed half on each 
of the two locomotive trucks, and as as every locomo- 
tive wheel is a driver it might be said that the loco- 
motive tender has been placed on the drivers, In 
contrasting this tender with that of a steam locomotive, 
“a very great difference is evident, for whereas the coal 
for the steam locomotive must be fired to generate 
steam for the cylinders, the power from the electric 
tender is available to the traction motors instantly 
and in such quantities as is required by the work. 
The normal battery rating is 450 amperes for 6 hr. 
Due to the high-discharge-rate characteristics of this 
battery « current of 28 times this amount can be drawn 
from the battery for short periods. 
hatteries on drivers, giving greater than normal track 
adhesion, can be utilized thus for occasionally doing 


The weight of 
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work which would be beyond the normal sisi of this 
locomotive. 
A. storage battery may be considered a. potential 
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ia. 3—Aprroximatre Krriciency or BarrERY AND Kw-Hr. 
Caracity at Vartous Rates or DiscHaran 


The efficiency is at the battery terminals and is the ratio of kw-hr. 
output to kw-hr. input. It is based on: (a) charging the battery in 
approximately 6 hr., (b) ee intermittently so that its full ampere- 
hr, capacity is utilized 
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Operated at 225 volts. 
diameter 39 in, 


source of power containing a very definite amount of 
energy, in this case 616 kw-hr. or 821 hp-hr. This 
power is available for use at any instant, at any rate 
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from 100 amperes which could be used continuously 
for 27 hr., to 6000 amperes for short-time operation. 
In order to get the best service from a battery loco- 
motive its characteristics should be taken advantage 


AY 


YA Series Parallel FS—1 


8 16 24 
MILES PER HOUR 


POUNDS TOTAL TRACTIVE EFFORT 


Fig. 5—Tractive Errort DeveLoreD By STORAGE-BATTERY 


Locomotive 


of; that is, its assignments should be of such a nature 
that the average work to be done, including all heavy 
drags and all stops, allows the batteries to hold up for a 
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Fia. 6—PrrrorMANcn or Storace Barrery LOCOMOTIVE ON 


Continvows Freigut-Train Runs 


Train resistance assumed to be as shown in Bulletin No. 43 of the Uni- 
versity of Illinois Experimental Station (Professor Schmidt). Locomotive 
operating in full parallel position with shunted field and with gas-engine 
generator in parallel with battery 


reasonable length of time. For instance with the 
present battery on a 16-hr. job the average rate of 
work should not exceed 88 kw-hr. per hour, and on 
an 8-hr. job should not exceed 77 kw-hr. per hour 
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unless means are provided for recharging the batteries 
while working. 

As between batteries of the same construction the life 
of each depends primarily upon time and temperature. 
That is, a battery which is used within its discharge 
rating and thereby is not allowed to attain too high 
a temperature, will have a much longer life than one 
which is habitually overloaded. The battery on this 
locomotive is large enough for the other equipment 
so that in the service for which the locomotive was 
designed it is operated well within its rating. There- 
fore, it is expected to give more than the four years 
service nominally considered its life. 

Each of the 120 cells in this battery consists of a 
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Fig. 7—CHARACTERISTIC CURVES OF AVERAGE Run in YarD- 


Switscine SERVICE In Cuicaco TERMINALS 


These curves correspond to the average run as shown in Table I. 

The 120-ton storage battery will haul this average trailing load the same 
distance with the same average running speed as the steam locomotive, and. 
providing its running time is 60 per cent of the total time, will continue 
to do this service for 12.5 hr. on one battery discharge, without use of 
auxiliary gas engine, making a total of 340 runs. 

To do this requires that each run be of the character shown by the 
speed-time curve above. The initial rate of acceleration is 1.0 mi. per hr. 
per sec., corresponding to 19 per cent adhesion and 860 amperes per motor 
during the period of notching up the controller. Power is shut off at 8.4 
mi. per hr. and the train coasts down to 3.3 mi. per hr., with a retardation 
rate of 0.08 mi. per hr. per sec., after which the train is braked to a stop at 
the rate of 0.87 mi. per hr. per sec. Total time of run 79.3 sec., distance 
covered 0.119 mi., average speed 5.4 mi. per hr., trailing load 306 tons, 
total load 426 tons. 

It is anticipated that under service conditions less coasting and a lower 
initial rate of acceleration will be desirable, giving the same average running 
speed. This will require more power for each typical run and the time of 
operation for one battery discharge may be brought down to 8 hr., with a 
total of 218 runs. 


rubber jar containing the plates and electrolyte. 
Each jar rests in a wooden tray as high as the cell 
itself and provided with crane eyes for hoisting the cell 
from its main compartment in the locomotive. Each 
jar is insulated from each adjacent one and from the 
compartment floor with porcelain insulators. To 
replace a cell it is necessary only to unbolt the copper 
connection straps and raise the cell. 


About once a month replenishing water is needed to 
compensate for evaporation. Ordinary hydrant water 
is used for this purpose. This filling and an occasional 
overcharge to equalize the condition of the cells are 
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all the attention which the battery requires. This is 
the extent of work done on the locomotive storage 
batteries during eight months of switching service on 
six Chicago railroads. 

Operators are at times reluctant to use a storage 
battery for heavy haulage work as many features of its 
operation and costs are not fully understood. Steam 
railroads, however, should not be deterred from apply- 
ing it as they are large users of batteries for car lighting, 
signal, and other purposes. 

Different railroad terminals will have local limita- 
tions, restricting their choice of motive power over a 
wide range; for instance, the yards operated in these 
tests varied over 20 to 120 kw-hr. per hr. and length 
of duty from one 8-hr. shift to two 8-hr. shifts as neces- 
sary, and it appeared desirable to have continuous 
24-hr. operation per day in service. This last is only 
possible where there is some overhead or third-rail 
contact. 

SERVICE RECORDS 

This storage-battery locomotive, fully equipped 
with instruments, was completed on October 26, 1926, 
and run to Chicago on its own power hauling a 60-ton 
coach at a mean speed of 32 mi. per hr. On arriving 
in Chicago it was turned over in turn to each of six 
of the class “I’’ roads for service tests and trials, dis- 
placing in each case the usual steam locomotive. No 
restrictions were placed on its service except to point 
out that it was a switcher rather than a road locomotive. 

On account of the various types of locomotives used 
and the methods of operating the locomotives, it 
seemed advisable to investigate several systems so 
that a fair mean duty could be arrived at, and the 
following tabulations are the results of service opera- 
tion under the wide variety of conditions that exist in 
the different yards. 


OFERATION IN WOOD STREET YARDS 
While this locomotive was in service in October and 
November 1926 in the Wood Street yards, it was 
assigned to the various jobs ordinarily performed 


Av. Kw. used | Av. mi. per 
| byloco. | hr. during 
| during wkg. | wkg. hrs. 
hrs. incl. incl. all 
| | all stops stops 
Kw-hr.| As- : ) Av. Ay. 
| No. | used | signed] Miles | | for for 
| of by | wkg.| of | Av. | hard-| Av. | hard- 
Kind of | days, | loco., | hours,) oper. | per | est per est 
work | total | total | total total | day day day day 
Heavy ; ; 
switching 3 1660 | 20 62 119 151 3.1 3.7 
Pulling freight) 4 2080 | 24.5 115 | 122 | 181 4.7 5.8 
Roustabout 7 | 3280] 58.5} 207 | 81 104 ) 3.5 | 3.3 
Booster ; 1 450 7 ie ee } 92 3.7 Sod 
Break up ee! 2460 | 34.5] 127 | 102 | 125 | 3.7 | 4.2 
Pass. terminal) : 
(days) : 4 | 1775 | 34 188 | 75 91 5.5 7.4 
Pass. terminal] 
(nights) ines 728 | 24 78 | 4 49 3.2 2.5 
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by 90- and 120-ton (weight on crere) steam 
locomotives. 
The preceding tabulation is a summary which is of 


' interest in showing the actual power required for these 


jobs. 

During the four days of passenger-terminal work the 
records showed a power consumption averaging 70.6 
watt-hr. per gross ton-mi. 

The movements of the locomotive from the battery- 
charging station and return are included in the above 
tabulation. The total trailing ton-mi. handled during 
the four days was 16,863. 


IN JACKSON STREET YARD 

During December 1926, this locomotive was in 
service principally in the yards north of Congress 
Street. The kind of work may be classified under — 
two headings as shown with the length of time in 
each service. 

Freight switching (8 days of 16 hr. each) 

Baggage switching in the passenger terminal yards 


(2 days of 16 hr. each) 
Operating data is as follows: 
Freight Baggage 
Switching Switching 
Locomotive-mi. per Aes day Sons sss 38.2 33.0 
‘Trailing ten-210: | fa as ee 13960 5000 
pi trailing load... 2 22 1272s 360 151 
SrO8s 1OAM {55:2 oe 480 271 
“length of movement (ft. De toe 517 356 
“ speed while in motion (mi. per 
¥ ba Pe ee iret ane aes Sai = BE bee. 6.7 4.7 
“ speed including all stops...... 2.4 2.1 
“speed including ali stops on 
hardest day sheer eee 2.9 2.0 
Per cent standing time............... 64.5 56.5 
Kw-hr. used by locomotive per 16-hr. 
BAT 2 noe okies ae elec e eee 1140 783 
Average ow 5-2 oR a Sor Coen 71.5 49.0 
«- -kw.on hardest day).....25.s- 85.6 49.8 
Watt-hr. per gross ton-mile........... 61.5 86.5 


During this period the electric locomotive operated 
in regular yard service and performed successfully 
in comparison with the regular 70-ton six-wheel steam 
switching locomotives. In fact on some unusually cold 
days it was one of the few locomotives in the yards 
doing its full quota of work. 


OPERATION JANUARY 19 TO FEBRUARY 2, 1927 


Classification Yard No. 1. The storage-battery 
locomotive was used in heavy classification switching 
and did the work which is ordinarily done by a 95- 
ton (on drivers) steam locomotive. 

Coach Yard. The work consisted of hauling main- 
line passenger trains to and from a “Y”’ point. for 
turning, and miscellaneous switching in a passenger- 
coach yard. The steam locomotive ordinarily used 
in this work weighs 64 tons on drivers. 

Union Depot. This work consisted of switching 
express and mail cars in and about the main passenger 
terminal. The battery locomotive in this service 
replaced a 64-ton (on drivers) steam locomotive. 

Kinzie Street Yard. Industrial switching. The 64- 
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ton-on-drivers steam locomotive is ordinarily used in DATA FROM 22 DAYS OF OPERATION INCLUDING THE 3 DAYS 


this work. ABOVE 
x Average Hardest 
Day day 
SUMMARY OF TEST RESULTS ET ONG y ain eos ee acinomae ae oe 8.6 8.7 
Jan. 19 to Feb. 2, 1927 Mileage while working................ 28 31 
Bowe<br Wsedinsaecaite days, arnani ite mene te 490 600 
Classi- 
fication Kinzie Mi. per hr. including all stops......... 3.3 3.6 
Yard Coach Union Street PAW Os SWI a otc. r<diare te tite malennle sas -enahe 57 69 
No.1 Yard Depot Yard Hr. for complete discharge of battery... 10.8 8.9 
(a) No. of days under test... . 3 1 4 3 OPERATION IN KINZIE STREET YARD 
(b) Total hr. and min. in ser- : 

TOD aR ee 23-25 7-38 | 28-26 | 22-11 On February 15, 1927 a complete record was made of 
(GyeeLotalwu,; ent. 2. ces ies 16.1 33.1 20.1 4 , ; 7 j 7 
My rihcaunn sos aoe Baa oie ae typical day s work of freight terminal yard switching 
(e) Total mileage (c + d)....| 73.0 38.4 | 103.5 51.3. inthe KinzieStreet Yard. The following is a summary 
(f) Mi. per day (ec +a)...... 24.3 38.4 25.9 pire a ie ‘ ’ = 
(g) Ave. mi. per hr. in service. 3 Sam Sf 508 3.64 2.32 of this day S work; 

(h) Ave. Ee o Hal hr. while in Locomotive-mi. from roundhouse to Kinzie St. 

motion............... 4.70 8.53 7.56 4.10 Vand) anol NEturyls., nie a cee eae eee: 6.67 
a) ip oe eae oor - Light locomotive-mi. in Kinzie St. Yard........ 6.50 

? ( S/D).....+2.- sees 66.4 59.2 48.4 56.6 Loaded locomotive-mi. in Kinzie St. Yard...... 19.78 
(j) Total no. of cars handled. 966 56 427 507 Total locomotive-mi...... 25.90 
(k) Total gross ton-mi....... 33,413 20,351 28,518 13,004 Total time in Kinzie St. Yard. : ; ; ; : ‘ : é : ; : ; 9 hr. 87 min. 
@) Ton-mi. per day (k/a)... ./11,138 20,351 7,129 4,335 Percentage of this time standing.............. 54 
(m) Total kw-hr. used........ 2,640 692 “| 1,484 1,230 4 PWNS ke Saree é 46 
(n) Watit-hr. per gross ton- Locomotive ton-mi, while in Kinzie St. Yard... 2327 

mile (1000 m/k)....... 79.2 34 52.1 94.7 Trailing ton-mi... - a es eo, My: me ‘.. 2893 
(o) Ave. kw.in service (m/b). 104 91 52 55 PRI enesTE tei. deeds be 5220 
(p) Hr. on one battery charge A EER aE oes tek 

(616/0).. 06... pee. eee 5.9 6.8 11.8 11.2 Battery discharge while in yard, kw-hr........ 428 

vera ge Lew tM VArGe: Susie dh vpeceleitne sini visie- <a) aisles 42.9 
Average kw-hr. per locomotive-mi. in yard..... 22.2 
Average watt-hr. per total ton-mi. in yard..... 82.1 
OPERATION IN LASALLE STREET TERMINAL Average. per br Aires tert soot aes os 1.94 
Average mi. per hr. while in motion........... 4.22 


On March 26, 1927 the storage-battery locomotive 
took over for three weeks the assignment of one of the 
six-wheel steam switching locomotives in the LaSalle 


SUMMARY OF STORAGE-BATTERY AND STEAM LOCOMOTIVE 
TESTS FOR 6 DAYS IN CORWITH YARD, MAY 1927 


St passenger station Storage-Battery Locomotive No. 10035 Average per day 

. . : C . Total weight........... 120 tons 

The work of the switching locomotives in this Sy EnE rae ee 
terminal consists of running in after incoming trains, Ric douches kee ees oe rhea? 7.4 
: . : c ING Deri OL MOVES). Soran wateteeveralaialerate eke oe 278 
pulling the cars out to relieve the inbound locomotives Thi ion ee ee Kia 
and placing the cars on other tracks ready for outbound Light locomotive mileage................ 7.7 
service or spotting them on express or mail tracks. Be ee a ee re ae 
Trains are also split up and rearranged, and cars put Number of empty cars moved............ 552 
on storage tracks. This switching occupies mainline Sere Fishin aera treat sD ae 
track and must be done without interfering with the Total trailing ton-mi..................-. 6027 
150 scheduled daily train movements. Average trailing load in toms............. 224 
The storage-battery locomotive handled this work See a DEP Ne. Bate a Wiehe sel ; 

. . . WP SEATS LIEGE Ih lis eins celle! onetivde hele Inile! ol diehe tah ernie f 
from March 29 to April 1 very satisfactorily. A easicm ee Ve ee tee ae ee 
summary of the averages obtained from a three-day Kw-hr. per locomotive-mi................ 22.0 

5 e . 6 F Watt-hr. per gross ton-mi................ 64.3 
test in this service is as follows: Hr. for complete discharge of battery...... 7.9 
Steam Locomotive No. 2084 (3-day test) Average per day 
Average per Day ee —————_—_—_ 
os Total wéight. 2.222.7./2).5 126 tons 
PNA ECT VCR etait cio eo ovele viele lal eteyeye ©» eibeiclle, ofa 82 Total weight ondrivers. 77 ” 
TOC aye CT Tiny a Ue eRe ey Sea OsCRON OME Ro oS os FATS ON OGY so 55-< elaccterstetsra tye'es w¥el alsysicleyaiss 7.4 
DMileagé while Working: ......- 56-2. secsscvesccsecs 25.9 INTMDSr OF MOVES ar eahietien «eta gisbeare vies 295 
Mileage of locomotive light...........-.0sseseeeee 9.1 Total mileage on duty asp aitate aheisiare Tat actly OT 2 
Number Of cars Moved... ..... cece eececctreccees 177 Light locomotive mileage................ 5.8 
Number of loaded cars moved............ 1045 
AR WET Pa IS@Ce cee tiers iets oc fel'eralo iin s) a) cna dnciarwle sraie o/e.< are 461 Number of empty cars moved..........-. 593 
Per cent time Standing.......-. 002. ever es erevenes 40 Length of average movement in ft........ 485 
Mi. per hr. including all stops..........+.seeeeeee- 3.3 Mi. per hr. including all stops............ 3.6 
Length of average moment in ft.............6+-++5- 1670 Total trading COMM i061 5d 6 wo arene od 5190 
OTA tEa UNS TOMI ct « «aris vclsaincriee te oe whee oo 3014 Average trailing load in tons............. 191 
AVEDA GoLrallne ONS 24 fy walls eleiticle jee ate sys e nse elec 116 CADRES HOME INES SOU RIN Potala ay, alate eyape uaiais aL 1160 
Gross ton-mil, per hr... hie. ence eee eee ence aes 785 Lb. of coal used (incl. firing up).......... 8300 
PPE Ce Tae arse a atkieieve Ainie > pur mie mite © m9 tes mene 59 Galwor water Waseda 8 ae cad ciain ie dis aie old 3730 
Kw-hr. per locomotive-mi..............0e secre eens 17.8 Tub CCR LIDS Mopar urk o/s siesiers. v7, b Ale np aie's 970 
Watthours per gross ton-Mi...... 26.60 essere e renee 75.3 Lb. of coal per locomotive-mi............. 268 


Hr. for complete discharge of battery.........++++++ 10.4 Lb. of coal per gross ton-mi............... .85 


SUMMARY OF TEST RESULTS 
STORAGE BATTERY LOCOMOTIVE 
May 25, to June 1, 1927 


AveragePer Day 


Bellewood 48th Ave. | Lincoln St. 
Yards Yards Yards 

Number of movements........ 114 139 84 
Eire O WON cmatis, Sie wie te cern 505 5.2 3.84 
Ey OstanGin ge), Se Ss tae 2.9 ees 4.18 
BEET NADY ULC a5, bs one ees 8.4 75 8.02 
Total locomotive-mi.......... 37.9 32.2 24.2 
Light locomotive-mi.......... 4.8 9.0 9.6 
Total number of cars moved... 745 979 153 
eyeahi is WISOG:. Ss en's © ale, sia etotots 772 681 338.8 
Per cent time standing........ 34.5 SORT. 521 
Mi. per hr. while in motion... 6.9 6:2 6.3 
Mi. per hr. including all stops. . 4.5 4.3 3.0 
Total distance traveled in ft...| 200,112 170,016 127,776 
Length of average movement 

BN TEES ccna acca eee ee 1,755 1,228 1,521 
Total trailing ton-mi.......... 11,519 7,906 2,154 
Average trailing toms......... 304 245 89 
Locomotive ton-mi........... 4,548 3,864 2,904 
Gross ton-inh. oe ot ca eee 16,067 11,770 5,658 
Gross ton-mi. per hr.......... 1,924 1,570 631 
AVerare Jowrnif fitgates see 91.8 90.8 42.3 
Kw-hr. per locomotive-mi..... 20.4 21.2 14.0 
Watt-hr. per gross ton-mi..... 49.0 BTe9 67 
Hr. for complete discharge of 

Dattery<. 2.54 oe Ce eer §.7 6.8 14.5 


CHARACTER OF WORK 


Bellewood Yards, 2 days—Transfer and industrial 
switching 

48th Ave. Yards, 2 days—Heavy classification 
switching 

Lincoln St. Yards, 2 days—Passenger-coach switching. 


CONCLUSIONS FROM TESTS 


From the results of the operating records it was 
concluded that the storage-battery locomotive offers 
many advantages in metropolitan yard switching. 
It has demonstrated that it compares very favorably 
with the steam locomotive. 

In general within the capacity of its battery charge 
it performs more promtly than its steam counterpart. 
The engine operates quietly and without smoke, 
cinders, noxious gases, or steam. Particularly in 
cold weather this means better vision and a consequent 
saving of time and reduction of accidents. 

It is controlled more easily. For the same weight on 
the drivers the electric locomotive can accelerate a 
given load more rapidly than the steam by virtue of its 
more continuous torque. This permits working on the 
average nearer the slipping point of the wheels. In 
addition the absence of the tender weight permits 
either the handling of additional useful load or more 
rapid acceleration with the same load. These time 
considerations indicate that more work can be done 
perengine. In emergency it can be used at considerable 
distance from its regular yard. 

It has a very high factor of availability requiring a 
minimum of time for getting ready and a minimum of 
attention when not operating. The power from the 
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batteries is available instantly and in such quantities 
as required by the work. It does not have to be 
repaired as frequently as the steam locomotive. It 
can be kept continually working at the yards, thus 
saving crew time in going to and from the roundhouse 
and relieving mainline track: of some non-revenue 
traffic. It can be charged at a station installed ad- 
jacent to a convenient siding in the yard where it 
ordinarily works. The necessity for charging of course 
limits the number of hours per day during which the 
locomotive can be used. 

If advantage is taken of idle time, such as lunch 
hours or periods when there is no work, the locomotive 
can be operating about 20 hr. per day as compared with 
16 hr. maximum for the steam switcher. In many 
cases however, the electric locomotive can be worked 
on electrified tracks during part of the time (the off- 
peak period). In this case 24-hr. service may be made 
available by adapting the locomotive to collect energy 
from the trolley or third rail. The trolley energy may 
be used to drive a motor which drives the present 
generator, thus keeping the battery charged even under 
continuous operation. It has low maintenance costs. 

From published records of the Interstate Commerce 
Commission it is obvious that maintenance costs of an 
electric locomotive are one-third to one-quarter those 
of an equivalent steam locomotive. The operating 
costs should of course include the expense of replacing 
the storage battery at the end of the operating life 
of the cells. The number of men in a yard-switching 
crew is fixed so that comparison need include only the 
charges for maintenance of the apparatus and the 
interest in the investment. The necessary auxiliary 
appurtenances are low in number. 

Coal and water are not needed nor are turntables 
required since the locomotive may be controlled from 
either end. Roundhouse space is not so necessary 
as the locomotive may be kept out of doors summer 
and winter. 

For charging the battery, advantage should be 
taken of the low off-peak rates of central-station 
electric companies. The possible yearly kw-hr. are 
very high, making the load desirable to a central 
station. The instantaneous and 15-min. peaks are 
high, which makes the load undesirable for small power 
stations but the large power company will not be 
troubled by them especially in off-peak periods. These 
periods aggregate 12 to 16 hr. per day and rates as 
low as one cent per kw-hr. may be obtained in some 
instances. At this rate, considering over-all efficiency, 
the actual power cost of the locomotive drivers will 
be about 1.09 cents per hp. hr. When the combination 
trolley and battery locomotive is used perhaps a 
certain rate should be charged while operating on the 
trolley and a separate rate for off-peak power metered 
separately to the battery. 

In conclusion, this storage-battery locomotive not 
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only meets smoke-abatement measures and provides 
a simple effective tool for yard switching which can be 
installed quickly without extensive preparations, but 
it lends itself readily to existing electrifications and 
fits in excellently with future electrifications. If 
main-line tracks are already electrified, the battery- 
type locomotive can be equipped with a trolley or 
pantograph and be charged directly from the existing 
distribution system while working, and can work 24 hr. 
per day with few if any additions to the distribution 
system. On non-electrified systems, when it becomes 
advisable to put in a straight electric type where the 
battery locomotive has been working, the latter is 
relieved for duty in other yards and thus a complete 
electrification can be built up with the development of 
the community without the necessity of great expendi- 
ture at any one time. 


Discussion 
(TAYLOR) 
Cuicaao, Itu., Novemsper 30, 1927 
B. J. Arnold: The question of various types of locomotives 
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for railroad service is very important at the present time. The 
gas-electric engine or the Diesel-electriv engine for switching 
service is shown to be the most efficient at the present time. 
For long, swift work the direct-geared engine outstrips the 
gasoline-electric combination. The steam engine is making an 
advance in the triple-expansion engines for marine work. The 
Diesel engine exceeds that efficiency today, yet the steam engine 
is keeping pace with the progress of other developments. 

H. H. Field: I should like to know more about the battery 
voltage and the motor connections. 


Edward Taylor: The storage battery on the locomotive is 
conveniently rated at 230 volts. Batteries of this type are 
usually rated at their 6-hr. discharge rate and the voltage per 
cell decreases toward the end of the discharge. Also the voltage 
per cell decreases as the rate of discharge is increased so 
that it may be said that the discharge voltage per cell depends 
on the rate of current discharge, the state of charge, the age of 
the cell, and to a certain extent on temperature: 

The 230-volt motors are equipped with control for connecting, 
first, two motors in pairs for series-parallel operation, then all 
four in parallel. 


Current could be collected at convenient locations from a 
trolley or third rail and in this case the number of cells used 
would be selected to conform to the most desirable charging 
voltage per cell. 


Operation and Performance of Mercury Arc 
Rectifier on the Chicago, North Shore, and 
Milwaukee Railroad Company .. 
BY CAESAR ANTONIONO: 


Associate, A. I. E. E. 


Synopsis.—Actual operating results and experiences with a 
mercury are rectifier feeding a railroad are given in this paper. 


HE application of the mercury arc rectifier is one 
of the newest developments in the railway power 
field and very little is yet known about its possi- 

bilities and applications in this country. 

Other papers presented before the Institute have 
covered the technical points and details on the subject, 
so that I shall attempt to confine myself to the rectifier’s 
performance on railway work in conjunction with auto- 
matic operation. 

The development of the rectifier in this country is 
very much in its infancy as regards its commercial 
application. It appears to be used more extensively 
in Europe, and the extent to which it will be applied 
here is limited only by the economical and operating 
results which can be obtained. 

In considering its application to any property we 
naturally compare it with the synchronous converter 
and motor-generator set designed to serve the same class 
of service, with which we are familiar. 

The advantages of the mercury arc rectifier over the 
synchronous converter and motor-generator according 
to previous papers presented before the Institute are: 


. High efficiency over the whole working range, 


. Insensibility to short circuits, 
. Nosynchronizing, 
. Simple operation and minimum attention, 


. Noiseless operation and no vibration, 
. Low maintenance cost, 


. Reliability of service. 


This paper discusses each of these points in connection 
with the experience we have had with the operation of a 
rectifier on the Chicago, North Shore, and Milwaukee 
Railroad. The rectifier is rated at 1000 kw., 600 volts 
direct current and it is located on the section of the road 
as shown in Fig. 1. This section is fed also by syn- 
chronous converters of 1000-kw. and 1500-kw. rating as 
shown. This rectifier, made by the General Electric 
Company, is the first 600-volt machine made in this 
country which has been installed in actual service. 


CONDO OF WON 


1. Chicago, 
Highwood, Ill. 

Presented at the Regional Meeting of District No. 5 of the 
A. I. E. E., Chicago, [ll., November 28-30, 1927. 


North Shore, and Milwaukee Railroad Co., 


. Very high capacity to absorb momentary loads, : 


The rectifier is compared with synchronous converters in regard to 
efficiency, troubles, maintenance, and other points. 


EFFICIENCY 


The efficiency of the rectifier was compared with that 
of five converter stations by taking measurements on 
each substation for five months. The results of the 
records are shown in the accompanying TableI. The 
efficiency is taken as the d-c. output divided by the 
a-c.input. The figures include the efficiency of power 
transformer and converter or rectifier. They do not 


4.42 Mi. Lake Bluff 


1000 Kw. Rotary 


Libertyville Line 
Liberty Lake ™ %g, 
1000 Kw. Rotary Gy 


1000 Kw. Rectifier 
Substation, No.5 


2 
@ 
= 
C 
a 


Niles Center 
8 2000 Kw. Rotary 


4.40 Mi. 
Niles Center Branch 


Calvary 
Comm. Ed. Co. 


Fig. 1—Srction or Rai~trosp Frep By R&cTiIriER SUBSTATION 


Location of synchronous converter substations also shown. Part of 
Chicago, North Shore & Milwaukee Railroad 


include the power used for the operation of automatic 
devices and auxiliaries such as vacuum pump, motor- 
generator set, heaters in the rectifier station, nor the 
power used by auxiliaries and a-c. contactors in the 
converter stations. 

I believe this comparison is fair. It was the best 
method I had of making a comparison in the short time 
available for preparing this paper. Although not exactly 
correct, it shows a pronounced difference in the effi- 
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TABLE I 
PERFORMANCE OF RECTIFIER AND SYNCHRONOUS CONVERTER SUBSTATIONS 


The kw. and efficiency values do not include the power used for the operation of automatic devices and auxiliaries such as vacuum pump, water pump, 
motor-generator set, and heaters in the rectifier station nor the power used for auxiliaries and a-c. contactors in the converter stations 


Month of May 1927 Month of June 1927 Month of July 1927 
rs 2 
3 g | 4 
H | Eh ala 
Es . . FI ws ~ i 
Substations RY) ze % % F | 3 3 
~ | ° 
2 ° > > Bas} & 
= ae | ae < 48 As 
No. 1. substation......... A-C.input | 87300 86800 
1500-kw. syn. converter...}/D-C. output | 62130] 341 | 11 71.2 | 59024) 300 69.5 
No. 2. substation......... A-C. 43500 : 34200 
1500-kw. syn. converter...|.D-C. 30550} 201 6.5 70.2 | 23214) 180 73.7 
No. 3. substation......... A-C. 69600 74400 
1500-kw. syn. converter. ..|D-C. 53200} 310 | 10 76.5 | 58200] 330 77.6 
No. 4. substation......... A-C, ‘ 125700 84300 
1500-kw. syn. converter...]D-C. — 97900} 434 | 14 78 62400) 315 76.3 
Liberty Lake............ A-C. 115950 139950 
1000-kw. syn. converter...|D-C. 83154) 496 16 71.8 |105844| 660 71.3 
No. 5. substation......... A-C. 89700 75900 
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PERFORMANCE OF RECTIFIER AND SYNCHRONOUS CONVERTER SUBSTATIONS 


The kw. and efficiency values do not include the power used for the operation of automatic devices and auxiliaries such as vacuum pump, water pump, 
motor-generator set, and heaters in the rectifier station nor the power used for auxiliaries and a-c. contactors in the converter stations 


Month of August 1927 Month of Sept. 1927 
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a 
ING Pa BUSCA UO a ciate cco kbandle te racars! level ansehe.« A-C. input | 95700 84300 
1500-kw. syn. converter.............06. D-C. output | 69770] 403 13 173 | 72.9 | 61190} 330 | 11 185 | 72.6 | 70.8 | 167.4] } 
IN ts SUMBLONOM sitios acsetens! ereral ens whey A-C, 32100 50220 
1500-kw. syn. converter.............4.. D-C. 21133} 186 6 113 65.8 | 33197] 240 8 138 66.1 | 68.7 | 131 
ON SIU SUABION o,ncer ecole Sis evafeicxsrelsss aisie,ste.s A-C. 104400 95370 73.4 
1600-kw. syn. converter................ D-C. 83200] 372 12 223 | 79.7 | 75300} 360 | 12 209 | 78.9 | 78.2 | 191.5 
INO} 4 SUDSTAUON a :6 ce csisienpis tea 6a 6 6s A-C. 84600 83040 
1500-kw. syn. converter.............65. D-C. 65800} 310 10 212 77.8 | 62300] 285 9.5 218 75. 76.3 | 209.2 
LALDGLUN. LAE Pits slotarercave sen arcwtels. Fad ahs A-C, 119250 118740 
1000-kw. syn. Converter... ..cccccseesss D-C. 88246} 434 14 203 73.1 | 88731) 525 17.5 169 74.7 | 73.3 | 166 
URI T SU OSUAOM giilcvle le disWw aitveu jae oipveiae A-C. 70215 83460 
1000-kw. mercury are. rectifier. ........ D-C 56721| 341 11 166 80.7 | 67868] 420 14 161 81.3 | 81.7 | 181.4] 81.7 


ciencies of the two types of equipment under nearly an occasional opening of the high-speed circuit breaker 


similar load conditions and very low load factor. which would reclose immediately, was the only trouble 
experienced in carrying this load. 

VeRY HIGH CAPACITY TO ABSORB MOMENTARY Fig. 3 shows the typical load on the station. There 

OVERLOAD are many very high load demands of short duration, 


The ability of the rectifier to carry high momentary some of them well above the rated capacity of the 
overloads is seen from the accompanying Fig. 2 which rectifier. 
shows a graphic ammeter chart. On sustained overload we are not in position to give 
This chart was taken 12 hr. after the unit was much information. Usually the load demand above 
put in operation on a day of extremely heavy traffic. the rectifier rating is of short duration, but there are 
It shows load peaks much above the rating of the unusual conditions on the railroad when a load of 175 
rectifier. There were no signs of being overloaded, or 185 per cent of the substation capacity may be 
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carried by any of these stations. The duration of 
this load is controlled by thermostats on the load- 


limiting resistors set to release this load in about six 


or seven min. 


It is, however, possible to have aloadabovetherating 
of the equipment and below the 175 per cent overload 
relay setting for a much longer time than 7 min. A 
load of this kind would be without thermostatic control 
and might last indefinitely. It could be caused by 
traffic schedule disarrangement on account of trouble, 
extra passenger or freight service, or a trolley wire on the 
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imposed on the rectifier an overload of much longer dura- 
tion than weknow. There are norecordinginstruments 
to show when this occurs. The rectifier does not show 


- -any signs of having been abused; momentary opening of 


the high-speed circuit breakers is the only indication that 
there must have been excessive load. 
INSENSITIVITY TO SHORT CIRCUITS 
Our experience shows that the rectifier is not sensitive 
to short circuit. Repeated reclosing on a short cir- 
cuit does not affect the rectifier. Under the same 
treatment a synchronous converter of the same capacity 


Fic. 2—Cucrrent DELIVERED BY Mercury Azc Rectiriez on Day or Extreremery Heavy Loap 


Part of record of June 24, 1926 on Substation No. 5 of Chicago, North Shore, and Milwaukee Railroad 
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Fic. 3—Tyvicat Loap on THE Rectirier SuBSTATION 


Fic. 4—1000-Kw. Mercury Azc Recririer anp AUTOMATIC 
SwiTcHEROARD 


Substation of Chicago, North Shore. & Milwaukee Railroad 


ground at such a distance that the resistance of the 
feeders would limit the current. 

Happenings of this nature are not unusual on a rail- 
road and I believe that we have more than one time 


would be likely to flashover regardless of the” protective 
devices, and in an automatic substation it would lock 
itself out and the station would be shut down until an 
inspector could put it back in service. 


No SYNCHRONIZING 


The fact that synchronizing is not necessary with the 
rectifier is quite important. In the automatic stations 
on our system only 4 to 6 sec. are required to connect a 
rectifier to the line. From 20 to 35 sec. are required to 
put a converter on the line. Therefore we can deliver 
a higher voltage to the train and trolley 16 to 29 sec. 
sooner with a rectifier. 


SIMPLE OPERATION AND MINIMUM ATTENTION 


We must agree that the mercury arc rectifier requires 
less attention than the synchronous converter, and its 
operation is much simpler. There are no brushes, 
commutator, nor slip-rings to take care of. There is no 
dust spreading over the equipment. These advantages 
arevery much appreciated inautomaticstations without 
attendance. The ventilation of the equipment and 
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building is also simplified as compared with converters, 
especially in unattended stations. 

I do not want to create the impression that there are 
less devices involved in the mercury arc rectifier than 
there are in the converter station. On the contrary, 
with the rectifier more auxiliaries are used, such as 
are-starting exciters, vacuum pump, water supply, 
temperature regulators, tank heaters, etc. While in 
our case some of these devices have caused a large 
number of shut-downs, the troubles were in the in- 
dividual pieces of apparatus and they have been cor- 
rected. Those devices should not need much attention. 


NOISELESS OPERATION AND No VIBRATION 


The absence of vibration and noise in the mercury 
are equipment makes it possible to install it in locations 
where the synchronous converter would not be allowed. 
In one converter installation it cost about $8000 for 
sound-proofing and ventilating the substation building, 
eliminating the noise to comply with the wishes of the 
surrounding residents. Such expense would not have 
been necessary with mercury are equipment. In- 
cidentally in addition to the first cost we have added 
ventilating equipment and extra building maintenance. 
Obviously, with the absence of vibration it is not neces- 
sary to install special foundations for the rectifier. 
It may be set on an ordinary floor. Ventilation becomes 
of minor or no importance, and in general a less expen- 
sive building is required. 


LOWER MAINTENANCE COST 


We do not know at this time just what maintenance 
will be necessary on the rectifier. 

From May 1926 to May 1927 this station was 
attended by an operator and the manufacturers of the 
rectifier kept a close watch on its performance. Being 
in a development or trial stage they took care of neces- 
sary maintenance. In addition, new developments 
which they made in other installations were applicable 
to this equipment and minor changes were made 
accordingly. Since May of this year this equipment 
has been in automatic operation without an operator. 
The maintenance required is very little; outside of the 
regular weekly inspections it has amounted only to 
applying a little oil. Like others we are watching this 
item with a great deal of interest. Our impression is 
that the maintenance will be very much less than that 
required for a converter although some manufacturers 
may have stretched this point a little too much. Time 
will tell. 


RELIABILITY OF SERVICE 


The automatic rectifier station is as reliable, or more 
reliable, than the average 60-cycle synchronous con- 
verter station of the same capacity. 

The record for this rectifier substation, commencing 
May 1926, when it was first started and put in service, 
all through a trial and adjusting stage until May 1927, 
when it was made automatic is as follows: 
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RECORD OF SHUT-DOWNS OF RECTIFIER 
Total time, 
Cause of shut-down No. min. 
High temperature of tanks................. 2 48 
Mxciter tFOUDIOn unt. Cenbiede hese one heees 39 536 
Driving chain and motor on water pump.... 13 315 
Loose connection and bad control circuit.... 3 50 
Vacuum-pump trouble, motor and oil pump. 3 260 
Flashover of anOd6es,. 0s 5) vivrewlels's aclu mas 6 819 
Starting anodes sticking.................6. 5 602 
MEISE UMENO WR" Ss. 5. cn TH nae RO eee Ore 12 1109 
Total shut-downs...............+005: 83 3739 
Total time rectifier operated 337,140 min. 
Per cent of 
No. of Ave. time time of 
Shut-down by failure of times min. operation 

MVOCANGR:: 1.) oe ive ole ciecetrece 25 58 0.435 

AUIEIIATIO’:), 9 55 we tare ee ara 58 39 0.674 

TUE es CORTE Ao 83 45 1.109 


Commenting on the foregoing data, it is of interest to 
note that the time the rectifier was out of service on 
account of troubles with the rectifier itself was 0.435 
per cent of the total time. The time lost on account of 
the auxiliaries failures was 0.674 per cent of the total 
time. 


The nature of the trouble with the auxiliaries is rather 
interesting. A larger amount of trouble might be 
expected with the rectifier on account of its newness 
in the field, but to have a small motor-generator set 
or a chain on a water pump and motor cause this 
bad record is out of place in our days. Engineers have 
been building and operating motor-generator sets and 
water pumps for years, but in this case we were after 


_ the big things but let the little things cause the most 


trouble. Fundamentally the record is good, the nature 
of the troubles is not serious. Since May 1927 the 
record as an automatic substation is as follows: 


No. of 
Failure in auxiliary shut-downs 
Motor on one vacuum-pump burned out.......... 1 
Locked out after third reclosing of the oil circuit 
breaker within a definite time during storms..... 3 
Locked out on account of broken spring on oil- 
switch mechanicallateh........ 3 


Locked out after third reclosing of the oil circuit 
breaker within a definite time, cause unknown... . 5 

Fuse blown on operating transformer supplying 
power for the operation of devices.............. 1 


Total Gnu GOWHase. pra yale sv eon aT 13 


Of all these shut-downs, the five lock-outs after the 
third closure of the oil switch could be questioned and 
possibly may have been caused by are-back in the 
rectifier, or other troubles in the control which we 
have not detected. All the remaining troubles were not 
inherent with the rectifier, but were caused by other 
devices. 

Our confidence in its reliability is such that we have 
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established a weekly inspection for this rectifier station, 
but we do not consider it advisable at present to leave 
a converter so long without inspection. 

The record of the rectifier was compared with that of 
a synchronous converter of modern design and of the 
same capacity. This converter is located on another 
section of the railroad where the load conditions are 
about the same. It is protected from excessive loads 
by load-limiting resistors without high-speed circuit 
breakers. In this comparison I used none of the con- 
verters shown in Fig. 1 because these converters are 
of larger capacity than the rectifier and naturally they 
are more stable and would take a larger shock and carry 
more load without flashing over; nor have I used the 
converter at Liberty Lake, Fig. 1, as the momentary 
load demands on this station are less than they are on 
the rectifier. 

The converter which I compared had 45,434 hr. of 
run on its record on May 1927 and had 34 flashovers 
causing as many shut-downs, representing 276 hr. out 
of service on account of flashovers. There was an 
average of 8.1 hr. out of service per shut-down as the 
majority of these flashovers, damaged commutator 
flash barriers, brushes, brush rigging, and the insulation 
in other parts of the machine. 

Since May 1927 to date this same converter flashed 
over 8 times and due to the many flashovers which this 
machine has had, extensive repairs had to be made on 
the commutator, rings, and other insulation involving 
150 hr. in one shut-down. 


This record seems to indicate that the troubles with - 


the rectifier itself probably will not be as serious as with 
the converter of the same capacity under similar load 
condition. 

The writer has great confidence that the mercury are 
rectifier is here to stay and predicts that 10 or 15 yrs. 
from now a large application supplementing the con- 
verter. The converter had its day, the rectifier’s 
day is coming. It is true that the rectifier at present 
costs more than the converter of the same capacity and 
there is some misunderstanding as to its rating. But 
with an increasing number of installations and our co- 
operation, as operators, with the manufacturers, the 
development process will be speeded up and the pro- 
duction cost will naturally be reduced to a figure 
comparable with that of the converter. 


Discussion 


H. M. Hobart: (communicated after adjournment) It is 
sometimes said that there is little or no justification for employing 
the mereury are rectifier for systems with as low a pressure as 
600 volts. While the superiority of the rectifier may, speaking 
generally, be said to increase with the voltage of the system sup- 
plied, Mr. Antoniono’s investigations show that it has a notable 
economie advantage over the synchronous converter even at 
600 volts for the kind of service for which it is employed on the 
Chicago, North Shore, and Milwaukee Railroad. 

Analyzing the data given by Mr. Antoniono in Table I, we 
find that for the five months covered by the records the 1000-kw., 
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600-volt rectifier substation carried an average load of 181 kw. 
which is 18.1 per cent of its rated output. For the same period 
the four 1500-kw. synchronous converters in substations num- 
bered 1, 2, 3, and 4, carried an average load of only 175 kw. 
which is only 12 per cent of their rated output. (The Liberty 
Lake 1000-kw. synchronous converter carried an average load of 
166 kw. or 16.6 per cent of its rated output, but the author 
states that on that station the momentary load demands are 
less than they are on the rectifier substation.) The accom- 
panying illustration contains two curves, A and B, relating re- 
spectively to the observed monthly energy efficiencies of the 
1000-kw. rectifier substation and the four 1500-kw. synchronous- 
converter substations of which the data are given by Mr. 
Antoniono in Table I. At- the rectifier’s five months average 
load of 181 kw. the monthly energy efficiency is seen to be 81.5 
per cent as against the synchronous converter’s monthly energy 
efficiency, at the five months average load of 175 kw., of 74 
per cent. 

Thus the rectifier substation has under these conditions 7.5 
per cent higher efficiency than the synchronous-converter sub- 
stations. Furthermore the 1000-kw. rectifier substation during 
these five months carried substantially as great an average load 
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(in fact a slightly greater average load) than the average of the 
four 1500-kw. synchronous-converter substations and it would 
appear that its cost should be compared not with that of a 1000- 
kw. synchronous-converter substation but with that of a 1500-kw. 
synchronous-converter substation. However, the sub-stations 
may have been equipped in anticipation of increas‘ng load and 
in that case no rigorous conclusions should be drawn. 

A study of Curves A and B, leads one to consider whether such 
substations could not be designed for higher loads than averages 
of only, respectively, 18 per cent and 12 per cent of their con- 
tinuous rating. Considering first the synehronous-converter 
substation it must be remembered that engineers have had many 
years of experience in applying them to all sorts of loads. It 
is necessary to install synchronous converters of sufficient size 
to ensure that the momentary peak-load demands are well below 
values liable to oceasion flashovers. The graphic chart shown 
by Mr. Antoniono in Fig. 3 of his paper shows the frequent re- 
currence of momentary peak loads of 1800 kw. and the installa- 
tion of synchronous converters with a continuous rating of 1500 
kw. may not have been unduly conservative even though it 
entailed the undesirable feature of an average load of only 
12 per cent of the continuous rating, and the correspondingly 
low monthly energy efficiency. The occasionally occurring 
days of exceptionally heavy traffic when the graphic chart of 
Fig. 2 applies, do not enter much into consideration in the 
ease of the synchronous converter since with this kind of service 
it is principally the frequency of the peaks of load, and not to 
much extent their magnitude which is increased on days of 
heavy traffic. We have so little experience with the application 
of mercury arc rectifiers to this kind of load, that we ought to 
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continue to be conservative in our installations till we have 
accumulated on several different installations many more data 
of the kind contained in Mr. Antoniono’s paper. 

From our present understanding of the rectifier it would appear 
that the limiting condition will not be with momentary peak 
loads as in the ease of the synchronous converter, but in sustained 
heavy loads. Consequently not the momentary peak loads but 
sustained heavy loads on the occasional days of heavy traffic are, 
in the case of rectifiers, liable to constitute the limiting condition 
which will determine for this kind of service to what extent we 
can properly increase the percentage which the average load may 
constitute of the continuous rating. It may be that while 
the synchronous converter has such limitations for this kind of 
service that the monthly average load should be limited to a 
matter of not much over 12 per cent of its continuous rating, the 
rectifier substation may not need to be so limited. Indeed it is 


emphasized at several places in Mr. Antoniono’s paper that the ° 


rectifier substation, for the conditions under which it is operating, 
is giving a better account of itself than the synchronous-converter 
substations at the conditions under which they are operating. 
If further experience bears out this impression, then the efficiency 
of the rectifier substation may be moved further up on Curve A 
than the efficiency of the synchronous-converter substation can 
be moved up on Curve B. 

It thus appears reasonable to assess at some 7 or 8 per cent the 
amount by which the rectifier substation’s efficiency will be 
higher for a 600-volt load of this character and to compare 
the initial costs on the correspondingly revised basis. Mr. 
Antoniono’s comments on this conclusion would be much ap- 
preciated. 

The efficiencies obtained by Mr. Antoniono and set forth in 
Table I of his paper are, both as regards the synchronous con- 
verter and the mercury are rectifier, several per cent lower for 
the average loads to which they correspond than the efficiencies 
which would be obtained for constant loads of these same values. 
For instance, the efficiency of the 600-volt rectifier and trans- 
former at 18 per cent of rated load should be about 87 per cent 
while in Table I the efficiency at this load is given as 81.7 per 
cent.’ This is partly due to the load characteristics shown in 
Fig. 3. For the periods when the load is below the average, the 
efficiency is lowered much more than it is raised by load values 
above the average. Will Mr. Antoniono state if he agrees that 
this is the explanation of the discrepancy? Furthermore, did not 
the 1000 kw. of equipment in substation No. 5 consist of two 
500-kw. rectifiers? 

In conclusion it may be of interest to point out that the im- 
provement in the efficiency which is obtained in the case of the 
rectifier substation when it supplies a greater load is due ex- 
clusively to the improvement in the transformer’s efficiency, 
the efficiency of the rectifier itself being nearly constant at all 
loads. But in the case of the synehronous-converter substations 
the efficiencies of transformer and converter both improve with 
increasing load. 

W. B. Anderson: (communicated after adjournment) Mr. 
Antoniono’s paper includes operating and performance data of 
value to the many engineers who are carefully observing the 
development and application of the metal-tank mercury are 
rectifier in this country. The comparative performance data 
for four rotary-converter stations and the one rectifier station 
tabulated under Table I are particularly interesting. The 
comparative values of over-all efficiency clearly indicate the 
decided advantage of the rectifier over the rotary converter for 
applications where the average load is small. 

In connection with the various advantages of the rectifier, it 
might be well to consider some of them in further detail. Build- 
ing-construction costs for rectifier substations should be sub- 
stantially less than for substations built to house rotating 
apparatus. As Mr. Antoniono mentions, converter-substation 
building costs may include items for special ventilation or noise 
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elimination. The matter of foundation, crane, and wall-con- 
struction costs should be-of considerable importance. A 1000- 
kw. 600-volt rotary converter weighs approximately 20,000 lb., 
its heaviest part weighing between 12,000 and 14,000 lb. A 
rectifier of equivalent capacity will weigh approximately 5000 lb., 
the heaviest part weighing about half that amount. The 
foundation for the converter must not only carry four times the 
weight, but must be adequate to withstand the vibrations of 
rotating equipment. In most cases, the rectifier will require no 
special foundation at all. It is common practise to install a 
crane in the substation suitable for lifting at least the heaviest 
part of a machine. The rectifier has the advantage in this 
instance of almost five to one and for the average rectifier in- 
stallation no crane should be necessary. In addition, wherever 
there can be a saving in crane service, there will be a correspond- 
ing economy in the cost of substation wall construction. The 
ultimate result should be a considerable saving in building costs 
for the lighter and static piece of apparatus. The engineers of 
one railway property have estimated that approximately $5000 
ean be saved on a $20,000 substation building by the use of 
rectifiers rather than rotary converters. 

The fact that a given rectifier is suitable for operation at any 
commercial frequency without a change in rating is another 
interesting feature. This characteristic of the rectifier may result 
in its preference to the exclusion of rotating apparatus for certain 
applications. For instance, let us consider the following ex- 
ample. A given property needs more substation capacity 
immediately and has only 25-cycle power available. Within a 
space of two years, the 25-cycle power will be replaced by 60- 
cycle power. At a small added cost, the transformers can be 
made good for 25 or 60 eycles and the rectifier itself will need no 
changes. As another possible application, let us consider a property 
which is supplied from an a-c. system of anodd frequency. Rotary 
converters of standard frequency would prove unsatisfactory 
so that it would be necessary to use de-rated motor-generator 
sets of standard frequency. By using rectifiers no sacrifice in 
rating is necessary. 

The rectifier has another advantage as regards its applications 
at different voltages. The fundamental basis of rating for a 
rectifier is current. Representative curves of the voltage rating 
at different current ratings have already been published. For 
instance a given design of rectifier with a rating of 1000 kw. at 
600 volts will have a higher kw. rating at 1500 volts. A rectifier 
could be advantageously applied to a 600-volt system which 
might later be operated at 1500 volts by a change in trans- 
former connections. 

Mr. Antoniono refers to the use of a larger number of auxiliaries 
on a rectifier than on a rotary converter. I believe that a careful 
check of the major auxiliaries used on a representative installa- 
tion of each class of equipment, will show the number to be very 
nearly the same. In this connection a comparison of the number 
of control devices required for a typical synchronous-converter 
station and rectifier station respectively might be interesting. 
In the October issue of the Electric Journal, Mr. M. E. Reagan 
gives the following comparison: 


No. of Major 


Switching No. of Relays No. of Protec- 
Devices Functioning tive Relays 
Converter...... 14 1] 13 
Rectifier....... 9 10 10 


However, any comparison made now as to the relative number 
of auxiliaries and control devices used for each apparatus may be 
misleading. The rotary converter is a highly developed piece 
of apparatus while the rectifier is in its infancy. The next few 
years will see many changes in the rectifier, its auxiliaries, and 
its automate control equipment. 

F. D. Newbury: I think the thing we need most to 
increase the application of rectifiers is a study of the funda- 
mentals involved in rectifier operation. I think I am correct in 
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saying that all rectifiers, as they are built today by anybody, 
are built purely on empirical information and rules. We know 
relatively little of the fundamentals on which the rectifier 
works. 

There is no such limit to rating as there is in the converter or 
any other electromagnetic machine as in flux and current 
densities. The amount of current a rectifier will give depends 
largely on local temperatures and characteristics of materials, 
and ability to exclude gases from the rectifier tank. A study of 
those fundamentals will undoubtedly lead to very great reduc- 
tions in the size of rectifiers for a given current rating. 

I don’t agree entirely that the case chosen is a fair example from 
the standpoint of the converter, and remember in what I am 
saying now all of the nice things I have just said about the 
rectifier. 

It is obviously unfair to compare efficiencies on the basis of 
stations having such low load factors. It is possible, particularly 
with automatic stations, to have fairly high load factors, and 
with high load factors above 50 or 60 per cent of rating there will 
be no such outstanding difference in efficiency in favor of the 
rectifier as shown in this ease. 

Again, in the comparison of short cireuits, there is any 
number of large 60-cyele converters that are operating under 
severe conditions with practically no fiashovers. Probably 
the greatest need for the rapid application of rectifiers is the 
ability of manufacturers to supply larger units. That is par- 
ticularly true at 600 volts. Much of the advantage of the 
rectifier in station cost islost if a large number of tanks has to 
be supplied to give the desired unit rating. 

M.S. Oldacre: There are two characteristics of the rectifier 
that have not been emphasized that make the rectifier desirable 
for other applications than these now usual in this country, and 
these are the absence of noise and ease of cooling. 

In the eongested districts of the large cities where rotary 
converters are used for supplying 250-volt distribution systems, 
the question of noise and cooling is a problem at the present time. 
The rectifier solves the noise problem at once. The cooling 
question is practically solved because the amount of water re- 
quired is a small fraction of that required by a converter installa- 
tion, where recirculation of the air is required to obtain adequate 
cooling if space is restricted. The rectifier gives a much simpler 
layout. 

The rectifiers discussed have a capacity in a single bowl of 
only 500 to 1200 kw. at 600 volts, and it has been pointed out 
that large enough rectifiers for 250-volt service are not yet 
available, the requirements being about 15,000 amperes; but 
with rectifiers available having a nominal rating of 5000 amperes 
and a two-hour rating of 7500 amperes at 600 volts and in a single 
bowl, the indications are that the larger rectifiers may soon be 
available. 

Another point is that apparently the rectifier has been de- 
veloped in this country and its characteristics are well known to 
the manufacturers or at least well enough so that they are able 
to build them after the rectifier has been popularized by some 
other manufacturer, in this case a foreign manufacturer. It does 
not seem up to the usual pioneer spirit of our American manu- 
facturer to trail along in that fashion. 

Sidney Withington: (communicated after adjournment) 
It is quite refreshing to read a paper on the mercury are rectifier 
which is written by a user rather than by a manufacturer of this 
type of apparatus. The enthusiasm of Mr. Antoniono for the 
rectifier is apparent, and is obviously justified by the performance. 

The Connecticut Company a few months ago placed in opera- 
tion a 6000-kw. substation at Bridgeport, Conn. (the largest 
installation of mercury are rectifiers thus far made, and the only 
instance where an entire city traction load is carried by this type 
of apparatus), consisting of five single-bowl rectifiers rated at 
1200 kw. each. From the impressive manner in which the 
substation went into service, with little or no time available for 
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test before it was called upon to carry the load commercially, 
and from subsequent operation, it is obvious that the mereury 
are rectifier is here to stay as an integral facility for traction 
purposes, and that it has numerous and important advantages 
over the rotary converter. 

The rapid development of this type of apparatus places upon 
electrical engineers, both manufacturers and users, responsibility 
for standardization, especially of rating, which cannot be ignored. 
The load characteristies of the rectifier are so different from those 
of the rotary converter that attempts to rate one in terms of the 
other are misleading, and it is imperative that the rating of the 
rectifier be placed upon a sound and logical basis as soon as 
possible. 

B. G. Jamieson: I should like to say that Mr. Schuchardt, 
Electrical Engineer of the Commonwealth Edison Company, 
went abroad some six or seven years ago and came back and tried 
his utmost to get the American manufacturers to interest them- 
selves in this problem, and it is very largely due to his efforts 
that we now have the rectifier in actual operating performance. 

There are one or two other points in connection with the 
rectifier, one suggested particularly by the lack of necessity of 
synchronizing. As the rectifier becomes a feature of future 
trunk-line electrification, we shall see the advantage where the 
supply of energy has to be taken from different systems. We 
shall not be bothered with energy interchange between the 
different systems through trolleys. 

There are some other points about the rectifier not so favorable 
at present. For example, there has not been, so far as I know, 
any substantial accomplishment toward improvement of regula- 
tion. When the requirements of the railway companies take the 
form of very close regulation and a rectifier is involved, it be- 
comes necessary to look beyond the present art. 

Another unfavorable feature of design which unnecessarily 
exaggerates rectifier outage and which should be corrected is, 
for example, a case of trouble with an anode, the mechanical 
replacement of which should not take an hour, but which because 
of incidental circumstances causes the rectifier to be out of service 
for 100 hr. Certainly any over-all figure which Mr. Antoniono 
has given has some elements of this character which exaggerate 
the reported unfavorable performance. 

Other features of the rectifier which were Yoearaed some 
years ago as basic difficulties have been minimized, but there are’ 
still some such features as for example, the question of unknown 
characteristies of the backfire and the reasons therefor. 

A. Herz: ‘The matter of noise emitted from rotary converter 
substations is serious. As the railroad load increases the sub- 
stations must be located closer together making it unavoidable 
to locate some in comparatively densely populated sections which 
in many instances are the better class of residential suburbs. 

Tn our company we have carried on experiments to mitigate the 
noise by closing window openings with two thicknesses of glass 
and lining the substation doors and walls with non-sound- 
transmitting and non-reflecting materials, with the result that 
artificial ventilation with its noisy blowers, ete., had to be resorted 
to if temperatures of 110 to 125 deg. fahr. in the summer time 
and inside the converter substations were to be avoided. 

Therefore if we can use a rectifier which is inherently noiseless 
in place of a converter and do the necessary cooling for the former 
outside of the substation we have certainly made an advance in 
every way. 

This brings up the matter of cooling the rectifiers. We have 
had serious trouble with the cooling systems of rectifiers, cases 
of electrolysis and cases of deposition of mineral matter, the 
former being particularly serious. 

I cannot quite comprehend why the manufacturers do not 
resort to oil as the initial heat-absorbing medium; that is, use 
oil for cooling the rectifier proper and circulate this oil through a 
cooling system making use of fans or water. This would avoid’ 
troubles from electrolysis within the rectifier as is now the case 
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and would avoid some other difficulties we now have. The 
quantity of oil necessary would be quite small. ; 

There is one feature that has not been touched upon, I believe, 
and that is the item of stored energy. A power system with 
many large rotary converters in operation thereon has certainly 
considerable energy stored in the momentum of the moving parts 
of such machines. The stored energy in the rectifier is practically 
nil. Therefore an accident occurring to the power system is not 
aggravated nearly as badly by a rectifier load as by a rotary- 
converter load. 

The item of back-fire has already been mentioned by Mr. 
Jamieson, and I believe improvements are being made in the 
rectifier to do away with it, but in any event the back-fire in a 
rectifier is not more serious than a flashover on a rotary con- 
verter which I know we still get although not so frequently as 


during the times before barriers and are hurdles were installed. 


over the commutators. 

O. K. Marti: This paper, written by an operating engineer 
who has had actual experience with equipment of this kind, is a 
very good contribution to-the rectifier art in this country. It is 
highly desirable that more operating and service data be made 
available, because the mercury are rectifier is a device only 
recently introduced into this country, and although the rectifier 
is used to a very great extent in Europe, where there are installed 
more than 1500 cylinders with a total capacity of about 700,000 
kw., there are very few operating data available. 

I feel that Mr. Antoniono’s paper permits a comparison 
between the performances of rectifiers and rotary converters in 
a number of points, such as efficiency, overloads, service inter- 
ruptions, and the like. There is one point, however, on which it 
is very hard to come to an impartial conclusion, and that is in 
the matter of interruptions caused by back-fires (in the case of 
rectifiers) and by flashovers (in the case of rotary converters). 
Flashovers produce damage to brushes, brush-holders, commu- 
tators, and armatures, and very frequently put the machine in 
such a condition that it cannot render any service for several 
days. Back-fires, on the other hand, do not cause an inter- 
ruption of service for more than a few seconds In making this 
comparison one has to keep in mind that in an automatic rectifier 
substation there is less auxiliary equipment than in an automatic 
rotary converter substation, and that a rectifier is stationary, 
while a synchronous converter is rotating. This is another 
fundamental difference which complicates the problem of making 
a@ comparison. 

I should like to point out particularly some points relating to 
the table on the fourth page of Mr. Antoniono’s paper, which 
gives a record of the shut-downs of the rectifier in question. You 
will notice that most of these shut-downs were due to the auxil- 
iaries, and not to the rectifier proper, as might be expected, and 
this peculiarity is also pointed out in the paper. It can also be 
seen that the largest single item, 39 interruptions, was due to 
exciter troubles, and 5 interruptions were due to the starting 
anode which is used to ignite and put the rectifier into operation. 
I should be pleased to have Mr. Antoniono tell us the failure of 
what particular part of the exciter caused these troubles. 

In the installation described in this paper, the are is ignited by 
direct current supplied by a small motor-generator set. A 
starting anode is used which, when withdrawn from the mereury 
eathode, strikes an are. This interruption of the current fre- 
quently induces a high voltage in the starting circuit, which may 
cause a break-down of the insulation in the generator or a flash- 
over at its commutator. Brown Boveri employed a similar 
system of ignition and excitation and experienced similar troubles 
but as the result of extensive investigations they were able to 
devise an arrangement for using alternating current for these 
purposes. Although similar voltage surges occur in the a-c. 
system, it is much easier to insulate a transformer for these 
surges than a d-c. generator, and no troubles are experienced with 
the ignition and excitation system now in use. Furthermore, 
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the Brown Boveri rectifiers do not have any anode heaters nor 
tank heaters. 

It might also be interesting to note that the limits in the 
capacity of power rectifiers, which were at about 1000 kw. at 
600 volts, nominal rating, have now been raised, the American 
Brown Boveri company offering rectifiers for 6000 kw. at 600 
volts, nominal rating, at the present time. This shows that 
rectifiers can be built for capacities as large as and larger than 
rotary converters. Furthermore, there are no difficulties with 
rectifiers in connection with the frequency or the voltage. This 
is an achievement of great importance. It is therefore likely 
that Mr. Antoniono’s prediction that in 10 or 15 years the 
rectifier will take the place of the rotary converter, will come true 
even sooner. 

This increase in capacity was made possible by a recently 
made improvement, the basic idea of which dates back several 
years. Tests carried out on the latest types of large reetifiers 
for several months at loads greatly in excess of their capacity 
ratings have demonstrated their reliability, and therefore the 
future outlook for the mereury are rectifier is an excellent one. 

Caesar Antoniono: The conclusion reached by Mr. H. M. 
Hobart on my paper is in general in accord with my own 
conclusion. 

The size of the substations units shown in Fig. 1 was decided 
on in anticipation of future increase in load. The rectifier 
however, was the largest that could be obtained at that time. 
While it is true that the load is earried by each converter in its 
respective section, it is also expected to be carried by the rectifier 
through its own section as shown in Fig. 1. I agree with Mr. 
Hobart that we should not arrive at any rigorous conclusion on 
this point at present regarding cost and rating. 

I do not consider that the installation of 1500-kw. units in 
these substations was unduly conservative, due to the fact that 
all of the synchronous converters shown in Fig. 1 have already 
flashed over, due to some disturbance or other which has passed 
by the high-speed circuit breakers into the d-c. feeders. 

I agree with Mr. Hobart’s deduction, that sustained overloads 
are perhaps the limiting conditions on the rectifier, and not 
the value of the momentary loads. I believe we should have 
further experience on this subject to support or disprove this 
conclusion. 

I believe it in order at this time to eall attention to my dis- 
cussion on the mereury are rectifier at Kansas City, March 18, 
1927, in which reference is made to a case where one tank of the 
rectifier under discussion was not carrying any load for over a 
week, unknown to the operator. The writer feels justified in 
assuming that during this time the working tank was carrying 
alone the (typical) load on graphie chart Fig. 3 without showing 
any sign of having been over-loaded. The assessment of 7 or 8 
per cent of the amount by which the rectifier substation’s effi- 
ciency will be higher for a 600-volt load of this character and to 
compare the initial cost on this correspondingly revised basis, 
seems to be a logical conclusion from the data given in my paper. 
However, we should be rather conservative at present and obtain 
more data before arriving at a conclusion, in order to avoid the 
possibility of leaving out some important factor. 

The discrepancy in efficiency as referred to in Mr. Hobart’s 
discussion is correctly quoted in his explanation of the load 
characteristics shown on Fig. 3. Two 500-kw. tanks of 6-anodes 
in 12-phase relation are employed. 

It was brought out that the number of devices in the future 
is going to be less. I agree with that, but in my paper I was 
speaking of present installation. I am confident that the number 
of automatic devices for the mereury-are rectifier is eventually 
going to be reduced to fewer devices than required for the 
converter. 

Mr. Newbury brought out that the method of comparing 
the two efficiencies was not fair. I stated in my paper that this 
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method waa not exactly correct, But from the point of view of 
the operator we are concerned with the total efficiency we are 
getting from the two diferent types of equipment, and that is 
what we are getting from this chain of stations under the existing 
conditions, He brought out the point that a converter could be 
improved as to load factor and therefore the efficiency would be 
improved, If thatis feasible, yes, but in our case it is not feasible 
because the load demand on one of these machines perhaps goes 
much above 150 per cent and is of very short duration, It may 
last one, two, or three minutes, and perhaps about five or ten 
minutes an hour, and that accounts for the very low efficiency 
we are gotting out of the stations, The operator is interested 
in the efficiency he is getting out of his equipment under that 
condition, 

Rotary flashover was also mentioned, There are a number of 
rotaries that don’t flash over, We have about 22 rotaries, and 
they are subject to flashover in spite of all the protective devices 
used either with or without high-speed breakers, Up to this 
time the rectifier has done well. 

Mr, Withington stated that I am enthusiastic about the recti- 
fier, lam, From the experience we have had so far with the 
rectifier, | am very enthusiastic about it. 

Mr, Jamieson brought out the question of changing the anodes 
or similar maintenance work, and the number of hours before the 
rectifier ean be put back into operation. That is one thing 
that as I mentioned in my paper we are not able to tell anything 
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about at this time, and we should like to know ourselves what this 
is going to be. I feel as Mr. Jamieson does, that improvement 
can be made or will be made to the extent of eliminating some of 
the present difficulties with the rectifier and that the future 
rectifier will be superior to the converter in every detail. 

I was informed that one manufacturer is using a carbon anode 
to eliminate trouble with seals. 

With regard to the cooling trouble, it was mentioned by Mr. 
Herz that there have been cases of electrolysis. I believe there 
are more or less cases of electrolysis, although we have had no 
experience with bad effects from electrolysis. I feel as Mr. Herz 
does, that perhaps there are other methods of cooling. I believe 
perhaps oil would be the solution of electrolysis. 

In connection with auxiliary trouble, I mentioned in my paper 
that we had trouble in d-e. motor generator sets due to poor 
operation of the exciters, or commutators, which in turn would 
result in a shut-down in order to correct it. 

Another trouble was with the driving chain and motor on 
the water pumps. This was due to misjudgment of the amount 
of water necessary for cooling this particular rectifier. Using a 
high-speed motor to drive a pump would cause driving chain to 
jump off and result in a shut-down. 

A loose connection in the control circuit is one of the troubles 
typical of automatic control. Then there was trouble in a motor 
which was changed from a 3-phase induction motor to a single- 
phase motor. 


Synchronous Motors for Driving Steel Rolling 
Mills 


BY W. T. BERKSHIRE: 
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Synopsis.—It is the purpose of this paper briefly to discuss, 
from a practical standpoint, the application and design of synchro- 
nous motors for steel-mill main-roll drives, in an effort to show what 


RIVING main rolls of steel mills is universally 
recognized as very heavy duty. The loads are 
high, and are applied and relieved very suddenly. 

Consider the case of a motor driving a single stand, 
Fig. 1. Between passes it will run with only 5 per cent 
to 10 per cent load, due simply to mill friction. As the 
metal strikes the rolls the load jumps almost instantly to 
possibly 100 per cent or 150 per cent of normal, and is 
as suddenly reduced when the metal leaves. This 
happens several times a minute. If such a drive 
has been properly selected, several passes on each bloom 
or billet may require 150 per cent to 175 per cent normal 
load on the motor. The load is intermittent in char- 
acter, so that the motor is selected with the idea of 
permitting some of the passes to come up to these 
limits, so long as the r. m. s. value of the load is within 
the normal rating of the motor. If the heavier passes 
are of not more than three or four seconds duration a 
flywheel may be utilized to reduce the peak loads on 
the motor and power system. 


Fig. 1—Roxiine Mitt, Sinete Sranp 

With a mill having a train of several stands as in 
Fig. 2 or with a continuous mill as in Fig. 3, the drive is 
not subjected to quite as severe shocks as with a single 
stand, for it is apparent that as a piece of metal enters 
the mill the stands are filled in succession until all are 
full. The load increases to the maximum value in a 
number of steps, and is similarly reduced. 

The torque required to start a mill from rest is often 
quite high in comparison to the capacity of the driving 
motor. This is especially true in cold weather, as 
very heavy grease is used on the roll necks and pinions, 
and this becomes very hard at low temperatures. Mills 
used for cold rolling thin sheets, which operate with 
very high pressure between the rolls and consequently 
on the bearings, may require as much as 200 per cent 
of normal motor torque to break them loose. 
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their advantages and disadvantages are; where they should, and where 
they should not, be used; and what special precautions must be taken 
in the design of motors for thiz service. 


In addition to being able to start the mill, and carry 
heavy and sudden overloads, the drive must usually be 
capable of withstanding “plugging” in order to bring 
the mill quickly to a stop in case of a “cobble” or other 
mishap. Any piece of metal which fails to go through 
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the mill properly is termed a “cobble.” As soon as 
the operator sees that the steel is not going through as 
it should, he “plugs” the motor by disconnecting it 
from the line and then applying power with reversed 
phase rotation. After the mill stops, if the metal is 
not clear of all the stands, the portions between stands 
are cut out and then the motor must start the mill in 
the reverse direction to back out the pieces in the rolls. 

Considering these conditions which a main roll drive 
must meet, it is not remarkable that for nearly all 
constant-speed electric drives induction motors of the 
wound-rotor type have been used. This type of motor 
has excellent starting characteristics, will carry heavy 
overloads, and withstands much abuse. In common 
with all induction motors, however, its power factor is 
lagging, and very much so in low-speed machines. 
Now, the main rolls and lay-shafts on heavy mills do 
not run at high speeds, and it is often desirable to 
direct-connect the motor, so that there are now in 
service many low-speed motors, operating at low power 
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factors. As a matter of fact, one reason for the use of 
25-cycle power in numbers of steel plants is that low- 
speed 25-cycle motors have better power factor than 
the corresponding 60-cycle machines. The use of 
higher speed motors driving through reduction gears 
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25.) BERKSHIRE 
has helped the situation somewhat, but has still left 
much to he desired in the way of power factor 
improvement, 

Unquestionably the desire for a hetter operating 
power factor has been the chief factor in bringing the 
synchronous motor into consideration in steel mill 
service, It possesses, however, advantages other than 
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This motor has «4 greater continuous horsepower ating than any oer 
motor in industrial service 


its good power factor, as well as some disadvantages, 
and these will be brought out in the following detailed 
comparison of the characteristics of the two types of 
machines, 


FIELD OF APPLICATION OF SYNCHRONOUS Motor 


The field of application of the synchronous motor 
in main-roll service is limited to strictly constant-speed 
drives. This eliminates it from consideration on 
reversing mills, mille requiring flywheels, and milla 
needing adjustable speed, 

It is not as a rule advisable to attempt to apply it to 
any type of mill which may have to be started with 
metal in the rolls, such as a cold strip mill, nor to cold 
sheet milla, which have excessively high friction, Such 
mille may require at starting considerably more torque 
than is needed to carry their full load at full apeed, and 
unless the motor is sufficiently small in comparison to 
the power system so that it can be atarted at full voltage, 
difficulty may be experienced in getting started and 
synchronized, 

In connection with constant-speed continuous milla 
of the type shown in Fig, 8, looping mills aa illustrated 
in Vig, 2, and in fact, almost any constant-speed hot 
metal mill, the synchronous motor deserves very careful 
consideration, Wvery individual case must be studied 
very thoroughly to make certain that no misapplica- 
tions are made, Careful thought must be given not 
only to the full-load rating required, but also to the 
maximum torque that may be necessary to break the 
mill from rest under the moat adverse conditiona; to 
the maximum torque needed at pull-in; to the torque 
required to back out cobbles; to the maximum peak load 
that may be encountered; to the kv-a, demand that the 
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power system can stand without disturbance, while 
starting the motor; and last, but not least, to the charae- 
teristics that can be obtained in the motor, to determine 
whether it can meet the requirements. 


STARTING CHARACTERISTICS 

Practically the only reason synchronous motors have 
not been widely used on mill drives in the past is because 
their starting characteristics are not so desirable as 
those of the wound-rotor induction motor. For 100 
per cent kv-a, input the induction motor develops 
approximately 100 per cent rated torque at starting, 
whereas the synchronous motor will give from 30 per 
cent to 60 per cent starting torque with the same kv-a. 
input at a much lower power factor. However, the 
torque obtainable from a synchronous motor is ample 
to start most types of mills, and its other advantages 
make it the logical choice in many cases. 

By proper design, good starting torque character- 
istics, as shown in Figs, 6 and 6 can be obtained in mill 
type synchronous motors with a single squirrel-cage 
winding. he double squirrel-cage has, at times, been 
considered, but in each case it has been found that by 
the proper choice and distribution of materials in the 
bars and rings, the proper spacing of the bars with 
reapect to the stator slot pitch and the depth and width 
of the slots in the pole face over the bars, the torque 
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requirements have been amply met withasinglesquirrel- 
cage, In practically all cases it has been found possible 
to obtain more than sufficient torque to start and bring 
the mill to synehronous speed, or to even back out a 
cobble, with from 70 per cent to 100 per cent normal 
kvea. input. Unlike that of the squirrel-cage induction 
motor the squirrel-cage of the synchronous motor can 
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be changed in design at will, with a corresponding 
change in torque characteristics, without affecting the 
efficiency of the synchronous motor during its normal 
operation under load. 

The curves shown give the torque and kv-a. values 
with full voltage applied to the motor. In normal 
operation of course, these large motors are started at 
reduced voltage obtained from a suitable auto-trans- 
former. For example, the 6500-hp., 187-rev. per min. 
motor for which starting torque and kv-a. curves are 
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shown is regularly started on 32 per cent voltage. 
Since the starting torque and kv-a. input varies as the 
square of the voltage, it is apparent that under this 
condition the motor demands only 60 per cent of 
normal ky-a. and gives about 35 per cent of its normal 
torque. This has proved ample to start the mill under 
all conditions. Similarly, a 9000-hp., 107-rev. per 
min. motor is always started at 32 per cent voltage, 
giving 27 per cent of normal torque with 70 per cent 
normal ky-a. 

The “pull-in” torque, or the torque available at 


approximately 95 per cent synchronous speed before the . 


application of field, must of course be in excess of the 
mill friction at this speed, but can be considerably less 
than the starting torque, as the latter must overcome 
the “dead” friction of the mill, with the bearings 
practically dry. 

The fields of these motors are usually wound for 
250-volt excitation, and if the field were left open- 
circuited at starting the induced voltage across the 
rings, with 33 per cent normal voltage applied to the 
stator, would be from 5000 to 10,000 volts. In order to 
protect the operators from the induced field voltage it 
is the practise when starting, to close the field circuit 
through a discharge resistance. While this increases 
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the starting current and decreases the starting torque 
to some degree, it also increases the pull-in torque. 
The amount and capacity of this resistance to give the 
best torque characteristics can be determined by 
calculation. 

A synchronous motor may be plugged for a quick 
stop, by first opening the “forward” breaker and 
removing field, then closing the “reverse” breaker and 
connecting the motor to the starting tap of the auto- 
transformer. The current drawn when plugging is 
approximately 15 per cent more than the starting 
current, and the torque developed about 75 per cent of 
the torque at starting. 


MAXIMUM TORGUE 


A synchronous motor can be designed for fully as high 
maximum or pull-out torque as an induction motor and 
for steel mill service this pull-out torque varies from 
225 per cent to 300 per cent of normal full load running 
torque. The synchronous motor has the advantage 
that for any reduction in applied line voltage the pull- 
out torque decreases only in direct ratio to the voltage, 
whereas the torque of an induction motor decreases as 
the square of the voltage. Furthermore because of its 
better power factor, the synchronous motor helps to 
maintain the voltage at its terminals; consequently the 
drop in line voltage due to a given load is not likely to 
be so great as if an induction motor were used. 


Power FACTOR 


One of the most desirable features of the synchronous 
motor is its ability to improve the power factor of the 
system on which it operates.. It is usually designed to 
give a leading power factor at normal load, and will then 
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furnish a considerable amount of corrective kv-a. at all 
loads up to a considerable overload, as shown in 
Fig. 7. The low power factor of low-speed induction 
motors, particularly 60-cycle machines, has necessi- 
tated the use of reduction gears in some cases where for 
other reasons a direct drive would have been preferable. 
The use of synchronous motors permits direct drive 
with low-speed machines, operating at unity or leading 
power factor. 
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EFFICIENCY 


Two curves are shown, illustrating the very high 
efficiency obtained from large synchronous motors, 
both 25 and 60 cycles. The fact that approximately 
75 per cent efficiency is obtained at 5 per cent of normal 
load is quite noteworthy. 

The full-load efficiency of synchronous motors for 
steel mill service varies from 0.5 per cent to 2 per cent 
more than that of the corresponding induction motors. 
This better efficiency of course means some saving in 
power cost, 


OPERATING VOLTAGE 
Synchronous machines can very readily be built for 
any operating voltage up to and including 18,200. 
While a very few induction motors are operating at 
18,200 volts, it is better practise not to exceed 6600 volts 
on an induction motor, as the design becomes difficult 
and the machine expensive. 


Per cent Load 
Fig. S—Ermcencr or 9000-HP., 1.0-Powrer Factor, {107- 
Rey. Pex Mix., 6000-Vorr, 25-Cyrcre Syrnczronots Moror, 
FROM Test Data 


EXCITATION 


One disadvantage of the synchronous machine is that 
it requires a separate source of excitation, while the 
induction motor does not. On an important drive it 
is wise to employ an individual exciter, either direct 
connected or driven by a separate motor. The excita- 
tion voltage is always 250, so that as an emergency 
source the 250-volt d-c. power circuit which exists in 
all steel mills can be used. 


FLOOR SPACE 


The amount of floor space required by a synchronous 
motor is almost invariably less than that needed for an 
induction motor of the same rating. One reason for 
this is that it is the usual practise to make the motor 
base long enough so that the stator can be moved along 
the shaft a sufficient distance to make both rotor and 
Stator windings accessible for cleaning or repairs. 
The rotor of an induction motor is inherently somewhat 
longer than that of a synchronous motor, because of the 
space required for the end connections of the coils on 
the former, and this necessitates a greater space for 
movement of the stator. 
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The following table shows the relative base dimen- 
sions of the two types of motors, for several_different 
ratings: 

Floor Space 


Rating Synchronous Motor Induction Motor 
Rev. 


H.P. permin. Cycles Ft. In. Ft. In. 


Sq.ft. Ft. In. Ft. In. Sq.ft. 


9000 107 25 18 Ox 24 8 = 445 20 7x 25 O = 515 
6500 187 25 17 5215 7 = 272 16 7.x 19>+3 =319 
5000 100 60 13 2x 2111 = 288 16 8 x 23 11 = 398 
5000 240 60 18 S8x14 2 =195 14 0 x46 0 = 224 
5000 83 25 14 3x19 9 = 282 15 0x 20 O = 300 
1500 300 25 1010 x11 8 = 123 12 3x11 9 = 14 
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Fie. 9 —Erricrency oF 5000-H.P., 0.85-Powrr Facror, 240- 
Rey. Per Min., 2200-Votr, 60-Cyrcte Syncuronovus Moron 
From Test Data 


Fie. 10—Srator Frame FasricaTep FrRoM STEEL PLATES 


AND Bars 


SPEED CONTROL 


Control, or rather adjustment, of the speed of a syn- 
chronous motor in mill service is of course impractical, 
and its use must, therefore, be confined strictly to 
constant-speed mills. This fact also eliminates it 
from consideration on any so-called constant-speed 
mill on which a fiywheel is necessary, for to get any 
beneficial effect from the wheel the speed must vary 
inversely with the load. 

The fact that the motor runs at truly constant speed, 
except for what variation in frequency occurs on the 
system, is an advantage on some types of mills. For 
example, if the product from a continuous mill of the 
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type shown in Fig. 3 is cut into lengths by a flying 
shear, as it leaves the mill, the lengths will be more 
uniform if the mill speed is absolutely constant than if 
it varies slightly. 
Cost 

The cost of a synchronous motor, of the capacity used 
for main roll drives, complete with exciter and control, 
is usually less than that of a similarly rated induction 


Fie. 11—Partty Wounp Srator, SsHowrne MertTHop oF 


BrRacInG THE CoILs 


motor. For machines of medium capacities, speeds, and 
voltages, the differential is not great, but for large 
low-speed units, the synchronous machine i is consider- 
ably less expensive. 


RELIABILITY AND EASE OF REPAIR 

From the standpoint of reliability it can hardly be 
said that either type of motor has the advantage. A 
machine any more reliable than the well built mill-type 
induction motor has proved itself to be, would be 
difficult to find, but there is no reason why the syn- 
chronous motor should not have an equally good record 
in the years to come. 

As far as ease of repairing is concerned, the stators of 
the two machines are practically on a par. The coils 
of the synchronous motor are somewhat larger and 
heavier as a rule, but there are fewer of them. The 
rotor of a synchronous motor could probably be re- 
paired more quickly than that of an induction machine. 
The fact that the synchronous motor has a fairly large 
air-gap helps to facilitate the moving over of the stator 
for cleaning or repairs. 


CONSTRUCTION 

Obviously the details of design and construction 
described in the following paragraphs apply to motors 
built by the company with which the writers are 
associated. The practise of other manufacturers may 
differ in some respects. 

The mechanical and electrical construction of the 
mill-type synchronous motor is fully as sturdy and 
reliable as that of the mill-type induction motor. The 
quantity and kind of the materials used are such that 
all stresses are kept within a conservative minimum. 
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The stator frames of the earlier motors of this type 
areofcastiron. Those built within the past year anda 
half, however, are fabricated of steel plates securely 
welded together and braced to form an exceedingly 
strong and rigid structure. To the inner periphery of 
the frame are welded steel dovetailed keys. The core 
laminations are held on these keys and clamped be- 
tween heavy welded steel finger flanges. Air ducts are 
provided in the core and complete ventilation is further 
accomplished by the use of air-slide wedges. 

Because of the size and weight of the stator coils in 
these large motors they are insulated very carefully to 
protect them from mechanical injury. After ther 
assembly in the stator the end projections are securely 


' laced to insulated steel bracing rings which are sup- 


ported from the stator frame. The larger machines 
are supplied with resistance temperature detectors. 
The stator coils are liberally designed to safely take care 
of sudden overloads or the condition where the motor 
may be required to develop its maximum torque as an 
induction motor. 

The rotor spiders of the machines of smal] diameter 
are built up of laminations punched from heavy steel 
plates, those of larger diameter being of cast steel 
The laminated pole pieces are either dovetailed into 
the punched rotor or secured to the cast rotor by 
means of bolts screwed into steel keys imbedded in the 
pole pieces. 

The field windings are usually of edgewise-wound 
copper strip. Here again great care is given to the 
insulation between the turns of the winding, and of the 
coils as a whole from the pole pieces and rotor spider. 
One of the recent improvements in design consists in 
the addition of fins to the ends of the field coils which 
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are made by simply projecting every second or third 
turn during winding. These fins provide an increased 
area of radiating surface on the ends of the coils 
and have proved very effective in reducing ‘the field 
temperature. 

Since, at times, these motors may be required to 
develop their maximum torque as induction motors, 
considerable attention is given to the heat storage 
capacity of the amortisseur winding, the materials 
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used being such that their strength will be retained at 
high temperatures. The bars are silver soldered into 
the end-ring segments. The end-ring segments have 
bolted joints between poles so that each individual 
pole may be readily removed from the rotor without 
disturbing the others. 

The specially designed mill-type pedestals are 
securely bolted to both the base and foundation. They 
are equipped with babbitted thrust collars when this 
feature is desired. These pedestals are insulated from 


Fig. 13—Roror with LAMINATED SPIDER 

the base to eliminate the possibility of shaft currents. 
The spherical-seat, self-alining bearings may be 
equipped with temperature relays. A liberally designed 
ring oiling system insures ample lubrication but. in 
addition, provision is made so that flood lubrication 
may be applied. 

The base is provided with rollers under the carrier 
plates supporting the stator feet in order that the stator 
frame may be easily moved in a direction parallel to 
the shaft. The carrier plates are keyed to the base in 
order to maintain the alinement of the stator frame 
during this movement. 

Air heaters may be installed in the lower halves of the 
stator frames of these motors to prevent the possible 
accumulation of moisture. on the windings in case the 
mill is idle for.any considerable length of time. 


CONTROL 


A few main-roll synchronous motors are started 
at full voltage, but most of them are so large that 
such practise is not desirable because of the result- 
ing demand on the power system. Consequently, 
an auto-transformer is usually employed to give reduced 
voltage for starting. For some of the largest machines 
it has proved desirable to employ two reduced voltage 
steps in the starting operation, and to meet this con- 
dition the combination Korndorfer and reactor method 
illustrated diagramatically in Fig. 14 has been de- 
veloped. 

The sequence of operations for starting, stopping, or 
plugging the motor is initiated by the simple movement 
of the handle of a master switch placed near the mill, 
and the operation is completed automatically under the 
control of relays on the control panel. 
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We will assume that the motor is at rest and that the 
operator throws the handle of the master switch to the 
“forward’’.position. Oil circuit breaker A closes at 
once, establishing the neutral connection of the auto- 
transformer,—F follows immediately, connecting the 
line end of the auto-transformer to the line and 
thereby applying the first step of reduced voltage. to 
the motor. With this voltage the motor should start 
and gradually increase its speed. 

When it reaches a predetermined speed, usually from 
50 per cent to 75 per cent of synchronism, as indicated 
by the frequency obtained from a small pilot generator 
on the main motor, a relay operated in response to the 
frequency causes breaker A to open, and immediately 
thereafter breaker B closes. B connects the motor 
to the line through the reactor. The reactor is so 
proport’oned that the voltage drop across it at the time 
it is connected in. the circuit is sufficient to reduce the 
voltage at the motor to a value between the line voltage 
and that given by the auto-transformer tap. As the 
motor speed increases, the current will drop and the 
voltage at the motor terminals will rise. 

When the motor reaches approximately 95 per cent 
synchronous speed, as determined by a relay which 
operates only when the difference between the line 
frequency and the pilot generator frequency is 5 per 
cent or less, field excitation is applied, of sufficient value 
to give approximately unity power factor. This pulls 
the motor into step, and so reduces the current drawn 
by the motor through the reactor that the voltage at 
the motor terminals increases almost to the line value. 


A-c. Supply 
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Fie. 14—ELEemEentary DracrRam oF COMBINATION . 
Kornporrer AND Reactor Meruop or STarTING 
SyncHronous Morors 


Solenoid Operated 
Oil Circuit Breakers 


Sequence for Starting. 
All breakers open. 
1-Close A. 

2-Close F or R. 

Motor Starts. 

After Time Interval 
3- Open a. 

4-Close B. 

MGEOE reaches 95 per 


5 ety reduced field. 
& Close C. 

T-Increase Field. 
8-Open B. 


After a short-time interval, breaker. C closes, B 
opens, and the field excitation is automatically increased 
to the full value. 

It will be noted that at no time during the sequence 
of starting operations is the motor entirely disconnected 
from the line. Furthermore, owing to the use of the 
reactor, the transition from the second starting voltage 
to the line is made with extreme smoothness. 

Protection is provided against under-voltage, loss of 
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excitation, and failure to synchronize within a definite 
interval after the master switch is operated. 

The control equipment for a synchronous motor 
involves more oil circuit breakers than does that for 
an induction motor, but the latter requires a number 
of large contactors and resistors for its rotor circuit, 
with relays for controlling the same. Neither is 
especially complicated in installation or maintenance. 
So far as the mill operator is concerned, he simply 
moves the handle on one kind of master switch to start 
either type of motor. 


INSTALLATIONS 


A considerable number of synchronous motors is now ' 


installed or being built for main roll service. Those 
supplied by one manufacturer include the following: 

A 9000-hp., 107-rev. per min., 25-cycle, 6600-volt 
unit is driving a continuous sheet bar mill at the 
Cleveland plant of the Corrigan-McKinney = Steel 
Company. This motor has a higher continuous horse- 
power rating than any other motor in industrial service 
in this country. 

Two motors, one 6500-hp., 187-rev. per min. and the 
other 4000 hp., 83 rev. per min., 25 cycles, 6600 volts, 
form part of the drive of a continuous skelp mill at the 
Bethlehem Steel Company’s Sparrows Point plant. 

A 5000-hp., 240-rev. per min., 60-cycle, 2200-volt 
synchronous motor is being installed to drive a tube 
piercing mill at the Standard Seamless Tube Company’s 
plant at Economy, Pa. 

The Continental Steel Corporation, Kokomo, Indiana, 
has purchased a 5000-hp., 100-rev. per min., 60-cycle, 
2200-volt motor to be used in driving a continuous sheet 
bar mill. 

The Copperweld Steel Company of Glassport, Pa. 
will use three 60-cycle, 2300-volt synchronous motors, 
one 600-hp., 400-rev. per min., one 600-h. p., 514-rev. 
per min. and one 600-h. p., 900-rev. per min. to drive 
various merchant and rod mill stands. 

Two 400-hp., 720-rev. per min., 60-cycle, 4600-volt 
motors have been purchased by the Higgins Brass and 
Manufacturing Company, Detroit, Michigan, to drive 
brass and copper mills. 

Another manufacturer has built several synchronous 
motors for seamless tube mill service, some of them 
being for piercing mills and some for tube going mill 
drives. 

CONCLUSION 

The foregoing discussion, we believe, has made clear 
that the synchronous motor is a real competitor of the 
wound-rotor induction motor for some types of main 
roll service. The number of installations which have 
been made within a comparatively short space of time 
certainly proves this contention. The synchronous 
motor has certain definite advantages, such as better 
power factor, efficiencies, and cost, which make it very 
attractive. Its starting characteristics are not so good 
as those of the induction motor, but for many drives 
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they are sufficient and on eho mills it can often be 
used to advantage. 


It seems safe to predict the dele i increasing use of 
the synchronous motor in mill service, and with this 
prediction goes the hope that such motors will be 
applied, designed, and built only with a full knowledge of 
the demands of the load and the limitations of the 
motor. 


Discussion 


H. V. Putman: Mr. Berkshire classifies the application of 
synchronous motors to eold strip rolling mills as undesirable 
because of the high starting torque (usually 200 per cent) 
required. We already have one installation of a synchronous 
motor on a cold strip mill starting up under 200 per cent of 
normal torque and giving entire satisfaction. 

The principal problem in applications of this kind is to obtain 
the necessary starting torque with a reasonable inrush kv-a. 
Recent developments in synchronous motors indicate that it is 
possible to obtain these high values of starting torque with 
little more inrush ky-a. than would be required by a normal 
wound-rotor motor. 

As an example, we are now building a low-speed synchronous 
motor for driving a ball mill in a rock-erushing plant. This 
mill requires approximately 200 per cent starting torque and 
slightly over 100 per cent pull-in torque. This synchronous 
motor will deliver 200 per cent starting torque with about 
390 per cent inrush. In fact, the starting torque may be varied 
at will from about 160 per cent torque to 235 per cent, the inrush 
being almost proportional to the torque. The calculated pull- 
in torque is 125 per cent. 

Now this is almost as good torque per kv-a. as would be ob- 
tained from an ordinary slip-ring motor. While the slip-ring 
motor will give 100 per cent torque with 100 per cent kv-a. to 
get 200 per cent torque at starting it is necessary to reduce the 
resistance in the rotor cireuit so that its power factor is much 
poorer. Also, it should be remembered that the normal kvy-a. 
on which the per cent inrush is based, is figured on a power factor 
considerably less than unity, especially on low-speed machines. 
The slip-ring motor would therefore give 200 per cent starting 
torque with an inrush of about 350 per cent based on unity- 
power-factor kv-a. This is to be compared with the 390 per cent 
inrush for the special synchronous motor mentioned above. 
This leaves the slip-ring motor but little advantage for applica- 
tions requiring high starting torque. 

While some features of this new motor are still experimental, 
it may be said at this time that it is of the salient-pole construc- 
tion and has the high efficiency and low exciter capacity charac- 
teristic of machines of this type. 


In view of these recent developments, I think it is reasonable 
to predict that in the near future synchronous motors will be 
recommended and used for any constant-speed, non-reversing 
drive, regardless of the starting duty. 


There are two other points I should like to comment on: the 
matter of power factor and the construction of damper windings. 


I think most users of synchronous motors have the idea that 
unity-power-factor motors are cheaper than 80 per cent power- 
factor machines. This is ordinarily true, but it is not true of 
motors having a pull-out torque‘of between 250 per cent and 
300 per cent. An 80 per cent motor costs no more than a unity- 
power-factor motor when the pull-out torque is between these 
values. Invariably the electrical manufacturer prefers to supply 
the leading-power-factor machine because it has a lower mag- 
netizing current and hence better starting characteristics. 


‘Leading-power-factor motors are therefore to be recommended 


when high pull-out torque is required. When no corrective 
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kv-a, is required, then a 90 per cent power-factor machine 
represents a desirable compromise, 

The best damper winding, judged from its heat-storage 
capacity, is one in which the damper bars are buried in the pole 
iron for their entire length, no portion being left exposed to the 

air, This is because practically all the heat is generated in the 
damper bars. They have small heat capacity in themselves, 
but when buried in the iron of the pole face the iron conduets the 
heat away from the bars into the pole body, where there is 
unlimited capacity for storing it during the starting period, 

Experience shows that a portion of the damper bars exposed to 

the air is the first part to fail when a damper winding is allowed 

to burn out 3 

A 4000-hp, steel-mill motor now being built has a damper 
winding in which the bars are buried in the pole iron for their 
entire length, 

B. A. Behrend: The use of synchronous motors for the 
driving of rolling mills is certainly greatly to he commended, 
The synchronous motor is more robust and less liable to hreale 
down and, when in need of repair, such repair is more readily 
and easily made, Its overload margin can be made sat least 
equal to that of the induetion motor; its power factor can he 
made anything required, leading or lagging; its speed can he 
made low as there is not the same difficulty in taking care of a 
large number of poles which causes the low power factor of the 
induction motor, On this point the simple rule which I gave 
years ago (“The Induetion Motor,” its Theory and Design, now 
available in a new edition as “The Induetion Motor and Other 
Alternating-Current Motors,” MeGraw-fill Bool Co,, 1927) 
might be useful to the steel engineers who are not familiar with 
the design of electrical machinery, This rule is; Maximum 
Power Factor = 1:20 +1), where @ is the leakage coefficient 
which is proportional to the air gap multiplied by a constant 
dependent on design and divided hy the pole pitch, Wor 5000 
hp. at 100 rey, per min, and 60 cycles there are required 72 
poles which, with a rotor diameter of 15 ft,, corresponds to & 
pole pitch of about 8 in, Given an air-gap of 1/16 in., a leakage 
factor of about 0,08 results. Substituting this for 0 in our 
formulafor the power factor, we obtain (G08 P) maz =1:(1 +2 % 08) 
or 0.86. Such motors have been built and the small air-gapa 
have operated satisfactorily but that is a different story from 
recommending them when other solutions are available, Next, 
the synchronous motors are more readily wound for high voltage 
and the stator windings are more secure for the same voltage; 
there remain as the principal difficulties the starting torque and 
the hunting in regard to which the induction motor is superior, 

The starting torque of the synchronous motor could be 
raised by methods of pole face windings with resistance and 
slide rings but such motors have not been popular, a character- 
istic which appears to apply to most “‘combination’’ devices, 
There remains the alternative of employing clutches whieh 
allow easy starting and much will be done in this direction, 
There are in use abroad centrifugal pulleys or pulleys with 
centrifugal devices in them, which permit starting without load, 

Similar schemes will he used here as soon as the demand for 
them is going to be felt which will be in the immediate future, 

Thus there remains the characteristic of hunting which can 
be overcome readily by calculating the natural period of oscilla- 
tion of the synchronous motor at the excitations at whieh it 
operates and increasing or decreasing the mechanical inertia 
of the revolving parts so as to secure a coefficient of resonance 
which corresponds to a small increase in the amplitude of oscilla~ 
tion of the rotor, This assumes the knowledge of a period of 
forced oscillation which is not always capable of being estimated, 
Tt can be estimated in motors driving compressors, for instance, 
As the synchronous motor requires a powerful low-voltage 
winding on the rotor, this winding will act as a cireuit in which 
the energy of oscillation can be quickly dissipated thus leading 
to a rapid decay of the oscillation without causing disturbance 
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in the system, The summary favors preponderantly the syn~ — 
chronous motor over the induction motor for sowespeed low- 
starting torque, non-reversible applications, 

F.C. Hankers he following table gives practionlly a core 
plete list of synchronous motors of 400 hp, and above installed 
annually to drive various mills in the metal industry, 


Your ip, Units 
Ios HOD 1 
11% 14h J 
1924 100 4 
1924 14100 ie) 
1926 12000 4 
1027 27100 17 
W650 An 


The first maineroll electrie drive installed in the United States 
was put in service in 1905, and by the end of 1924 the total electric 
hp, on maineroll drives was approximately 1,454,600, of whieh 
3450 hp, was synchronous motors, Sines 1924 the total hp. 
of electric motors installed for driving rolling mille has inereased 
42 per cont and the synchronousemotor hp, has ineressed 1750 
per cent, At the present time the synchronous-motor hp. on 
rolling mills is approximately 60,000, practically all of whieh has 
heen placed in the last three years, 

A partial list of types of mills now being driven by synehronous 
motors follows: 

Jontinuous sheet bar and billet mill 

Continuous aleelp mill 

Piercing mill 

Tube rolling mill 

Tube rolling and sinking mill 

Merchant roughing mill 

Merchant finishing mill 

Cold sheet mill 

Copper rod mill 

Brass and copper sheet mill, 
In addition to the above, some smaller synchronous motors are 
being used for wire drawing, 


‘lwo or three of the above types are generally driven by wound 
rotor induction motora in connection with flywheels, By 
properly proportioning the synchronous motor a successful 
application can be made on these mills, omitting the flywheel 
and using synchronous motor drive, hia is, of course, only 
practical when the power system supplying the motor is of suffi- 
cient #iz6 that the mill peaks are not objectionable, as these peaks 
cannot be equalized if the synchronous motor is used, These 
peaks on the motor will inerease the r, m, s. value of the load so 
there is needed # somewhat larger synchronous motor, than if a 
type utilizing a flywheel were used, This is partly offset by the 
decreased friction and windage losses incident to the omission of 
the flywheel, 


It has heen stated that the coat of m steelemill synchronous 
motor is usually loss than a similarly rated induetion motor, 
Therefore, the fact that in some special casos a somewhat larger 
synchronous motor may be required to replace successfully a 
given size induction motor, does not seriously handicap the 
synchronousemotor installation from the coat standpoint, 

The moat recent application of a synchronous motor for rolling- 
mill service includes a 4000-hp,, 2200-volt, S-phase, 60-cyele, 
450-rev, per min, unit for driving a continuous billet-roughing 
mill, 

It would appear from the above that the author's prediction 
of a widely increasing use of synchronous motors in mill service 
is amply justified, 

B. G. Jamieson: 1 should like to know why, in a recent 
installation of a large steel mill in Chicago, on whieh I under- 
stand several large manufacturers were consulted, a slip-ring 
motor waa finally chosen, a 6000-hp, motor, 


: G. A. Chutters pouemranieatee alter adjournment) The 
of this paper state that the synchronous motor is not 
adaptable to drives requiring reversal or speed adjustments. 
_ They further limit the field of the synchronous motor to drives 
‘hot requiring a fly wheel, and exclude thia type of motor from 
certain applications where the metal is cold-worked and the 
_ thotors must be capable of starting under 200 per cent torque with 
metal in the rolls. Such drives are the cold strip mille and cold 
sheet mills. Approximately 90 per cent of the cold strip mills 
are driven by d-c, motors having « speed range of two-to-one, or 
greater. This speed range is necessary if the mill is to roll a 
, wide variety of products, and the synchronous motor is barred 
from this field on account of ite inability to supply this «peed 
range, as well as on account of the high inrush kv-a. incident to 
the starting torque required, 

In the case of the cold sheet mills there may be some possi- 


bility of applying the super-synchronous motor aa deseribed by~ 


Mr. Berkshire. This motor requires very little starting torque, 
consequently the stator may be brought up to speed with very 
small kv-a. inrush. The load is brought up to speed by applying 
& brake to the stator, «0 that a miniraum peak demand is made on 
the line. This motor has the disadvantage of being somewhat 
more expensive than the synchronous motor, and having, in 
addition to the usual control equipment, a stator brake. This 
motor has given « very satisfactory account of itself in the cement 
mills. 

Attention should not be diverted too much from the require- 
mente of the major part of the field in which the synchronous 
motor is the logical contender, to « relatively small part of the 
field where its choice is more questionable. In the major part 
of this field, as outlined by Messrs. Wirine and Berkshire, it is 
not so much what torque the synchronous motor will devdop at 
full voltage as the torque per kv-a. that the motor will develop, 
Load curves similar to that shown in Fig. 5 of this paper will be 
found very satisfactory for most of these applications. Without 
drawing more than 100 per cent kv-a. we can have a starting 
torque of 58 per cent on the 41.5 per cent voltage tap of the auto- 
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ctor! eal “pullin tongue of 01.8 por cont at 100 kv-a. 
on the 75.5 per cent voltage taps of the auto-tranatormer. These 
torques are satislactory and the motor may be connected to the 
line without exceeding 100 per cent kv-a. It will be noted 
from the data shown in Vig. 5 that the torque per ampere at 
starting is approximately in the ratio of 1 to 1.72. 

W. T. Berkshires | should like to corroborate Mr. Putman's 
statement regarding the cost of synchronous motors required to 
develop anything over 200 per cent pull-out torque. 

We have found it true, ala, that it coste no more to build an 
OS-—powerlactor machine than it does a unity-powerfactor 
machine to develop thie pull-out torque. This 9000-ho. motor 
to which I have referred wae built for unity power factor wholly 
because of the customer's wishes, The power factor in his plant 
waa very nearly unity and he did not want any leading power 
factor heeause it would mean just 26 much drain on his generat- 
ing system as if the power factor were lagging. 

in order to obtain the pull-ont torque on this machine, the 
alr gap wae 74 in. 

When speaking of machines required to devdop 200 per cent 
starting torque, I had in mind the ordinary, straight synchronous 
motor as we usually understand it, 

We have also built 2 number of smaller machines for eld 
strip and cold sheet mille of the euper-eynchronous motor type. 
In this type of machine, the stator revolves during the starting 
period. It is started ae an induction motor with the stator 
revolving, and after the stator comes to eynchronaous apeed. and 
excitation js applied with the rotor standing «till, the brake is 
applied to the outer periphery of the stator and the load gradually 
brought to speed. This machine, of course, can devdop the 
whole of ite pull-out torque throughout the whole of the starting 
of the load from initial start to synchronous speed, 

We have never tried to apply this machine to motors having a 
range of (000, ROOD, of POO-hp., but there ia no reason why it 
should not be done. Vor that reason, I don’t see why eventually 
we should not be allowed to drive old strip mille with the eyn- 
Chronous motor, 
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Synopsis.—This paper is a general description of the inter- 
connected power systems in the region surrounding and including 
Chicago as a center. The electrical energy generated in this region 
in 1926 was over 4,000,000,000 kw-hr. and the combined generating 
capacity of the three largest companies was 1,340,000 kw. The 


HE design of any electricity supply system should 
be coordinated with the geographical, industrial 
and social character of the community which it 

serves. The electricity supply systems of the Chicago 
territory are in a rather unusual position in this respect 
because of the potential resources, both industrial and 
commercial, of the territory served. Chicago, due 
to its location, has been since the beginning in an 
excellent position to command an enormous growth. 
Being near the center of a great agricultural district 
with coal, ore, lime-stone, and other deposits close at 
hand, with excellent transportation facilities both by 
rail and water, it is not surprising that it has grown 
from a village of 4500 people in 1840 to a city with a 
population of 2,700,000 at the time of the last official 
census and now estimated at 3,700,000. The Chicago 
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Regional Planning Association estimates that by 1980 
there will be a population of 4,891,600 within a radius 
of approximately 50 mi. of Chicago. 

This industrial and commercial activity has created 
a demand for electric power which has been met by 
what has been called ‘‘the greatest pool of power in the 
world.’”’ According to the U. 8S. Geological Survey 
73,791,064,000 kw-hr. of electrical energy were 
generated in 1926 by utility companies in the United 
States and 4,128,455,000 kw-hr. or 5.6 per cent were 
produced in the Chicago region. 

The principal companies serving this area are as 

1, Electrical Engineer, Public Service Company of Northern 
Tllinois. 


Presented at the Regional Meeting of District No. 6, of the 
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paper outlines important features of major stations and trans- 
mission and distribution systems and gives plans for the future 
developments. It also explains the contract for interchange of 


energy among the three largest companies. 
* * * * * 


follows: Commonwealth Edison Company, Public Ser- 
vice Company of Northern Illinois, Northern Indiana 
Public Service Company, and Illinois Power & Light 
Corporation. The combined load of the three larger 
Companies, namely, the Commonwealth Edison Com- 
pany, the Public Service Company of Northern Illinois 
and the Northern Indiana Public Service Company 
all of which are operated by the same interests has 
shown a growth in the last decade as shown in 
Fig. 1, the maximum load being below 400,000 kw. at 
the beginning of 1916 and being slightly above 1,000,000 
kw. at the peak load period in 1926. 

The stations of these three companies with their 
present capacities are shown in the following tabulation: 


PRESENT GENERATING STATION CAPACITIES IN THE 
OHICAGO REGION 


Commonwealth Edison Company 


Orawford Avenue Station............. 324,000 kw. 
Oalumet Station: .s..1+ 109 side saps 187,500 
Fisk Street Station, sss svoveu ay terete 230,000 
Northwest Stations: :.c..s0e.00 sens 165,000 
Quarry Stroet Station......... 0.6000 84,000 
WNEIBCOLIPDGOUS''s..0:i%0:0 ni nieletsiass is waie'd als ve 65,060 
1,055,560 kw. 
Public Service Company of Northern Illinois 
‘Warkewat. isch sce vlan alae uemteetaters 110,000 kw 
TOMO s,s sssoraniasotaraiets Mraecont ates ores tala 50,000 
Blue Island. 5 sccprs sens sea epieiee 43,000 
IMISCOLIATIOOIN a ic5.0%e his hiy.is ie es ene 34,790 
237,790 kw. 
Northern Indiana Public Service Company 
Bast Chicago; 535 sastaies aes path aieate oles 26,400 kw. 
WiiscollaneOus ss, 5.5sa.0'1siotsd arta opin a 20,425 
46,825 kw. 
GRAND! TOTAL: cs it soups 1,340,175 kw. 


GENERATING CAPAOITIES TO BE ADDED IN THE NEXT TWO 


YEARS 
1028: (Orawford Avenues. .s5:0 ces ccines seek 100,000 kw 
1928 Powerton (Partly for use of Chicago 
FRORILON) 5: niaceis sive ein wip sega ain y ial we 52,000 kw 
1020 .. State Line: vi .stirsehiswr nano nmre 200,000 kw 


The Crawford Avenue Station with a capacity of 
824,000 kw. is at present the largest station in the 
region and is capable of being developed to perhaps 
three quarters of a million kilowatts provided there is a 
certainty as to the amount of condensing water that 
can be depended upon from the Drainage Canal. A 
view of the turbine room of this station is shown in 
Fig. 2. 

Another large generating station is the Calumet 
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Station located on the Calumet River having a capacity 
of 187,500 kw. which is already utilizing about all 
available water in the Calumet River and has conse- 
quently reached its ultimate capacity. Other large 
stations in Chicago are the Northwest Station, the 
Fisk Street Station, and the Quarry Street Station which 
are older stations and on account of water conditions 
and property limitations can only be increased in size 
by the replacement of present units with more efficient 
units of larger size. 

The main outlying stations are at Waukegan and 
Joliet with present capacities of 110,000 kw. and 50,000 
kw. respectively. The site at Waukegan is capable of 
development to approximately 1,000,000 kw. The 
site at Joliet is capable of similar development providing 
the condensing water available from the Drainage 
Canal is not limited as mentioned in connection with 
the Crawford Avenue Station. 

As to future generating stations which will furnish 
energy to the Chicago region two large ones are already 


Fic. 2—Turpine Room, Crawrorp AVENUE STATION 


under construction, namely the Powerton Station 
located southwest of Peoria near Pekin on the Illinois 
River and the State Line Station on Lake Michigan at 
the Illinois-Indiana State Line. Property has been 
acquired in Michigan City and also at a location south- 
west of Chicago on the Drainage Canal for the con- 
struction of future generating stations but it has not 
been definitely announced when construction will 
begin at either of these points. The Powerton Station is 
rather unique in that it is jointly owned by four com- 
panies which are the Central Illinois Public Service 
Company, the Illinois Power and Light Corporation, 
the Public Service Company of Northern Illinois, and the 
Commonwealth Edison Company. These companies 
have pooled their comparatively small requirements in 
the immediate vicinity and are erecting this modern 
efficient station. The first unit with a capacity of 
52,000 kw. is scheduled for completion during the sum- 
mer of 1928. In connection with this project a 132,000- 
volt transmission line is now being built from Joliet 
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through Oglesby and Kewanee to the Powerton Station 
for interconnection with the Chicago pool. 

_ With regard to the State Line Station, the tract of 
land procured is adequate and plans are being made for 
a station with an ultimate capacity of a million kw. 
or more. This station is to be owned jointly 
by the Commonwealth Edison Company, the Public 
Service Company of Northern Illinois, the Northern 
Indiana Public Service Company, and the Middle West 


1.000 Kw, Aux. Generator 
veo 


62,000 Kw. Generator 
(9) 76,000 Kw, 
oy Genera 


Fig. 3—Unir No. 1, Statn Linn Pownr Station 


Utilities Company. The first unit, scheduled for 
completion in 1929, is to have a capacity of 200,000 kw. 
and will consist of three turbo generator sets each having 
a capacity of approximately one-third of the total 
arranged as shown in Fig. 3. Steam at 650 lb. pressure 
is admitted to a single high pressure turbine which 
exhausts into two identical low-pressure turbines each 
taking half of this exhaust steam. 

In the design of this unit, means are provided where- 


Fig. 4—Bus anp Freeper Connecrions, 1929 Srare Linu 
STATION 


by any one of the three turbines may be taken out of 
service and the other two continued in operation thus 
overcoming the common objection from an operating 
standpoint of such a large capacity being contained in 
one unit. At present five such units of 200,000 kw. 
each are planned for this station with suitable trans- 
mission facilities for carrying away the energy. Con- 
trast with these units, the 30,000-kw. units which were 
installed at the Calumet Station as late as 1921, which 
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were then the largest ever built for this territory. 

The electrical installation also is rather unusual in 
that the generator bus will be completely out of doors 
and entirely enclosed by metal so that no physical 
contact can be made with any live parts. Fig. 4 shows 
the schematic arrangement of the bus which is a double 
ring bus divided into three sections, one generator 
supplying each section with suitable reactors and oil 
circuit breakers between sections. It is so laid out that 
as future generators are added one additional bus sec- 
tion will be placed in the ring for each additional 
generator. The generator voltage and consequently 
the bus voltage for this station is to be 22,000-volts 
which is somewhat higher than ordinary practise. 
The station is designed purely as a generating station 
and the energy will all be transmitted away in large 
quantities either at 33,000, 66,000, or 182,000 volts. No 
line busses are provided, transformers being installed 
integral with each individual line. 

Another unusual! electrical installation is to be found 
at Waukegan in the 12,000-volt “iron-clad”’ switchgear 
used in connection with the recently installed 50,000- 
kw. (58,825 kv-a.) unit. Although equipment of this 
type has previously been used in connection with lower 
voltage bus work at several substations in the Public 
Service Company territory, the Waukegan installation 
isthefirst used in a generating station in this country in 
connection with such a large capacity. The largest 
switches are rated at 1,500,000 kv-a. interrupting 
capacity and 8000 ampere carrying capacity. This 


Fie. 5—Iron-Ciap SwircHGraR ON GENERATING Bus, 
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installation which is indoors completely encloses in 
metal all of the bus work and switching equipment and 
thus reduces the hazard to operators in coming in con- 
tact with live parts as well as providing several other 
important advantages. This apparatus is very com- 
pact thus simplifying the building requirements both 
at the time of installation and at times when it is neces- 
sary to make additions or increase capacity. It is 
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shipped in units or groups of units with practically all 
wiring, taping, and adjustments completed-in the 
factory where workmanship and labor costs are natu- 
rally more favorable than in the field. Fig. 5 showsa 
view of this equipment. 

In general this matter of switching equipment is 
becoming quite serious especially as to interrupting 
capacities. It@would seem that the development of 
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high interrupting capacity switch gear has not kept 
pace with the growth of the business and consequently 
the requirements of the supply companies. The result 
has been that the supply companies have quite often 
been forced to make costly changes in structures as well 
as retire comparatively new equipment due to radical 
changes in design on the part of the manufacturers or 
unsatisfactory performance of equipment. 

The transmission system in the Chicago region has 
had a very interesting development. Practically all 
of the stations have been interconnected. Within 
Chicago the system has developed from one 2250-volt 
transmission line in 1897 to the network of 12-kv. and 
66-kv. underground cable of today. The outlying 
stations are either connected with each other or with 
the Chicago stations by means of a 132-kv. net-work 
with an auxiliary 33-kv. system. Fig. 6 shows the 
system as it will appear in 1928. It is to be noted that 
superpower interconnections have already been made 
with neighboring companies on practically all sides. 

The transmission of large blocks of power through 
densely populated areas will soon require the extensive 
use of high-voltage underground cables. A move in 
this direction is to be noted in the six mi. of 132-kv. 
underground line connecting the Northwest Station 
in Chicago with the overhead transmission line from 
Waukegan at the city limits. This line consists of three 
single-conductor, hollow-core, oil-filled cables with a 
capacity of 90,000 kv-a. and has been in satisfactory 
operation since June of this year. 

In this same connection there is still room for im- 
provement in the design of overhead transmission lines, 
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especially in regard to mitigating the effects of lightning. 
Considerable progress in this respect however has been 
made during the last few years by the use of ground 
wires, arc-controlling devices, and the lowering of the 
plane of the conductors. The following tabulation 
summarizes the experience with ground wires in this 
territory: 


EFFECT OF GROUND WIRE ON 132-KV. OVERHEAD LINE 


INTERRUPTIONS CAUSED BY LIGHTNING 
Line Interruptions 
Length 
; No. Location miles 1924 1925 1926 
1. Waukegan—Niles Center..| 27.5 28* 20* 14* 
2. Waukegan—Northwest 
SGAUMON ar dtaceics.slev ee 31.1 
3. Waukegan—Kenosha..... 20.7 
4, Joliet—Chicago Heights...| 29.8 9 29 
5. Chicago Heights—108th St} 14.4 7F 7T 
6. 108th Street—Aetna...... 26.7 o7t Ott 
TERN TA Saat ce ocicis' % 150.2 28 36 50 


*Equipped with arcing-rings. 

$13.8 mi. equipped with arcing rings. 

tGround wire installed over circuit. 

qGround wire installed over circuit on opposite side of tower. 

The improvement brought about by the use of ground 
wires is conspicuously evidenced in the case of lines No. 
1 and No. 4 where the ground wires were installed after 
some experience without them. 

I wish now to refer to the “interchange energy con- 
tract” between the Commonwealth Edison Company, 
tthe Public Service Company of Northern Illinois, and 
the Northern Indiana Public Service Company by 
means of which an equitable interchange of energy and 
capacity is obtained. The capacity of all three com- 
panies is placed in a so-called ‘power pool” from which 
each company may draw in order to supply its load. 
The principal purpose of the arrangement is to enable 
the entire load of the three companies to be carried by 
the most efficient generators regardless of their owner- 
ship, leaving the less efficient to carry the peaks and to 
act as reserve. The energy is paid for by each con- 
suming company at various rates depending upon the 
stations from which the energy is. supplied. The 
investment charges are taken care of on a basis of 
demand and capacity illustrated by the following 
typical example. The figures given in the following 
tabulation show the generating capacity and previous 
maximum load for each company as of December 31, 
1926, one of the monthly billing dates. The total 
generating capacity of 1,199,500 kw. is allotted to the 
three companies in the ratio of their previous individual 
maximum demands shown in the second column. 


Previous Demand at 
Generating maximum time of 
capacity demand system max. 
12-31-26 12-31-26 12-15-26 


Commonwealth Edison Co.| 965,000kw.| 864,300 kw. 


Public Service Co. of Nor. 
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The company actually owning generating capacity, 
shown in the first column, in excess of its allotment 
receives the carrying charge on this excess from the 
other two companies which own less than their allot- 
ments. A limit of 20 per cent reserve on the total sys- 
tem is set up beyond which no credit is given. 

I now wish to refer briefly to studies of the trans- 
mission network which are being made in the Chicago 
region. A plan has been adopted wherein the entire 
region including the City of Chicago has been divided 
into areas for distribution purposes. All the energy 
for each of these areas is to be supplied from one 
source. This source may be a generating station or a 
large or major distribution center receiving its supply 
over either 66,000 or 132,000-volt transmission lines. 
The energy is to be distributed at 33,000 or 12,000 volts 
from this main source to the various substations in the 
area for re-distribution. The substations In one area 
will not, in general, be connected to those of another 
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Fig. 7—Proposep 33,000-Vo_t AREA TRANSMISSION SysTEMs 
Public Service Company of Northern Illinois, North Part of Territory 


area although some emergency ties may be needed 
which will normally be operated open. With this 
system, the relay problem will be materially simplified 
and trouble may be more easily segregated than with 
the system in use at present wherein the various sub- 
stations are connected to several sources. The duty on 
oil circuit breakers will also be considerably reduced. 
Fig. 7 shows the proposed scheme applied to a part of 
the territory of the Public Service Company of Northern 
Illinois. The high-voltage transmission lines supplying 
the major distribution centers are not shown. The 
groups of radiating loops from the major distribution 
centers conspicuously define the respective areas. 

Fig. 6 shows two such major distribution centers 
planned for Chicago located at Washington Park and 
Humboldt Park to be supplied at 66,000 volts and 
scheduled for completion in 1923 and 1929 respectively. 
They are in addition to those already established at the 
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various Chicago generating stations. By 1928 the area 
surrounding Chicago will have several similar major 
distribution centers other than the generating stations, 
the most important of which will be located at Niles 
Center, Bellwood, Chicago Heights, Aetna, Michigan 
City, Oglesby, and Kewanee. 

Transportation in the Chicago Region accounts for 
a considerable part of the demand for electrical energy. 
Of the 1,040,100 kw. total system demand which 
occurred December 15 of last year nearly 350,000 kw. 
was supplied to the electric railways in and around 
Chicago. The first and only steam road in this region 
to electrify is the Illinois Central Railroad which com- 
pleted the electrification of its suburban service in 
June of last year. This customer’s maximum demand 
to date has been 22,864 kw. The railroad operates its 
ears at 1500-volts direct current supplied by seven 
substations, five of which are owned by the Common- 
wealth Edison Company and two by the Public Service 
Company of Northern Illimois. The conversion to 
direct current is accomplished in some cases by mercury 
are rectifiers and in others by units of two 750-volt 
rotary converters in series. Fig. 8 shows the Vollmer 
Road Substation at Flossmoor, installed by the Public 
Service Company of Northern Illinois for supplying 
this railroad and the ight and power business in that 
vicinity. This particular substation was thought of 
interest inasmuch as it is located in a residential terri- 
tory and in order to harmonize with the developments 
in that region a building of Spanish design which 
should not detract from the general surroundings was 
erected. The first impression might be that such a 
design is expensive but if the architect is ingenious in 
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the use of materials this need not be so. In fact the 
cost per cubic foot of content of this particular sub- 
station, was practically the same as that of another 
substation erected at the same time following the 
ordinary type of construction. 

Fig. 9 shows the Glen Ellyn Substation supplying 
direct current to the Chicago, Aurora, & Elgin Railroad 
where harmonizing architecture. was used again. 

In this presentation I have tried to point out the 
problems existing in this region with the idea of bring- 
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ing them to the attention of engineers generally as these 
problems are not peculiar to this locality but are being 
encountered in similar metropolitan areas. Engineers 
connected with power developments in such regions 
should be on the alert to so carry on system design that 
future demands may be met at reasonable cost and bias 
a minimum of obsolescence. 

It may be regarded by some as highly optimistic but 
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it is not inconceivable that sometime in the future the 
dictates of our customers may make intolerable the 
voltage dips and momentary interruptions due to 
lightning discharges and emergencies, the elimination 
of which we are prone to regard as insurmountable. 
It is to such problems that I commend the energy of 
the engineer for scientific study in order that the quality 
of service we render may continue to improve and that 
our system may be competent to meet the require- 
ments of the public which are rightfully becoming 
more exacting year by year. 


_ Discussion 

H. B. Gear: One of the subjects which we have just heard 
discussed is one which has been a large factor in the development 
of electricity supply in Chicago. I refer to the interchange 
energy contract, which is in effect between these companies. 

The unification of the power supply in the Chicago district 
did not become effective until the details of this contract were 
worked out. The effect of this contract is to permit these eom- 
panies to work together in the development of their physical 
plant almost as if they were owned and managed by one company. 

Before such a contract was in effect, each company tried to 
plan for its own reserve capacity and its own generating stations 
without great regard to the requirement or reserve capacity 
of = neighbors. 

Jnder the operation of this contract no company proceeds to 
a any generating capacity without the knowledge of the 
other companies, and whatever is done anywhere within the 
district is done in view of the total reserve requirements of all the 
three companies in this district. 

This, of course, makes it necessary that there be transmission- 
line capacity between the stations having reserve capacity and 
thase having no reserve or a deficiency in capacity, in order that 
the large units installed at points where there is not enough 
demand to load them may be made available at those points 
where there is more demand than there is capacity to supply it. 

This interchange arrangement is perhaps the most important 
feature described in Mr. Williams’ paper. 
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ZL. Slecist: 14 seems to me that the problems mm connection 
with a regional development of power epeem satarally divide 
themscdves inte two dass One might be called the phyvicall 
problems and the other the outrectual. 

So far, my own observation kas teen that the physival prev 
Jems ave the'Guupler. I feed that we are still im the nfaary of thie 
sort of development and there ie 2 great deal we fe dome- Ome 


various points phasedinplarement sovipment. 

the present time I don't believe there have berm any develop 
ments along thes ues. Hopweser, it appears that thas protien 
wil be taken care o_ 

With regard w the eoutractual problem. there are wc many 
phases of the superpower contract problem tw be worked ont 
While great strides have teem made at only here but m other 
parts of the country im connection with the working oxi of <on- 
tracts, 1 thank that it is a matter to which the enemects ehomlt 
devote considerable thought « that advantage may be taken of 
thear detailed knowledge of the problems that eo wR power- 
Station and trameniesies operatat. 

Taking up another subject. I should lke w refer wo Fig 1 of 
Mr Wiliams pape I thask ome of the very Inepeortant thoes 
bromght out im that Seure ic the daret cert of 2 superpower 
eystens on the amount of capital that is tied up me reserve capac- 
ity- The lower curse giving the rewrve capacity dhews that 


heramse we know mow what will be dome im that geriwi—the carve 
is almost Gat. Im other words, thie curse Tinstestes the fee 


One thang is that with the developmen: of this large mumher of 
imtercomme+ting Imes WE May oT reads 2 lanai ae to how 
far we may EO 

Mir. Willisaes am Bis paper made a statement that the develop 
ment of suite gear is not laxping pare with the development of 

This statement 23 promt is quite true Gera with 


gti pment of the nad & mouet caerT- Tine pestiem 
Gat ceaches us im the metropolitan azcas where we hore lonpe 
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by short Imes. Aa Mr. Willtame mentioned, 

we have well over 10000 kw. in Chicago, and the devdop- 

ment of ewitech gear to imterrept this current is no sample 
PIERO. 

There remain two wiationt. One of them ix to separate the 


size of ewitels gear due to the merease im capacity. To my mind, 
the <ccond sclstion requires the development of asystem wherein 
the fant current may be differentiated from the load current. 

In the higher-voltage interronnections which we are just now 


have utmant eontidence that they could develop this gear, bat I 
doubt very much if we would be able to pay for it and consider 


panies should begin to consider the effect of the fault current om 
the operation of the eystens at a whole If you cam get the fants 
off 2 large interconnected systems, sich as im the Chicage region, 
im ax@fetentiz short time to prevent the phase divplacement 

generating station of generating unit, then you cam 
eontzmae to supply the nad without interruption. With the 
ortaary cunditions we have today you have to mterrupt the 
faait enerex om the onder of @.2 sex. to avoid a displacement that 


2 LM. Bevclers of that capacity are available m those 


states, that there it am economic inasst you can afford to pat inte 
<tohime devi 
Tou cannet continue to inerease the generating capacity and 
te resubtant energy im the fanit and still expect your present 
interrupting equipment to care tne the more severe service. 
BL. Wallies: The company with which I am asoriated 
makes i o peactior unt to parallel its 122kv. limes divectiy- 


om Kmniting the amount of power that may be developed im the 
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case of a fault and of reducing the duty on the circuit breakers 
which have to interrupt this fault. 

B. M. Jones: The remark someone made about the details of 
the contract for interconnections was brought out very clearly 
in our company a year or six months ago. 

We had a tie with the West Penn Power Company, our neigh- 
bor, and six months or so later we tied in with another company. 
The second tie was purely to carry a block of load, the plan being 
for one company to shift the load to the other company and not 
actually to tie in. 

After the tie was made we found it would be advantageous 

etually to operate tied in together. It quickly developed that 
the second company we tied to was being penalized very severely 
due to the energy that flowed through its system to the next 
system and circulated back, a triangle of interconnection, and it 
involved such an amount of money that we couldn’t tie together. 
We had actually to transfer the load. 

When we first went into this second contract nobody had any 
idea that it would be worth while to tie together, and it just 
brings out the fact that the details of the contract must be 
watched very closely and all possible conditions anticipated. 

E. C. Williams: Considerable comment has been made relative 
to awkward situations which have arisen due to the lack of 
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coordination between the power contracts and the engineering 
principles which really dictate thé operation of networks. The 
development of these superpower networks has been so rapid 
that all of the fundamental characteristics have not been readily 
recognized. It is the duty of the engineer to appreciate these 
characteristics and familiarize those people who negotiate these 
contracts with the importance of such coordination. 

The temptation to temporize with the oil-circuit-breaker 
problem by resorting to breaking up the network into smaller 
networks and arranging transformers so as to increase the im- 
pedance of the circuit, is quite natural. However, the develop- 
ment is still quite young and it may be rather early to start such 
temporizing. If the development continues at the present rate in 
a few years we will face the same problems in the smaller pieces 
of the present network which we now face in the main network 
itself. It also must be recognized that the breaking up of any 
network brings with it certain operating disadvantages and inter- 
ference with the free flow of energy which may affect the division 
of load between stations and perhaps the cost of production. 
As in all engineering problems it will no doubt be necessary to 
effect a compromise but in doing so the engineer should realize 
the limitations of such compromises and be prepared to take the 
necessary step in the development when it comes. 


The Hall High-Speed Recorder 


BY E. M. TINGLEY: 
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Synopsis.—A new form of oscillograph for recording fault 
currents and their voltage disturbing effects in electric power systems 


INTRODUCTION 


| ee histories of electrical disturbances in the exten- 
sive 60-cycle, 12,000-volt systems of the Com- 

monwealth Edison Company have been written 
during the last few months by the high-speed recorder 
developed by Chester I. Hall. The object of this paper 
is to describe the application of the device and the 
records obtained with only a limited reference to the 
details of its construction. 


DESCRIPTION OF RECORDER 


This instrument is a form of oscillograph for tracing 
continuously the maximum values of current and volt- 
age during system fault conditions. Sturdy construc- 
tion makes it suitable for application in generating 
stations and substations. It seems to be the only 
‘instrument yet developed for this class of service. 
Its performance lies between that of the standard 
oscillographs and the switchboard curve-drawing meters 
with speed-up attachments. 

The measuring element or meter is of the saturated 
magnetic-vane type, having a natural period of vibra- 
tion sufficiently high to attain full deflection always in 
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is described. Representative records are analyzed and sue applt« 
cations of the instrument are suanepied. 


the same direction in each half cycle of current 
measured, and the motion is practically dead beat. 
The envelop of the maximum deflections is therefore 
a measure of current or voltage. 


Four meters, three for voltage and one for current, 
are inclosed in a light-tight case, and the records are 
made on a flat stationary, 11-in. by 14-in., superspeed 
photographic film. 

The optical system consists of an automobile lamp 
with reflectors and lenses for concentrating light beams 
on the mirrors of the oscillating systems from which 
they are reflected to a movable plane mirror, which in 
turn reflects them to the photographic film. The plane 
mirror traverses the light beams across the film, giving 
a time scale to the records of 1 in. per sec. The travers- 
ing mirror is operated by a phonograph spring motor 
through suitable gearing. 

A starting relay, dry batteries for the lamp, trans- 
formers for the current and voltage meters, and alarm 
and signal circuits complete the installation. 


Under fault conditions, the relay connects the mea- 
suring elements to their transformers, lights the lamp, 
and starts the light-traversing mirror. The starting 
operations require 1/10 sec. or less. At the end of the 
record, which continues for 10 sec., the measuring 
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elements are disconnected from their operating circuits, 
the lamp is extinguished, and the alarm is sounded. 


APPLICATION 


The Hall recorders as applied to the Commonwealth 
Edison system are installed in generating stations. 
They are started by fault currents to ground, and they 
measure this current and the three-phase voltages to 
ground. As faults invariably go to ground, the maxi- 
mum information is obtained from a minimum number 
of recording elements. 


The Commonwealth Edison 60-cycle, 12,000-volt 
system consists of four large separate systems, Craw- 
ford, Calumet, Fisk, and Northwest. Each unit 
system consists of a generating station with radial 
distribution cables to the substations. The neutral 
of one generator in each station is grounded through a 
3-ohm resistor which limits ground-fault currents to 
about 2000 amperes. There are several hundred miles 
of 3-conductor cables in each 12,000-volt distribu- 
tion system with only a few short overhead or open 
lines. 

The generating stations are usually coupled only 
through their transformer lines so that a ground fault 
in one system does not cause ground current in another 
system. However, Fisk and Crawford are occasion- 
ally conductively coupled at 12,000 volts, and with this 
condition a fault causes neutral current at both generat- 
ing stations. 

The relays were first adjusted to trip with 125- 
amperes neutral current, but so many transient currents 
of undiscoverable origin operated the recorders without 
leaving a record that all the relays were readjusted to 
trip with 400 amperes. Transient currents were prob- 
ably caused by synchronizing operations or the starting 
of transformers or motors. 

The rather high condensive coupling to earth by the 
cables of the distribution systems may possibly be 
responsible for some of the neutral transients. 

More than 100 records have been obtained, but only a 
few representative forms can be shown and described. 
They are necessarily a “‘behind-the-scenes” view of some 
of the accidents and failures incident to the operation 
of a great power system. However, very few of the 
failures recorded interrupted service. 

The following paragraphs describe the faults recorded 
on the records shown in the corresponding illustrations. 


REcorp No. 20, CRAWFORD STATION 


Lightning on an overhead line started this fault. 
The B-phase was first affected after which the arc 
extended to the other phases in an irregular manner. 
The short period of zero neutral current may have been 
due either to the effect of a three-phase arc or to the 
momentary complete extinguishment of the arc. The 
opening of two circuit breakers, indications of which are 


TINGLEY: THE HALL HIGH-SPEED RECORDER 


253 


lost in the arc irregularities, relieved the system of this 
fault. 

The excessive voltage disturbances shown are with 
respect to ground only. The delta or phase-to-phase 
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voltage at the generating station is affected only 
slightly. 

The disturbance pattern is characteristic of a long 
flaming arc in air. 


RECORD No. 27, CRAWFORD STATION 


" This is an unusual case of two simultaneous single- 
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phase failures to ground on separate cable lines. One 
failure by distortion of the system voltage with respect 
to ground precipitated the second failure and four 
circuit-breaker openings were required to clear the two 
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faults. Note that there are seven different steps in the 
neutral ground current. One of these is probably due 
to arc variations. 


The first failure is on the A-phase and the second on 
C-phase. The abrupt increase of current at the begin- 
ning of the second fault is characteristic, as practically 
all records show that cable faults attain high current 
values very quickly. 

The horizontal lines and patterns within the records 
are due to multiple reflections in the optical system. 
The vertical bands are caused by slight irregularities in 
the gears which drive the mirror that traverses the light 
beams. 

A small allowance in the time scale is made for the 
starting time of the recorder. 


Recorp No. 32, CRAWFORD STATION 


A three-phase cable fault produced this diagram 
and inspection of the burned cable indicated that the 
fault probably started between two phase conductors 
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and burned some time before going to ground, as the 
small time and small ground current indicated by the 
record do not account for the extent of cable burning. 
Zero value of neutral current during the first second of 
the record may be due either to a three-phase arc, or 
to the entire extinguishment of the arc. The fault was 
cleared by the operation of two oil circuit breakers, the 
effects of which are lost in the irregularities of the 
currents. 


RECORD No. 34, CRAWFORD STATION 


This record started with a C-phase cable fault to 
ground which extended to A-phase after 6.71 sec. The 
circuit-breaker relays were slow to respond to the 
ground-fault current, but the fault was quickly cleared 
by three circuit breakers after it developed to include 
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another phase. As there are indicated only two steps 
in the neutral current reduction and three circuit 
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breakers operated, it seems that two breaker openings 
were simultaneous. 
REcoRD No. 35, CRAWFORD STATION 

This is a usual fault to ground in one phase of a cable 
that was relieved by two circuit-breaker openings. The 
rounded corners in the current cut-off may indicate 
arcing within the circuit breaker. That the A-phase 
only is involved in the fault is shown by the reduction 
of the voltage of that phase to ground, and the increase 
of voltage on the other two-phases. This may be other- 
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wise expressed as the displacement of the neutral 
point within the delta or as the tendency of the pipe 
voltage diagram to stand on one corner. 
Record No. 38, CRAWFORD STATION 

This record was made when system voltage was 
applied to a faulty cable. It is usual to make a ground 
test on a faulty cable by applying full system voltage 
on each phase singly by closing the disconnect and then 
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closing the oil circuit breaker. In this case, the circuit. 
breaker was closed twice on the faulty phase, B, possibly 
through the defective action of the circuit breaker. 
Uniform closing and opening speeds in the circuit 
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breaker are indicated in both cases. This is an ex- 
ample of the way in which the Hall recorders furnish 
checks on the condition of apparatus and on its correct 
operation. 


REcoRD No. 43, CRAWFORD STATION 
This trouble was caused by the leakage of brine on 
transformer bushings in an ice plant. Four bushings 
broke down. Two circuit-breaker operations were 
required to relieve this fault which may have extended 
beyond the 10-sec. limit of the recorder. The fault 
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seems to have started with small ares on all three-phases 
and then ceased entirely, after which it concentrated 
on the B-phase and then on the C-phase. The irregu- 
larities in current and voltage are those of long ares in 
air. 
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REcorD No. 13, CALUMET STATION 

The steady current effect of the single-phase fault ' 
in the cable is again shown. The first and greatest 
reduction of fault current is caused by the opening of 
the circuit breaker at the generating station and the . 
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final interruption is at the substation end of the cable. 
The fault current burned one cable conductor entirely 
in two. Small oscillations on B-phase voltage indicate 
that some synchronous apparatus may have been dis- 
turbed at the time the first breaker opened. 


ReEcorD No. 19, Fisk STATION 


This most remarkable record of the series shows two 
cable failures and a generator winding failure, all to 
ground. In addition, there are three oil circuit breaker 


RECORD No.I9. FISK ST. STATION 
UNIT No. 13. 7-15-27. 2:00 A.M. 
9070 AMPS + CURRENT 
}+——3.8 Sec. ————+| 


7840V. 


A@VOLTS TO GEN. + 


ds 


B # VOLTS T0 GEN. + 


7590V. 


C¢ VOLTS TO GEN. + 


operations and the opening of the generator-field circuit 
breaker, and the resultant dying down of the generator 
voltage. In this particular installation, the voltage is 
measured to the generator neutral and not to ground; 


consequently, the voltage distortion registered is small. 
It is possible to determine the time sequence of only 
a few of the events. The record started with a high 
neutral current due to B-phase cable fault, as the volt- 
age on this phase islow. After about three seconds the 
C-phase was involved. The resulting voltage dis- 
turbance caused the generator winding to break down, 
which was quickly cleared through the action of the 
balanced differential relays. 'The relays also opened 
the generator-field circuit breaker and the generator 
voltage died down. ‘The fault persisted on the B- and 
C-phases of the generator as indicated by thelow voltage 
on these phases, and the higher voltage on the A-phase. | 


STARTING CHARACTERISTICS 


In the generating stations as the recorders are started 
by neutral ground currents, a fault between phases 
does not start the recorder until shortly after it develops 
into a ground fault. Important parts of some faults 
are therefore lost. It has seemed impracticable to 
arrange a relay for starting on excess phase currents, 
as ground-fault currents are usually small and become 
lost in the load currents. Also, it is impracticable to 
start a recorder in generating stations by phase voltage 
reduction, as this is usually small. Starting on neutral 
ground current is the best compromise that can be 
effected. 

It has been proposed to install recorders in some sub- 
stations where the effects of voltage disturbances are 
important. A quick start may be made here on voltage 
reduction between phases, where it is important, but 
there will be no response to phase-to-ground distortions 
such as are measured at thegenerators. More complete 
information will be obtained through two sets of records, 
one at the generating station and one at the substation, 

Records are frequently lost through the improper 
handling of the film holders and two separate sources 
of records furnish a good insurance against complete 
loss in important cases. 

USE IN TESTING 

Recently during oil circuit breaker testing, the 
recorders were found very valuable in measuring effects 
of the test currents on the system. The long time scale 
allowed the starting of the instruments through tele- 
phone orders just before the test currents were applied. 
There were, therefore, no lost intervals such as occur in 
automatic starting. Both generator and substation 
voltage disturbances were accurately measured. Such 
information is very valuable where synchronous 
apparatus or induction motors having no-voltage 
releases are liable to be shaken off the system due to 


momentary voltage reductions because of testing or 
fault currents. 


GENERAL COMMENTS REGARDING RECORDS 


Records are not used to locate or identify system 
faults. This is better done by methods that were 
used before the recorders were available. Faults are 
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located, inspected, and repaired long before the films 
are collected and developed. Usually there is a good 
agreement between the Hall records and inspection 
reports regarding the phases affected and other details 
so far as they may be interpreted. Normal faults to 
ground in cables and resulting breaker operations are 
rather uniform in performance. Departure from a 
normal characteristic calls for explanation regarding 
circuit-breaker relay operation, and in this way the 
records are of great value in checking the operating 
condition of such apparatus. 

The effectiveness of the isolated-phase principle in 
generator station design has been fully demonstrated 
and recorded. On one occasion a single-phase arc to 
ground on the Crawford bus burned for 214 min. 
without affecting service. Thefirstfour seconds of fault 
produced a record at Fisk Street through a temporary 
12,000-volt’ tie. The remainder was obtained from 
the speed-up charts. 


Discussion 

C. I. Walls The figure in this paper ‘‘Record No. 438, Craw- 
ford Ave, Station,” is one of the most interesting records. It 
shows such extreme changes of energy conditions that it must 
be quite obvious that sueh variations will set up high-speed 
transients and cause real difficulty in a central-station system. 

Mr. Tingley indicated one factor which is of great interest, 
namely, the total time lag of the relay to get into complete 
operation after the occurrence of a fault, 

The starting operation really consists of two parts: first, the 
operation of the high-speed relay, and, second, illumination of 
the light source. The time lag of the high-speed relay, of course, 
varies with the percentage of load above the critical value for 
which it is set. These loads vary but in the average case we 
have found that they are in the order of 500 to 1000 per cent of 
the setting of the critical value of the high-speed relay. At 500 
per cent load on a 60-cyele system it requires 1.5 cycles to get the 
mochanism connected to the line. Then the time lag of the 
optical system is 2 cycles. ‘This gives a total of 3.5 cycles. 
At 2000 per cent load the total time is about 2.8 eyeles. 


This device in constructed in other forms to meet special 
conditions. In one form the film moves upon the occurrence 
of the first short circuit for 10 see. and then stops provided the 
short circuit has been opened, but is in condition to restart the 
instant another fault occurs, and so on, for a total of four. On 
the other hand, if the fault continues over the period of 10 see., 
then the record will continue and give a total of 50 or 60 see. 
of record, 


Other forms have been constructed in which the chart is 
stationary, giving merely maximum values. 


B. G. Jamieson: This materialization of a device which tells 
of these transiont or semi-transient conditions characterized as 
faults is of the highest order of importance because it provides 
a medium for an inner discernment of the mechanism of cable 
breakdowns at least during the period between their inception 
and their retirement from the system. 


The point T want to make has not been stressed this morning, 
and is the real point of reference in which our interest is centered. 
We have said, and Mr. Hall has just said very cautiously, that 
we needn't expect, or we are not justified in expecting a device 
which anticipates a fault. Perhaps we don’t need it. But we 
should like to know what happens from the instant (if that word 
applies) of the development of the fault. I think Mr. Hall 
really knows how that could be accomplished; that is, how the 
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time lag of the device, which was not emphasized but which 
is very vital in the operation of this instrument, can be controlled. 
Whether he does or not, it seems to me that the great value of 
this device as now constructed lies in the fact that it shows not 
only the data the author gave, but it shows the impotence of 
relay systems of the conventional order which are unable to 
function during the fault inceptions, considering the responsi- 
bility that is centered upon them in the development of our 
interconnected systems. 

The idea of having a fault developed and prolonged for from 
eight to ten see. with all protective apparatus absolutely helpless, 
taking no cognizance of it, seems almost ridiculous. It isn’t that 
we want to anticipate the fault, but what we want is action in 
that incipient period and before fault current reaches a magni- 
tude and a rate of propagation that is beyond the power of 
interrupting devices built or that can be built to cope with it. 

What we need is a relay which will take cognizance of that 
fault in its incipiency. Our problem will be intensified by the 
prospect of oil-filled cables. If we are going to have oil-filled 
cables and we attempt to handle faults in this incipient period, 
I don’t know how we are going to find the faults after we retire 
the eable. Perhaps someone can tell us that, but in any event 
it must be apparent that we now have within our grasp a device 
that enables us to concentrate on that important function of 
retirement of a faulty member before conventional types of 
relays wake up to the fact that there is trouble. 

F.C. Hanker: The need of recording equipment that would 
function during transient disturbances on a power system has 
long been recognized. Operating companies have been badly 
handicapped by the lack of information regarding the sequence of 
disturbances, the values of power surges, the voltage and current 
conditions during faults that has made it impossible for the 
engineers to analyze conditions and apply remedial measures 
to prevent a recurrence of similar difficulties. It is encouraging 
to find a number of systems are equipping important stations 
with oscillograph equipment that will furnish records of tran- 
sients occurring during normal operating conditions. 

Mr. Tingley has outlined his experience with one type of 
recorder and shown the value to the operating company of this 
sort of record. I eannot let his statement that this is the only 
instrument yet developed for this class of service go unchallenged. 

There has been installed on the system of the Southern 
California Edison Company a number of automatic recording 
instruments for over two years. These include 3-element 
oseillographs, single-element oscillographs, or osisos, special 
reflecting-type high-speed average wattmeters both single and 
polyphase, and high-speed dynamometer-type graphic meters. 
A report of the results from these devices was presented before 
the Pacific Coast Convention, A. I. E. E., held at Del Monte 
in September, 1927. 

When it is recognized that these instruments have been 
in serviee under the control of the operating organization for 
@ period in excess of two years and that during that time not 
a single oscillograph element has been burned out, we feel we 
are amply justified in maintaining that this class of equipment 
is sufficiently rugged for practical operating conditions. I 
feel that a considerable amount of prejudice to the use of oscillo- 
graph equipment was due to the early experience with the original 
instruments using an arc lamp as the illuminant. I can well 
recall personal experience with such equipment in the field 
where practically laboratory experience was necessary to secure 
satisfactory records. 

These conditions, however, have been changed as a result of 
the development of the portable type of oscillograph with 
improved galvanometers and incandescent lamps as the illu- 
minant. This development has made the automatic use of this 
instrument possible. ‘ 

The analytical studies on power system operation initiated by 
the Westinghouse engineers in 1921 led to a number of shop and 
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field tests. It was early recognized that records of power 
surges were absolutely essential to give us the fundamental 
data necessary in our analytical studies. This led to the attempt 
to obtain records by modifying existing types of graphical 
instruments. The natural period of the electro-mechanical 
oscillations of the ordinary power system varies from 14 see, 
to 114 sec. depending on the size of the system and conditions 
of load so that it was felt that satisfactory results could be secured 
by improving existing types of equipment. We were able to 
obtain time constants of approximately 1/10 see. with these 
modified devices but at the expense of a very considerable input 
to the coils. 


It may be of interest to review the progress of the development 


of these devices as the need for them was indicated during the 
various field tests that were made to investigate the operation 


' of power systems. 


In the first series of tests made on the Pacific Gas & Electric 
system in May, 1924, an attempt was made to obtain informa- 
tion on the power oscillations by carrying static tests to the 
limit and recording the readings of the ordinary meters that 
were available. In addition oscillograph records were taken of 
current and voltage conditions. The second series of tests was 
made in January, 1925, during which records were taken of 
staged short circuits. Oscillograph records of current and 
voltage were taken and in addition the experimental dyna- 
mometer-type graphic meter previously mentioned was used. 
In an effort to analyze the power surges the oscillograph records 
were enlarged on a screen and the energy oscillations calculated. 
Tt was found in this analysis that the application of the usual 
form factor to current and voltage waves did not check with the 
analytical work by some 30 per cent. This led to a further 
study of the records and it was found that the wave distortions 
of current and voltage during the transient period were so great 
that it was necessary to integrate the actual wave forms to get 
reasonable comparisons between test and calculated results. 


The next step in the development of recording equipment was 
during the tests made on the same system in June, 1925, where 
reflecting type average wattmeters both single phase and poly- 
phase, having time constants of 1/20 see. were used. By the use 
of the optical system considerably greater magnification of 
angular deflection could be obtained so that usable records with 
permissible volt-ampere burden were possible. 


It was following these tests that the recording equipment was 
installed on the system of the Southern California Edison 
Company for the purpose of securing records during actual 
operation. The staged tests made on the system of the Pacific 
Gas and Electric Company gave very important data that was 
extremely useful in substantiating the analytical work previously 
carried on. It was recognized, however, that it would be de- 
sirable to obtain records under actual operating conditions on a 
system and it was for this purpose that the installations on 
the more important generating and substations of the Edison 
Company were made. The results of two years’ experience were 
presented before the Institute in September, 1927, as mentioned 
previously, and the value of this type of apparatus as an aid in 
analyzing system operation is evident by the installation of 
9-element oscillographs arranged for automatic operation in the 
new Long Beach generating station. It is also the intention to 
install similar equipment at the new high-tension substation 
under construction. 

In the last series of field tests made on the Pacific Gas system 
in June, 1926, a still further development in watt-oscillographs 
was used. This was the single-phase instantaneous type galva- 
nometer using the bi-filar element for voltage and substituting an 
electromagnet wound for current for the permanent magnet. 
These devices have been used in numerous other field tests and 
have proved their value. Using the standard suspension these 
elements have a natural period of 4000 cycles per sec. so that 
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they are of sufficient sensitivity to record the more important 
harmonics that might affect the results. It was recognized 
that the polyphase element of this type was desirable during the 
transients in order that the polyphase oscillations could be 
recorded. Under unsymmetrical short circuits without using 
any sequence network the record of the single-phase element 
could not be utilized directly. This difficulty is overcome by 
the development of the polyphase instantaneous element. 

The use of the oscillographic type of equipment enabled 
us to record accurately the results even with greatly distorted 
wave forms that occur during transient operation. 

In conclusion I feel that the operating companies should 
cooperate to a greater extent in the installation of recording 
devices as information of this character is necessary for the 
engineers to analyze fully the operation of the larger and more 
complicated power systems. We have been able to operate 
satisfactorily in the past where systems were comparatively 
simple and the requirements for continuity of operation were not 
so rigid. With the great extensions of the interconnections and 
the increasing size of systems it is necessary to make every effort 
to keep down the plant investment so that a reasonable return 
on the capital is possible. This makes it necessary to operate 
the facilities at more nearly their limits so that it is much more 
important to know just what these limitations are in order to 
determine the factors of safety that are permissible. The 
conditions now existing in the Great Lake region where you 
have great concentration of power in such a small area will soon 
spread to other parts of the country, making it of increasing 
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importance to have a fuller’ understanding of the operation 
of a system under fault conditions. 

Herman Halperin: In connection with Mr. Nagntaec? 8 
discussion of a device in combination with a switch to cause 
the switch to disconnect faulty apparatus before the failure 
current becomes too large, which, I presume, would be at least 
a few hundred amperes, he stated that there might be consider- 
able difficulty in locating the failure in an oil-filled cable when 
only such a small fault current was allowed to flow. 

Experience with testing 132-ky. oil-filled cables in our labora- 
tory indicates that there should be no great trouble in locating 
such faults. In an accelerated life test on oil-filled cable a failure 
occurred in the cable but did not burn a hold through the sheath. 
It is estimated that the failure current (furnished by the testing 
transformer) was only 35 amperes and that it flowed for 0.3 sec. 

In order to reduce suitably the fault for location, it was neces- 
sary to go up to only 185 kv. with a d-c. kenotron cable-testing 
outfit at Northwest Station. The reducing current used was 
only 0.2 ampere. This outfit, however, is rated at 400 ky. and 
may be reconnected to supply 2 amperes at 50 kv. For field 
conditions, where the fault would cause a hole through the 
sheath of the cable, oil would flow through the fault out of the 
cable. For such conditions it may be necessary for final fault 
reduction also to use a d-c. supply of 1000 to 9000 volts and with a 
current capacity of 6 to 15 amperes to carbonize properly 
the fault in order that it may be readily located by the ordinary 
methods. Nevertheless, it does not appear that there will be 
any great difficulty in the location of such failures. 


-—" 


BY L. N. CRICHTON: 


‘ Member. A. 1 E. E. 


Synopsis.—This paper is a compilation of many of the new 
methods for rday protection required by superpower interconnec- 
tions. The ideas have been obiained from various sources and 
represen’ good present day practise. The general requirements 
jor such interconnections are mentioned with particular reference 
to protection agains phaseto-phase shori circuits in those cases 
where the short-cirewit current, under certain system conditions, 
as less than the full-toad current under other conditions. The 
clearing of accidental grounds is discussed and a new study of 
residual currents on systems of different types is given. 


interconnection of large power systems requires 
special treatment of its protective relay installa- 
tion in order to secure proper automatic section- 
‘alizng. This is particularly true of extra high-voltage 
interconnections which have their transformer neutrals 
grounded at all stations. Such systems are not 
numerous, but they are important and their number is 
increasing. In any such relay installation it is im- 
portant to adopt protective methods which not only 
are suitable for the immediate requirement but which 
will be applicable to future revisions and extensions. 
Interconnections between large power units impose 
more strenuous demands on the relay protective equip- 
ment than do individual systems, even those of a large 
size. The problem is different and in some ways more 
difficult. 
RELAY REQUIREMENTS 

The most important requirement is that all faults be 
cleared quickly. This prevents unnecessary burning of 
eonductors and equipment, but primarily, such quick 
clearance will minimize the possibility of the system 
becoming unstable. Therefore the securing of dis- 
crimination by means of time limit relays is not desirable 
although it may sometimes be necessary or convenient. 

The complete installation must allow -fiexibility of 
system operation. Perfect protection should be pos- 
sible when any line or piece of equipment is cut out of 
service and, what is more difficult, protection should be 
obtained without change in relay adjustment when a 
large unit of power is entirely removed. 

_ he initial relay imstallation should permit un- 
limited extension and revision of the power system. 

It should operate satisfactorily on the lines forming 
the interconnection between the systems without re- 
quiring too great a change in the relay protection 
already installed on the individual systems which are 
being united. 

1. Both of the Westinghouse Elec. & Mfg. Co., East Pitte- 
burgh, Pa. 

Presented at the Regional Meeting of District No. 5 of the 
AI. E. E., Chicago, Ii, Nov. 28-20, 1927. 
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study indicates the usefulness of certain inverse time limit relays 
on systems having dead grounded power transformer neutrals at 
all switching stations. Bus protection and “‘back-up” methods 
are described. 

Some of the new relays which have been developed, or improve- 
ments which have been made to older types in order that the new 
demands may be met, are described; and there is illustrated a typical 
relay installation similar to that now being placed in service on a 
220-ke. interconnection. 


It must protect against “bus faults.” High-voltage 
switching stations have become so elaborate that the 
possibility of trouble on the bus bars or on the station 
equipment is as great as that of a number of miles of 
transmission lines. 

It must provide “back-up” protection; by this is 
meant that trouble should be cleared from the system, 
possibly with some little delay, even though the circuit 
breaker which would ordinarily clear such trouble 
should fail to operate. Some types of relays will 
operate in this manner by means of their inherent 
characteristics, but other types require the use of 
additional relays. For simplicity it is desirable that 
protection against bus faults and back-up protection be 
obtained by the same means, thus making unnecessary 
the use of complicated differential schemes commonly 
used for bus protection. 

It is desirable to eliminate the use of high-voltage 
potential transformers so far as possible, not only 
because of their expense, but also because of the hazard 
which they, themselves, introduce in the system. 

Economy in the relay system is desirable, but because 
high-voltage lines and equipment are inherently 
expensive, if such a procedure results in eliminating 
more expensive high-voltage equipment the best 
over-all economy may be obtained by adopting an 
expensive relay system. 

Types of Relays Considered. In order to satisfy the 
needs of recent interconnections, a number of new 
methods of using the conventional types of relays have 
been developed and entirely new relays have been 
designed; namely: 

For protection against short circuits, 

1. Low-current range impedance relay (type C Z). 
2. Fault detecting over-current and undervoltage 
relays. 

For protection against grounds, 

3. Definite time, directional relay with phase 
compensation in the potential circuit (type 
C R). 
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4. Definite time, current directional relay (type 
CRC). 
5. Inverse time, current directional relay (type 
CWC). 


6. Inverse time, directional relay with phase 
compensation in the potential cireuit. (type 
C W). 

The use of these new methods and devices will be 
described herein with only brief references to methods 
which are already in common use. , 

PROTECTION AGAINST PHASE-TO-PHASE FAULTS 

General Conditions. The nature of a high-voltage 
interconnection system is such as to make difficult any 
application of relay equipment which will satisfy the 
demands previously enumerated. The purpose of an 
interconnection is usually to permit the exchange of 
power, and any number of causes may necessitate 
periodic changes in location of connected generating 
capacity. These changes may occur daily due to load 


conditions, or seasonally due to change in available - 


generating capacity. This results in a change in 
magnitude of fault current, due not only to the varia- 
tion in total connected generating capacity, but also to 
the change in location of this capacity. Thus, at some 
points on the system, it is quite conceivable that 
fault currents which should cause relay operation 
may be smaller under some conditions than the maxi- 
mum load current under other conditions. 

The interconnecting system is usually composed of 
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long high-voltage transmission lines capable of trans- 
mitting relatively large blocks of power. The high 
load capacity of these lines reduces the number of 
parallel lines necessary, thus making protection diffi- 
cult. Also, the expense of substations or switching 
stations is high and their number is therefore corre- 
spondingly reduced. To reduce expense, the system 
may adopt the form of a triangle, or loop, only one of a 
pair of lines may be carried through a substation, or 
different routes may be followed by the various lines. 


CRICHTON AND GRAVES: RELAY PROTECTION 


Transactions A. I. EB. E. 


In addition to these difficulties, later extensions inva- 
riably tend to complicate relay protection. 

Pilot Wire Protection. To clear faults in the mini- 
mum time, theoretically, the best solution probably 
lies in the use of differential bus protection and pilot 
wire line protection. Fig. 1 illustrates a pilot wire 
scheme which has several advantages. This is a circu- 
lating current scheme and the burden imposed on the 
current transformers is quite low. In this method, 
open circuits on pilot wires put the relay in an operative 


Fig. 2—Tripping-CurRENT CHARACTERISTICS FOR SELECTIVE 
DirrEREntTIAL ReLays 


Relay No. 1 Fig. 3 operates on Curve A 
Relay No. 2 Fig. 3 operates on Curve B 
Relay set on 3-ampere tap 


condition for faults either external or internal to the 
section. This scheme is novel, in that four balancing 
resistors are used instead of three, with the result that 
balanced conditions are maintained irrespective of 
whether a through fault is phase-to-phase or phase-to- 
ground. This permits the use of ground relays having 
a low-current setting, thus increasing the sensitivity 
of the protection. However, for applications where 
ground fault protection is not desired, the ground 
relays (but not the balancing resistors, R,), may be 
omitted. If the ten-to-one ratio insulating current 
transformers be used, this protection may be applied 
to lines of great length because of the effective low 
impedance of the pilot wires. For shorter lines, where 
the pilot wire impedance is low, the insulating current 
transformers may be omitted unless they are required 
for protection against high voltages. With insulating 
current transformers of the ratio shown, the balancing 
resistors R;, R., and Ry should each be equal to 1/200 
of Z, the pilot wire impedance, plus the impedance of 
the insulating current transformers; but the neutral 
balancing resistor, R,, should be equal to 1/200Z 
only. 

The characteristics of the type C D selective differen- 
tial relay as shown in Fig. 2 are quite suited to this 
application. Its design is such that, with a fault ina 
section protected by this pilot wire scheme, the breaker 
through which the maximum current is flowing will 
operate on curve A and that through which the mini- 
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mum current is flowing will operate on curve B. Asa 
result, that breaker which has the least tendency to 
trip is operating on the most sensitive characteristic 
of the relay. 

Although the pilot wire scheme of protection ap- 
proaches very closely the ideal, the difficulty of instal- 
ling and maintaining pilot wires prevents its use on all 
but the shortest transmission lines. The periodic 
tests, which are essential to all protective equipment, 
are rather intricate on this scheme. Another objec- 
tion to this scheme is found in that additional relays 
must be installed for back-up protection. 

Carrier Current Protection. In order to overcome the 
disadvantages of using pilot wires, effort has been made 
to use the transmission lines as pilot wires by super- 
imposing on them high-frequency potentials or currents, 
as is customary for carrier-current telephony. The 
advantages of this scheme over the pilot wire scheme 
lies in the fact that no additional wires are necessary. 
For protecting transmission lines by means of super- 
imposed high frequency there are two general methods 
which correspond fairly well with the standard pilot 
wire scheme. In one scheme, radio frequency currents 
are used, produced by a separate generator at each end 
of each section of line. The generator is connected to 
the current transformer on the power line in such a way 
that the emission of impulses is controlled by the 
direction and amount of the line current. Reception 
of the impulses at the other end of the line is controlled 
by the current transformer at that end and the complete 
arrangements are such that the radio relays will permit 
the breakers at each end of a line to be tripped when- 
ever the power current flows into the section from both 
ends. The actual tripping is done by over-current or 
directional relays of the conventional type. In order 
to keep the high-frequency current in its own section 
of line a tuned reactor is placed between each power 
conductor and the bus bars. 


Another scheme makes use of a lower frequency, 
say from 500 to 2000 cycles, generated by several small 
three-phase generators located at various points on 
the system, the high-frequency potential being super- 
imposed on the main power supply. This superimposed 
frequency is high enough so that very little of it will 
leak through the power apparatus because of its high 
impedance to the high frequency. When a fault occurs, 
the nearest high-frequency generators cause a heavy 
current to flow and operate high-frequency over-current 
relays at each end of the faulty line. The distant 
relays will not be operated because the impedance of 
the system to such high frequencies keeps the current 
down to a small value. In many cases it is necessary 
to put a small reactance in each end of a section of line 
in order to make sure that the current in the good 
sections will be kept small. 

Both of the high-frequency schemes have features 
which appeal to the protection engineer, and it is quite 
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likely that as experience is gained in their operation, 
they will become popular. 

Bus Protection. When either a pilot-wire or a carrier- 
current scheme is used, some form of bus protection 
must be applied. Many engineers hesitate about 
installing differential protection where many bushing- 
type current transformers must be connected in parallel. 
Heel-and-toe switches connected in the current trans- 
former leads and operated by the breaker are sometimes 
used under such conditions, but are generally considered 
as a hazard and therefore to be avoided if possible. 

To overcome these objections and the complex con- 
nections of the standard bus differential, protection is 
often provided against phase-to-ground faults only. 
One means of doing this is by grounding the tower 
structure through current transformers. The current 
transformer secondaries are connected in parallel and 
operate a relay toclearthe bus, It is not necessary that 
any special precautions be taken to isolate the tower 
from ground since the relay may be set to operate on 
only a portion of the total fault current. 

This scheme may be amplified so as to isolate portions 
of the tower structure (electrically) from others, ground- 
ing each separately and thus permitting the isolation 
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of only the faulty section of the bus. The insulation 
required between tower sections for this application 
need be only for low-voltage, or rather in the nature of 
high resistance. 

Parallel Line Protection. The desirable character- 
istics of the selective differential relay (as shown in 
Fig. 2), makes it suitable for protection of parallel 
lines provided there is a source of feed at each end. 
When the operating currents through the relay coils 
are in the same direction, as shown in Fig. 3 by relay 
No 1, the indications are that the fault is near the 
other end of the line and the relay operates on the least 
sensitive characteristic, as shown in curve A of Fig. 2. 
When the currents through the relays are in opposite 
directions, as indicated by relay No. 2 in Fig. 3, the 
indications are that the fault is close to that particular 
relay. This relay then operates on the sensitive 
characteristic shown in curve B, thus permitting of the 
relay being installed at stations where only a small 
amount of feed-back is available. If the relay opera- 
tion is not simultaneous, the opening of a breaker by 
one.set of relays then permits the other set of relays 
to operate on the more sensitive characteristic curve. 

During conditions of single-line operation, the differ- 
ential relay is usually inoperative, and some form of 
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back-up relay is essential. The application of differ- 
ential relays is therefore usually made in conjunction 
with back-up over-current or directional over-current 
relays, the differential relays being inoperative during 
conditions of single-line operation. The back-up relays 
also furnish protection against bus faults. Therefore, 
balanced protection on parallel feeders approaches the 
protection afforded by pilot wires during conditions of 
parallel operation, but for faults within the section 
during single-line operating conditions a long time is 
required for clearing, since selective settings are then 
used. 

Under many operating conditions, a substation may 
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have a connected source of feed-back into a fault, so 
that directional back-up protection is necessary during 
_ conditions of single-line operation. For this applica- 
tion, cross-connected, over-current, directional relays 
are applicable. This scheme is shown in Fig. 4a. 
The relays each consist of a directional element and an 
over-current element, the contacts of the two elements 
being connected in series. The common points of 
these two sets of contacts is brought out of the relay 
case by a separate stud. The directional elements in 
both sets are practically instantaneous. The over- 
current element in one set of relays is given a short- 
time, low-current setting, and the over-current element 
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in the other set is given a long-time, see oS 
setting. 

Fig. 4B shows the schematic diagram of the trip 
circuits. The common studs on the two sets of relays 
are tied together for each individual phase so that, from 
this common connection, each directional element 
may trip its individual breaker. During conditions of 
parallel-line operation, the closing of either set of over- 
current contacts will cause the tripping of one or the 
other breaker, depending upon which directional 
element is closed. The disconnection of one line or the 
other, producing the conditions of single-line operation, 
causes the low-current short-time over-current elements 
to be disconnected from the circuit so that tripping 
must be performed by the relay having the high-time 
setting. These high-time over-current relays are set 
so as not to operate under conditions of maximum 
load current, and also to give the proper selective 
setting. 

The objections to the use of balanced protection lie 
in the fact that the relays which give quick clearing of 
faults afford no back-up or bus protection, and extra 
relays must be used for this purpose. Also, under 
conditions of single-line operation, long-time is required 
for clearing a fault on the line remaining in service. 
The cross-connections are relatively complicated, and 
testing and checking is made more difficult. In ad- 
dition to these objections, the cross-connected direc- 
tional relay protective scheme requires a source of 
potential. This objection, however, is not serious, 
since a suitable low-voltage set of potential trans- 
former is nearly always available and the secondary 
potentials from these potential transformers may be 
used. 

Impedance Relays. The application of impedance 
relays satisfies many of the demands placed on pro- 
tective equipment for interconnections. Particularly 
is it true that rendering the system more complex does 
not necessitate increased time for operation, nor does _ 
the relay place limitations on the permissible system 
connections. The time required for clearing faults 
does not become cumulative. Bus protection, quick 
clearing of faults, and single-line protection are all 
secured. 

Used on transmission lines, irrespective of whether 
parallel lines or single lines are in service, the impedance 
relay will clear faults as quickly as will balanced relays, 
when faults are located near the extremities of the line. 
With a fault in the center of the section, the impedance 
relays will clear in approximately four-tenths of a 
second; and balanced relays, under the best operating 
conditions, may clear these faults faster than will the 
impedance relay. On the other hand, the impedance 
relay operates effectively irrespective of whether one 
or two lines are connected in parallel and is independent 
of other changes in operating conditions. 

Fig. 5 shows a typical connection of impedance relays. 
When applied in this manner, the relays protect against 
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phase-to-phase faults only and constitute only a small 
measure of protection against phase-to-ground faults. 
The use of potential is required with the impedance 
relay, but this objection may be overcome, as previously 
mentioned, by using low-voltage potential transformers. 
Another method of obtaining correct. potential for 
relays when high-voltage potential transformers are 
not available is covered later. 

Relay Operation with Low Current Faults. To meet 
fully the requirements of relay equipment applicable to 
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interconnections, the relays must operate on fault 
currents, which may be less than full load current. 
In order to satisfy this démand, a fault-detecting device 
has been developed,—a device composed of an under- 
voltage and an over-current element connected in each 
phase. The contacts of these elements (two per phase 
or a total of six) are connected in parallel, so that any 
conditions of either undervoltage or over-current will 
cause the relay contacts to be closed. In applying this 
_ device, the over-current element is set to operate at a 
current value corresponding to approximately 125 per 
cent of the maximum load which is expected in practise. 
Therefore, the current relays should never operate 
unless heavy fault currents are flowing. The under- 
voltage device is set for, say, 75 per cent of normal 
voltage. 

The principle of operation of this combination is 
quite simple. If the distribution of generating capacity 
is such that the bus voltage will not drop below approxi- 
mately 75 per cent of normal, the current to a fault 
near the bus must necessarily be high. On the other 
hand, if the magnitude and distribution of the generat- 
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ing capacity is such as to permit only a small current to 
flow to the fault, the bus voltages near this fault must 
necessarily be very low. As a result, either the over- 
current or the undervoltage relay is sure to operate with 
a fault so located as to demand their operation for 
proper clearing. In order to fully meet the various 
conditions existing in practise, both the over-current 
and the undervoltage relays have a suitable range of 
adjustment. 

These relays are used in conjunction with standard 
low current relays in such a manner as to render the 
protective relays inoperative until a fault oceurs. The 
fault detector relays may be used in conjunction with 


- directional relays connected as shown in Fig. 44 to 


guard against the following two conditions, which are 
likely to cause faulty operation on interconnections. 
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The first of these conditions occurs only when the 
low-set relays have current settings for less than full 
load. The faulty operation is caused when an operator 
at a receiving substation trips one of the breakers on 
a pair of parallel lines carrying nearly full-load current. 
This causes all current to flow over one line and this 
line will be tripped at the sending end by the low-set 
relays. To correct this trouble, fault detector devices 
may be applied as shown in Fig. 6. As shown in the 
schematic diagram, Fig. 6B, the contacts of fault detec- 
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tor relays are so connected as not to permit the low- 
setting over-current contacts to cause tripping unless a 
fault occurs on the system. The low-setting relays 
may therefore be given a current setting of any value 
without danger of tripping due to this operating 
condition. 

The second condition occurs when it is necessary to 
set both the short-time and long-time relays to operate 
under less than full-load conditions. The connections 
are then changed so that the current elements of both 
the long-time and short-time directional relays are 
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normally short-circuited by back contacts of an 
auxiliary relay. This relay has three back contacts 
(each one short-circuiting the directional relay’s current 
coils in one phase), and a front contact to be used for 
connecting in the tripping contact circuits, or for bell 
alarm, as may prove desirable. This auxiliary relay 
is normally deenergized and is energized when any of 
the fault detector relays close contacts due to fault 
conditions. When this connection is used, the relays 
may be given a sensitive setting without danger of 
tripping out due to heavy load conditions, since the 
short circuit is removed from around the current coils 
only under fault conditions. 

Fig. 7 shows another application of the fault detecting 
relay. In this application, operation of the line pro- 
tective relay wnder heavy load conditions is again 
prevented because the current coils of the relay are 
short-circuited. The fault detecting relays, when 
deenergized, permit the back contacts of the auxiliary 
relay to short-circuit the line relays. The fault con- 
ditions on the system cause the contacts of one or more 
elements of the fault detector relays to close, thus 
energizing the auxiliary relay and removing the short 
circuit from the impedance relay. Then the impedance 
relay is permitted to function, and will operate, if the 
impedance between the station bus and the fault is 
sufficiently low. 
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Thus, after a fault on the system has occurred, all 
impedance relays on the system are connected into 
service, permitting the one nearest the fault to open the 
circuit breakers on the faulty section. Since the im- 
pedance relay current coils are normally short-circuited, 
they may be set on the one-ampere tap although maxi- 
mum load currents may be five amperes. This scheme 
has a second advantage, in that the relay burden is 
removed from the current transformers except under 
fault conditions. 

Fig. 8 illustrates an actual analysis which was made 
on a pair of parallel lines constituting a portion of a 
complicated interconnecting system. The single-line 
diagrams illustrate various operating conditions with 
maximum and minimum connected generator capacity, 
and with faults at various locations. A study of this 
indicates that the maximum load possible on the sys- 
tem is 4.6 amperes, and the minimum short-circuit 
current is 1.9 amperes. The figures given refer to 
secondary amperes. This analysis indicates that, of 
the schemes considered, the one- to six-ampere impe- 
dance relays, in conjunction with fault detector relays, 
provide the most satisfactory protection. 


PHASE-TO-GROUND FAULT PROTECTION 


Advantages of Ground Relays. The advantages 
resulting from application of ground relays for pro- 
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tection of transmission circuits are now well established. 
These advantages may be briefly itemized as follows: 


a. Ground relays operate on residual currents and 
so may be given a more sensitive setting than can the 
relays protecting against line-to-line faults. 

b. These sensitive settings are necessary because 
the magnitude of ground currents may be reduced below 
that value necessary to cause prompt operation of the 
relays normally protecting against line-to-line faults 
either by impedance in the neutral connections of the 
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transformer banks by resistance at the point of fault 
or by the high earth return impedance. 

ce. A high percentage of faults on transmission line 
cause ground current to flow. Thus, the residual 
relay, with its relatively quick timing, increases the 
speed of clearing a large percentage of the faults. 

d. When this relay is used, those protecting against 
phase-to-phase faults act as a back-up protection. 


e. On certain types of system connections, an in- 
verse-time, over-current, residual-current relay may be 
used and the distribution of ground current is such as 
to cause the relays closest to the fault to operate 
always very quickly. 

Distribution of Residual Currents. On a system 
where the neutrals of all equipments are solidly 
grounded, the distribution and magnitude of fault 
currents differ depending on the type of faults. Asa 
result of this, the study of phase-to-phase fault condi- 
tions may not be sufficient to permit accurate setting 
of relays used for protection against phase-to-ground 
faults. In many cases a special study is required to 
determine the distribution of ground current, and this 
study quite frequently shows that protective equipment 
which is superior. to that available for phase-to-phase 
fault may be applied for protection against phase-to- 
ground faults. 

The Method of Symmetrical Components (phase 
sequence) for analyzing fault conditions on trans- 
mission lines, developed by C. L. Fortescue,? simpli- 
fies this otherwise complicated problem. ‘The magni- 
tude of residual currents may be determined with little 
more effort than that required for the determination of 
the positive phase sequence quantities corresponding 
to a three-phase fault. To show the desirability of 
making this separate study, and to illustrate applica- 
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tion of ground relays, a few results of a study of a simple 
system are given. 

The system used in these calculations is shown in 
Fig. 9. At one end of the system a generator is shown 
connected through a transformer bank, and at the other 
end of the system a generator is connected directly to 
the system. ‘This has been done to illustrate that some 
difference exists depending on whether the generator is 
connected directly to the system or through a trans- 
former bank. The reactance of both the generator 
alone, and of the generator in combination feeding 


2. A. I. E. E. Trans., 1918, Vol. XX XVII, Part 2, p. 1027. 
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through the transformer bank has a total impedance 
of 15 per cent. 

The transformer banks at the substations are in 
some cases assumed to be connected star-delta with 
solidly grounded neutrals, so that they have the effect 
of grounding transformer banks on the system. To 
illustrate the effect of these banks as compared to 
delta-connected banks, certain calculations have also 
been made with the transformer banks disconnected 
from the substation busses. 

Fig. 10 illustrates the distribution of conductor cur- 
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Showing effect of grounding the neutral of substation power banks 


rents throughout the system with a fault located be- 
tween Stations B and C on phase A conductor of one 
of these parallel lines. Fig. 11 illustrates the distri- 
bution of conductor currents for a similar fault; but 
here, the substation transformer banks are assumed to 
be delta-delta connected. J,, I,, and I, are the phase 
currents and those marked J, are the generator and 
transformer bank neutral currents. 

By comparing these two figures, it will be seen that 
the magnitude and distribution of conductor current is 
radically changed, depending upon whether the sub- 
station transformer bank neutrals are solidly grounded 
or not. In Fig. 10 the biggest portion of the ground 
eurrent flows through the neutrals of the substation 
transformer banks adjacent to the fault. The banks 
farthest from the fault pass only a small amount of 
residual current, the magnitude decreasing as the 
distance to the fault increases. This residual current 
distribution will vary depending upon the relative 
impedances of the transformer banks and transmission 
lines to the flow of zero phase sequence current, and 
therefore demands special study. 

Fig. 12 illustrates the difference in current distri- 
bution, depending on the type of faults and type of 
system. Fig. 12A shows the distribution of current 
for a three-phase fault. Fig. 12B illustrates the distri- 
bution of residual current for a fault located as shown 
on Fig. 10. The values shown in Fig. 12B are equal to 
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three times the zero-phase sequence current. They 
are therefore the residual currents which would flow 
through the relay coils of the ground relays. It is to 
be noted that here the current in the relays on the 
faulty section is much greater than that in any other 
relays on the system. This is true irrespective of 
whether the lines are connected in parallel or whether 
one line is disconnected from service. Fig. 12c 
illustrates the residual current which would flow through 
the ground relay coils for a fault located as shown on 
Bigs le ; 

Figs. 124 and 12c resemble each other very closely, 
the only difference being due to the increased reactance 
of the transmission line for phase-to-ground fault con- 
ditions over the reactance for a three-phase fault. 
As a result, on systems corresponding to Fig. 12c, 
the same system of relaying has been generally used for 
protection against phase-to-ground faults as is used for 


protection against phase-to-phase faults. The greatest 
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Fie. 11—Fauit-Current Distrisution D1aGRaM 
Conditions identical with those shown in Fig. 10 except that substation 


transformers have been removed. Generator No. 1 has been replaced 
by an equivalent impedance 


advantage of ground relays may be obtained from the 
current distribution as shown in Fig. 128. Here, 


definite advantages in selectivity, speed of clearing, * 


and sensitivity may be obtained by the use of ground 
relays. A comparison of Figs. 12A and 12B will 
illustrate that the use of ground relays with proper 
characteristics would assist materially in securing 
suitable relay protection on a system of this type. 
Definite-Time Ground Relays. Fig. 13 shows a dia- 
gram of connections for relays suited to the protec- 
tion of a system with current distribution similar to 
that shown in Fig. 128. This diagram shows selective 
relays applied as for protection against single-line 
operation. Standard directional relays are used for 
protection against phase-to-phase faults. The direc- 
tional ground relay is of the low energy type with 
low-current setting. It also differs from the directional 
relays used for protection against phase-to-phase 
faults, in that maximum torque is obtained on the 
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directional element of the ground relay when the relay 
current lags behind the relay potential. 

Fig. 14 shows the distribution of residual currents in 
the system as shown in Fig. 11, except that a fault 
impedance of 10 per cent resistance is present. The 
vector diagrams at the various substation busses and 
at the faults are shown. As may be seen from this, 


Fig. 12—A Comparison oF Fautt-Current Distrrispution 
witH IpenticaL Fauttr Location 


A—Three-phase fault-current distribution 

B—Residual-current distribution with grounding transformers on a 
line-to-ground fault 

C—Residual-current distribution without transformer banks on a 
line-to-ground fault 


the phase displacement between the residual voltage 
and the residual current on this system will always be 
90 deg. so long as the system impedance is pure 
reactance. 

If this were true for all systems, the theoretically 
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correct relay to use would be one in which the maximum 
torque is obtained when there is a phase displacement 
of 90 deg. between voltage and current. On the actual 
system, resistance is present in the transmission lines 
and equipment. This will tend to decrease the dis- 
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placement angle. Under conditions where the phase- 
to-ground fault has no resistance and the neutrals of 
the transformer banks or generators are grounded 
through a high resistance, it is theoretically possible for 
the residual current and the residual voltage to be in 
phase, so that the unity power factor condition should 
cause the maximum torque. It is therefore desirable 
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Fic. 14—Current Distrisurion AND VeEcTOR RELATIONS 
Existing WITHIN RELAys 


For system as shown in Fig. 11 and with a 10 per cent fault resistance 


that this type of relay should secure the maximum 
torque at some angle lying in between zero and 90 deg. 
so as to be applicable to any system conditions. Until 
recently, relays commonly used for this purpose have 
had approximately true watt characteristics, and it 
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was possible for these relays to operate improperly under 
certain fault conditions. Where such a relay is now 
in use, it may be desirable to insert a phase shifting 
device in its potential circuit so as to obtain the proper 
phase relation. 
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The diagram shown in Fig. 15 is more desirable for 
the conditions shown in Fig. 12c. This diagram is 
similar to that shown in Fig. 4A, except that the ground 
relays are included. 

In order to avoid using high-voltage potential trans- 
formers, the connections shown in Fig. 16 may be 
employed. As illustrated by Figs. 10 and 12B, the 
current flowing through the fault is largely supplied 
through the neutral of the transformer bank nearest 
the fault. Thus, instead of using a”potential as shown 
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Fic. 16—Drirectionat Over-Loap AND*DirEcTIONAL GROUND 
PROTECTION 


Using definite time, residual, over-current relays and low-tension poten- 
tial transformers 

Rear view “CRO” directional ground relay is shown in lower left-hand 
corner 
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Fig. 17—Tyricat DiacraM OF CONNECTIONS FOR GROUND 
Protection Ustne tue Inverse Time, Resipuan, Over- 
Current, GrounD Reiay 


in Fig. 13, the neutral current from the power banks 
may be used to determine the relative direction of 
current flow in a line. The currents in the line and in 
the neutral of the transformer bank are approximately 
in phase, so that the relay should be so designed as to 
have the maximum torque when the currents in the 
residual circuit of the current transformers and in the 
neutral connection of the power banks are in phase. 
The connections shown in either Fig. 13 or Fig. 16 are 
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equally good in determining the location of the fault. 

Inverse-Time Ground Relays. The diagram shown 
in Fig. 17 is an alternative for, and under certain 
conditions, an improvement over that shown in Fig. 
16. This scheme was first devised and put into ser- 
vice by Mr. Roy Wilkins.’ The residual relays used 
here are inherently directional and in addition, operate 
with an inverse characteristic that is quite suitable for 
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For any fault location and for phase-to-ground faults for the system 
shown on Fig. 9 


systems where the neutrals of all transformer banks are 
solidly grounded, as illustrated in Fig. 12B. Fig. 18 
shows the operating torque on the relays for the sys- 
tem as shown in Fig. 10. The curves plotted in Fig. 18 
are the products of the current in the transformer bank 
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Fig. 19—Dracram or INTERNAL CoNNECTION FOR RESIDUAL 
CuRRENT AND Resipuat VottAmprere RELAYS 


times the current in the line at any point on the system- 
This is the product which would tend to operate the 
residual current relay when connected as shown in 
Fig. 17. The operating tendency of the relay de- 


3. Electrical World, November 22, 1924, p. 1101. 
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creases rapidly as the fault; approaches the adjacent 
substation bus, so that the quickest acting relay is 
that which is closest to the fault. In this respect, the 
relay has the characteristic of the impedance relay. 
After the breaker closest to the fault has cleared, the 
current through the relay on the far end of the faulty 


‘ section increases and causes increased operating torque. 


By actual calculations, it may be shown thatjthe 
relay operating connected according to Fig. 17 will_not 
have quite so selective a characteristic under all con- 
ditions as would the device connected as a straight 
over-current relay as shown in Fig. 21. In some cases, 
the directional feature is necessary and is obtained as 
shown in Fig. 17. In many cases, however, the simpler 
connections shown in Fig. 21 should suffice. 

Since an inverse time over-current relay has suitable 
characteristics, it is logical that an instantaneous 
over-current device may be used with it to bring the 
time element down to zero for very heavy currents. 
Such a relay should be set to operate at a current value 


bbe ied oe pete tere 
% 10 20 30 40 566070 BO 90 j00 110 120 130 (40 150 joo 170 
ProduetlAmperesLower PolexAmperes Upper Pole) 


Fic. 20—CuHaractreristic TimME-CurRENT CURVE FOR THE 
ReEsmpualL-CUuRRENT RELAYS 


With relay on 0.5-ampere tap, No. 5 setting, the minimum operating 
product is 2 


which can never be obtained except when the trouble 
is within the relays own section of line. The fact that 
the ratio of maximum to minimum phase-to-ground 
fault current is very small, for a system of this type 
where selectivity is required, permits the instantaneous 
over-current relay to be effective over a very large 
portion of the transmission line. Thus, with a fault in 
the mid-section, in many cases instantaneous operation 
of the relays will occur at both ends of the section. 
After one end of the section had been opened, due to 
either the instantaneous device or the inverse time 
relay, the current through the other end increases, 
increasing the likelihood of the operation of the instan- 
taneous device at the far end. 

The diagram of internal connections of an inverse- 
time-directional current relay is shown in Fig. 19. 
Working on the watthour meter principle, it is quite 
evident from this diagram that the relay connected as 
shown in Fig. 17 would be directional. The char- 
acteristic curve for this relay is shown in Fig. 20. 


Nov. 1927 


As previously mentioned, the inverse time relay may 
be used as a simple residual over-current device. Thus, 
at a switching station similar to that shown in Fig. 21, 
where neither a low-voltage nor a high-voltage potential 
transformer source is available, the ground relay may 
be applied and used as an inverse time over-current 
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device. The relay may be so set that proper selectivity 
may be obtained at this point so long as three breakers 
are closed. If only two breakers are closed, in case 
of any fault, the tie will be dropped and it makes no 
difference which relays operate. 

A modification of the connections shown in Fig. 17 is 
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Fic. 22—Tyricat DracraM OF CONNECTIONS FOR THE RESIDUAL 
Vouit-AMPERE RELAY 


that shown in Fig. 22. Here, a volt-ampere relay is 
used, the internal connections of which are similar 

_ to those shown in Fig. 19. The relay depends upon 
the principle that the product of the residual current 
and the residual voltage is greatest when the fault is 
close to the relay, with the result that the relay closest 
to the fault operates fastest. In addition to this, the 
relay is directional. 

On a system as shown in Fig. 12c, the residual volt- 
age, or three times the zero phase sequence voltage, 
increases from each end of the transmission line to the 
fault. The vector diagrams given in Fig. 14 illustrate 
the largest product closest to the fault. 

The operating forces on this relay would be as shown 
in Fig. 23 and would apply to the system shown in 
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Fig. 9. Quite clearly, the relay closest to the fault 
would operate much faster than any other relay on the 
system. This is true if the relay is so designed that the 
torque is proportional to the product of zero phase 
sequence currents and potentials as mentioned above 
in the discussion of the phase relations in the directional 
relay in connection with Fig. 14. 

This volt-ampere product may be obtained quite 
accurately by an approximation. The unbalanced 
voltage, or zero phase sequence voltage which is used 
on the relay, is usually due to the drop through trans- 


Ve/t+-Amps. 


c 
Location Of Fault 


Fic. 23—Propuct or Zero PHASE SEQUENCE VOLTAGES AND 
ZpRo PHASE SEQUENCE CURRENTS 


For various phase-to-ground fault locations on system shown on Fig. 9 
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Fig. 24—Diaaram or ConnecTions FoR Over-CuRRENT 
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former banks plus transmission lines up to the relay. 
The phase angle between this voltage and the residual 
current may be as much as 80 deg. Taking this as 
the maximum, one may set the relay so as to secure the 
maximum torque when the phase displacement is 55 deg. 
The conditions of the system may then change so that 
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the phase displacement varies from 80 deg. (0.174 
power factor) to 30 deg. (0.867 power factor) without 
introducing a volt-ampere error of more, “than 10 per 
cent. Due to the inverse characteristic ‘of the relay, 
this small error should cause not more than 5 per cent 
error in relay time; and this is permissible since approxi- 
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mately the same error is applied to all relays. There- 
fore 55 deg. is standard, but this should be modified for 
special cases such as are met when high resistance is 
inserted on all neutral connections. 

The application of this relay need not be restricted to 
Systems where the- neutrals of all power banks are 
solidly grounded. Since the zero phase sequence 
voltage on practically any system will be largest_on 
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those relays closest to the fault, it can be used in prefer- 
ence to the definite time relays and gain some improve- 
ment of timing over them. The objection to this 
application lies in the difficulty in making the correct 
setting. 

The Use of the Polyphase Directional Relay. The 
distribution of current on systems with a multiplicity 
of grounded neutrals, as shown on Fig. 10, is often 
inimical to correct operation of single-phase directional 
relays. Heavy currents often flow in all three phases 
during phase-to-ground fault conditions, with the 
result that certain single-phase relays may cause the 
clearing of breakers which should not open. This is 
particularly true of those systems where ground relays 
are not applied. Where difficulty is experienced in 
this particular application, the three-phase relay offers 


_ the best solution The connections for a relay of this 


type are shown in Fig. 24. 

In the three-phase relay, the residual current causes 
a predominating torque during phase-to-ground fault 
conditions so that the currents in the good phases can- 
not cause faulty operation. Similarly the fault currents 
on-such a system are always sufficiently large so that 
the load current will never affect the relay in such a 
direction as to prevent proper operation. 


A TYPICAL RELAY INSTALLATION 


Fig. 25 represents a composite picture of relays suit- 
able for application to a system as shown in Fig. 9. 
Impedance relays are used for protection against phase- 
to-phase faults, so that the maximum time of relay 
operation is three-quarters of a second. The average 
time will be much less than that and will approach very 
closely the timing obtained by parallel-line protection. 

Potential for these devices may be obtained from low- 
voltage potential transformers with suitable compensa- 
tors, from high-voltage potential transformers, or from 
a.tap on the condenser bushing of the circuit breaker. 
The voltage thus obtained is higher than desirable, 


and must be reduced and its phase shifted by means of a 


small stepdown transformer and network, according to 
a method developed by J. F. Peters. 

The load conditions on the system here shown are 
assumed to be such that fault currents of less than full- 
load magnitude must be guarded against. For this 
reason, low-current setting impedance relays are used 
and these relays are normally short-circuited by the 
auxiliary relay contacts. The fault detector relays 
operate under conditions of either over-current or under- 
voltage to remove this short circuit from the impedance 
relay coils. The residual relay is used to obtain the 
selective timing necessary for protection against phase- 
to-ground fault. In addition to the inverse. time 
residual relay, an instantaneous over-current relay has 
been added to increase the speed of operation over that 
afforded by the residual relay for certain fault con- 
ditions. For this particular application, a directional 
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instantaneous over-current relay was necessary and 
the directional element has therefore been included in 


_aseparate case. 


This protective scheme compares very favorably with 


‘the ideal system for interconnections as previously 


specified. It has the following advantages: 

1. The quick clearing of faults. 

2. System operating set-up does not affect relay 
operation. 

3. Relay system permits unlimited system extensions 
and revisions without necessitating increased relay 
timing. 

4. The relay system should necessitate little or no 
change on the installed relay equipment protecting 
the individual systems combined by the interconnection. 

5. Relays afford protection against bus faults. 

6. Back-up protection against faulty operation of 
reays or breakers is afforded by this system of 
protection, 

7. High-voltage potential transformers are not re- 
quired. The breaker equipped with bushing type 
current transformers supplies both current and potential 
for the relays. Potential may also be obtained from 
low-voltage potential transformers. 

8. The relay equipment is simple, standard, and 
economical. 


Discussion 

H. D. Bradley: It might be well to point out in: connection 
with the potential and ground relay, as mentioned, that there is a 
possibility of improper operation unless the potential trans- 
formers are single-phase. I refer to the scheme in which the 
star-delta-connected potential transfers were used, with the 
neutral of the star side grounded. 

We had some experience along that line on lower voltage 
systems using three-phase potential transformers and learned 
that when a ground occurred on the system the fuses were blown 
and the relays were rendered inoperative, or operated incorrectly. 
The ground phase of the transmission line put a short circuit on 


one phase of the potential transformer, and due to the coupling 


of the magnetic circuits it virtually placed a short circuit on the 
potential transformer and resulted in blowing: the fuses on the 
other phase. It is also possible in some eases to get the improper 
operation on the potential in directional relays. 

We are getting away from that sort of operation by putting 
on a lock-out device similar to that described in the author‘s 
paper. 

In the New York system we have a source of back feed to the 
132-ky. cable which permits us to use a directional ground relay. 
This, we think, can be set to operate to pick up on less than 100 
amperes. _ 

E. E. George: (by letter) Perhaps the only statement that 
might be questioned by some is that referring to the hazard of 
high-voltage potential transformers. High-tension bushings are 
used on switches and power transformers with so little trouble 
that the question of their hazard probably does not prevent their 
wider use. 

The balanced pilot-wire scheme in Fig. 1 looks very good for 
short lines. 

It is to be hoped that we will soon get abundant operating 
experience from the industry on the use of earrier-current pilot 
protection, especially on intercompany tie lines. 
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There is a demand for a relay which will open tie lines when an 
out-of-step condition prevails. 

The scheme (shown in Fig. 21) of using a directional ground 
relay as a straight ground relay to get the same timing character- 
isties is very ingenious and should be applicable in many 
locations. 

It is possible to use the scheme shown in Fig. 17 with a very 
small grounding transformer. In fact we have one installation 
where the grounding transformer cost less than three potential 
transformers would have. Since the phase angle is so small 
between the ground current in the grounding bank and the 
ground current in a faulty line, there is little opportunity for 
this relay to work incorrectly on account of variations in power 
factor. Such variations are a liability of the type of ground relay 
shown in Fig. 16. 

It is very encouraging to see the discussion of the advantages 
of ground relays. Operating experience seems to bear out all 
of the advantages claimed. 

In enumerating the advantages of ground-relay protection, 
perhaps some mention should be made of the necessity of pro- 
viding good bushing current transformers and of the advisability 
of testing them with current in one phase only after all con- 
nections have been completed, so as to get the full by-passing 
effect of the two phases which are not energized, as well as of the 
high impedance in the neutral cireuit which does not apply 
for phase-to-phase faults. These difficulties are being overcome 
by the use of better iron in bushing current transformers, the 
use of larger current transformers containing more iron, and by 
the use of two current transformers in series per phase, which is 
standard practise with several companies. Ground tests at 
full system voltage provide the best over-all check of relay type, 
setting, and connection. 

The diagram shown in Fig. 2 is very interesting, but a little 
more explanation might be desirable. For instance, it should be 
made clear whether this type of relay has the same time char- 
acteristics with the currents in the two coils 180 deg. out of phase 
as when they are in phase. 

There is an application of selective differential relays for auto- 
transformers on interconnections which has not been touched on 
in this paper. Where interchange substations consist only of a 
grounded auto-transformer with only one line at each voltage, 
it is possible to use a selective differential ground relay, balanced 
by use of auxiliary auto current transformers for a through flow 
of ground current. The additional ground current supplied by 
the auto-transformer will prejudice the balanced relay toward the 
line in trouble, leaving the auto-transformer and its tertiary load 
connected to the goodline. In making the balance it is necessary 
to assume that the through current varies inversely as the trans- 
formation ratio of the auto-transformer. This scheme has been 
in successful operation on our system for about two years. 

One feature, not touched on in the present paper, which acts to 
discourage the wider use of potential-operated relays of the power 
directional type or residual volt-ampere type is the lack of any 
universal relation between power factor and fault conditions on 
the system, especially on interconnected systems. Phase angle 
between load current and phase voltage varies over a wide range 
under normal and abnormal operating conditions, without any 
faults on the system. Even under fault conditions the phase 
angle may vary nearly 90 deg. at the same location and is widely 
different at various locations even on the same system. The 
same statements apply to residual potential and ground current. 

The above conditions explain the operating results given below 
which have been obtained by certain companies in this territory. 

1. Power directional relays are of little value on inter- 
connected systems. 

2. Impedance relays are reasonably satisfactory. 

3. Directional ground relays of the type using two current 
elements and cohnected up as per Fig. 17 in the paper under 
discussion have been remarkably satisfactory. 
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4, Selective differential relays have been very satistactory 
when properly set and interlocked, 

5, Directional volt-ampere relays have given some trouble 
dus to variation in powerlactor relations, 

The foregoing comments are naturally based on operating 
experience under conditions that may or may not be general in 
the industry, 

L. F. Kennedys The cruz of this whole situation is to main- 
tain the stability of the system which in turn requires very rapid 
cearing of faults, This is also tied up with the acouracy that 
may be obtained, because without accuracy we cannot get down 
to minimum time settings, 

Further, the bus sections must be treated as part of the line 
and whatever protection is provided necessarily covers these, 

One point which has not heen discussed is the protection of 
the power transformers used in the interconnections, These 
transformers today are, in many cases, of the three-winding type 
and the protection provided here is further complicated by the 
use of tap-changing arrangements, 

The so-called impedance relay in ite principle and theory ap- 
pears very well adapted to single-line operation, However, we 
feel that there is still « great deal of development to he done 
before this relay is ready for final use by the operating wom- 
panies, At the present time it appears that the adjustment and 
maintenance is more complicated than can be stood for a very 
extended Jength of time, Vherefore, it appeara that the 
manufacturers must continue their investigations, and I feel 
certain this ie being carried on hy the leading companies, 

The use of ground relays, cither of the quantitative or direc- 
tional type, the directional type being polarized either by voltage 
or current sa the conditions permit, have met with a very high 
degree of success, and operating conditions seem to indicate that 
more and more importance should be given to the protection 
against ground faulte since with the higher-voltage systems we 
rus into more ground faulte than on any other type. Nearly 
every case of short circuit at the present day eventually goes to 
ground, and therefore in the final analysia the ground relay ia the 
thing of greatest importance, 

The situation, aa it stands today, indicates that for parallel- 
line operation balanced hook-ups with the back-up protection 
necessary provided by over-current relays may be more desirable 
than anything else hecause of the simplicity and the fact that 
they are well known and it does not seem justifiable to aak the 
operating companies to spend too much time and money with 
schemes which are not in the final state of development, 

In conclusion, let me emphasize once more that the main 
problem confronting both the operating companies and the 
manufacturers is to find some way of shortening the time neces- 
sary to clear a fault. If, a8 Mr. Jamieson has pointed out, we 
could catch the incipient fault it would be ideal, However, 
catching the incipient is still a problem of proper selectivity. 

L. R. Janes: There are three questions that I should like 
to ask Mr, Graves concerning ground relays. 

First: Are ground relays applicable for clearing “partial 
short circuits” on overhead systems such a6 we have in this 
territory? By « “partial short cireuit/’’ J mean # condition 
similar to that resulting from the breakdown of an insulator 
thus leaving only the pole or crossarm for insulation, The case 
of a conductor falling to dry earth ia another example. 


Second: As J understand it, the ground relay is only appli- 
cable for clearing phase-to-ground faults. Is phase-to-ground 
fault protection satisfactory and sufficient for overhead lines? 
In other words are practically all faults from phase to ground or 
does experience show that a considerable percentage are from 
phase to phase? 

Third; Consider the case of a generating station supplying 
' several substations located at points scattered along a trana- 
mission-line loop, If ground relaya only are inatalled at the 
generating station on each of the two out-going lines and a fault 
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ovours approximately half-way around the loop which is the point 
most remote from the generating station, will not the fault 
currents in cach branch of the loop be approximately equal and 


thus cause both lines to open instead of only the one containing 


the fault? 


F.D. Wyatts On power systems using neutral resistance for 
fault-current limitation, the relay current during ground faults 
nocwmarily is of small valus. The ground relay becomes of 
increasing importasice on the power system using the neutral 
resistance for carrent limitation, and that ite operation should 
be dependable is one of the difficulties to be reckoned with. 
The ground-relay scheme must involve a sensitive relay whose 
sensitivity and reliability depend largely on the range of fault 
currents for which it must operate. 


The paper shows one of the factors controlling the range of 
variation, namely, variation in generating capacity and point of 
generation, which may cause wide variation in the magnitude of 
fault currents. The paper also brings out the complications 
which are necessary in the relay circuit to compensate for the wide 
range of fault currents. Wor ground relaying, the situation is 
further complicated by the wide variation possible in the resis- 
tance of the fault and alao w variation in the number of grounded 
neutral points, 


The ground relay should also differentiats between low-value 
fault currents and amall residual currents which may result due 
to the charaeter of the relay circuit and system connections. 
Ordinarily, the balanced protection applied to a pair of lines, it is 
assumed that the lines are of equivalent and equal impedance 
characteristics, his, however, is not always the case so that 


“when lines are of unequal length it ia necessary to make pro- 


portional adjustment for the distribution of current. The 
problem is # little more difficult if the lines are not of the same 
powerfactor characteristic, 


Another factor which enters into the setting of balanced line 
relays is the possibility of induced voltages being applied to a 
good pair of lines by external circuits adjacent to the balanced 
pair, hat is, assume that there is a line which is a part of a 
good pair running adjacent to another cireuit which is in trouble 
with # phase to ground fault, Due to the eurrent in the faulty 
dreult, potentials will be induced on the balanced pair which 
will cause a circulating current to flow in the loop formed by the 
balanced pair, Then # current will flow through the ground 
relays and if they are set at too low # current value an incorrect 
relay operation on the pair of good lines will oceur. 


If I may, I should like to anawer the last question of Mr, - 


Janes. That situation can be taken care of by using directional 
ground relays instead of current ground only. At the power 
station or substation where neutral resistors are available, or 
neutral current can be measured, directional features can be 
secured where there is not a transformer bank or transformer 
neutral, This may be secured by using potential transformers 
arranged to give an inside delta potential which is the residual 
voltage at the substation, 


Bh. M. Jones: (by letter) The scheme shown in Fig. 15 is 
admirably auited to our system, for it simplifies the present 
achome of balanced parallel-line protection which we have been 
using, in that it removes several complications. On our system 
we are not confronted with #mall fault currents wherein these 
fault currents are lows than the load currents, for our system is 
relatively compact and a considerable amount of ground current 
flows in all ground faults as well as short circuits, 

Wig, 16 shows a diagram for directional line and ground pro- 
tection for a single-cireuit S-phase transmission line. This 
particular scheme is standard with our company, and 1 believe 
that we were one of the firat companios to adopt such a scheme, 
We have this schome in use very widely on our 22-kv. system and 
to « limited extent on our 66-lv, transmission line, This scheme 
of directional ground protection was described by Mr, Dodds 
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and myself in a paper presented before the Institute in Detroit 
in June of this year. 

Fig. 25a shows a complete relay scheme applicable toa complex 
interconnecting system which uses thirteen relays for tying 
together two lines. This is a vast number of relays and a cor- 
respondingly complicated connection; and to my mind strenu- 
ous efforts should be made to simplify such a scheme. While 
such a scheme may look well on paper and may suit the engineers 
in the office, the relay trouble shooters are certainly going to 
have their troubles in maintaining such a mass of connections 
as this scheme shows. 

While our company has used single-phase directional relays 
in all eases in the past, I can easily see that there are certain 
applications wherein the polyphase directional relay has some 
advantage over the single-phase relay. We have a certain case 
in mind on our own system now, where we are looking into the 
advantages to be gained through the use of polyphase relays. 

It has been our experience, and I feel that other operating 
companies have encountered the same situation, that complicated 
relay schemes are hard to maintain and require a very high grade 
of skilled help, and eventually cause considerable trouble and 
inconvenience, and sometimes considerable embarrassment to 
those responsible for the relaying of the system. 

Our company leans very strongly toward making all relay 
schemes as simple as possible to provide adequate protection and 
at the same time have as few a number of schemes as might be 
necessary. 
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The Duquesne Light Company has a 36,000-kv-a., 66 /152-IKkv. 
tie line with the West Penn Power Company, our immediate 
neighbor, which line is 234 mi. long. There is & transformer 
bank in our Colfax Power Station, which steps our bus voltage 
to 132 ky. for this line. 

The particular relay scheme used for this is very simple and 
effective. The idea behind this tie was to hold the tie in unless 
there was trouble on the tie itself, or when serious trouble on 
either system hung on for an unreasonably long time. On 
this basis, the maximum benefit would be obtained from the use of 
the tie line. 

The accompanying sketch shows the time-current characteris- 
ties of the relay scheme used, which is briefly the installation of 
two sets of over-current relays at each end of the tie line which 
are set alike in pairs. 

One set of relays at each end of the tie line are “fast relays” 
and the other set ‘‘slow relays.” The ‘‘fast relays’ ’ operate for 
trouble on the tie line itself on one side of the bank and will 
cause enough current to flow in the closest relays (closest elec- 
trieally, from an impedance point of view), to operate, thereby 
breaking the tie at one end. The ‘‘slow relays’’ will operate 
for trouble beyond the bank on either side, and are set slow 
enough to allow the relays of the power company in trouble to 
clear the trouble. In ease the power company in trouble does 
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not clear itself of trouble within the time setting of the slow 
relays, they will break the tie, thereby relieving the good system 
from the difficulties of the system in trouble. The ground relays 
are set same as the fast relays, and of course operate for trouble 
on the tie line itself, 

Our experience has shown that this relay scheme operates as it 
was planned to operate, and occasions have arisen whereby the 
slow relays have taken out the tie when the system in trouble 
did not cut the trouble clear promptly. 

H. H. Green: (communicated after adjournment) The 
earrier-current protective scheme referred to brings into the 
protective-relay field principles which are new to this phase of 
power-system engineering, The pilot-wire seheme, which 
is the basic relay principle involved, is not new and is ideal for 
transmission-line protection, This relatively new carrier-current 


scheme has real possibilities and will require only an adequate 


operating record under service conditions before taking its 


’ proper place as a super-power system protective scheme, 


The scheme outlined in detail, requiring the use of special and 
standard relays, is based on relay principles in common use, 
The need of a quantitative study of short-circuit currents, in 
order to apply and obtain the maximum benefits with the relays 
now available, is quite obvious, The development of the Method 
of Symmetrical Components, for studying fault conditions, has 
placed in the hands of the protection engineer a means of handling 
this dificult phase-to-ground short-cireuit problem, and the 
application of this method to the ealeulating table permits the 
handling of phase-to-ground short cireuits on complicated 
systems, as 8-phase short circuits have been handled, ‘The 
calculating table is, therefore, made still more indispensable as 
the type of construction of the superpower systems will result in 
phase-to-ground faults being in the majority. The caleulating 
table is more indispensable than the slide rule, in its field, in 
relation to the protection of a large systom and should, figuratively 
speaking, be at the protection engineer's elbow, 

The need of a quantitative study of the problem males it 
desirable to use recording equipment in the field to obtain 
accurate measurements of the quantities invelved, A form 
of oseillograph, which is automatically put in service at the time 
of the fault, lends itself to this type of investigation and such 
records are of real assistance, 


H. C. Graves, Jr.t Mr. Bradley has deseribed two features 
which may cause incorrect relay operation. The first of these 
brings out the fact that 3-phase core-type potential transformers 
cannot be used in general for relay protection, particularly when 
directional ground relays are used. Such potential transformers 
must be either single-phase transformers or of the S<phase shell 
type. The second point made by Mr, Bradloy is that directional 
relays may operate incorrectly if the overcurrent contacts open 
so slowly as to permit the directional contacts to close and eatise 
faulty tripping before the overcurrent contacts open, One 
correction for this trouble is also indicated. 

In the majority of cases where such trouble occurs, it will be 
found that it ean be corrected by ineroasing the contact spacing 
of the directional cloment. It should be noted that this direc« 
tional element need not be instantaneous, but need only be fast 
enough always to close before the closing of the overcurrent 
contact. Overcurrent relays of the ungeared type will open their 
contacts in from 3 to 4 eyeles (60-cyele basis) after the relay is 
de-energized. This quick opening of the contacts permits the 
relay to handle the majority of eases described by Mr. Bradley 
without causing faulty operation. In those few cases where the 
contact spacing cannot be increased sufficiently to avoid the 
trouble, directional overcurrent relays may be employed, These 
have directional contacts connected in series with the upper pole 
cireuit of the overcurrent element, thus preventing operation of 
the overeurrent element until power flow is in the direction whieh 
causes closing of the directional contacts. The overcurrent 
contacts are then permitted to trip the cireuit breaker directly, 
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This arrangement is very simple but involves special design of the 
upper pole windings of the overcurrent element. 

The diagram shown in Fig. 2, referred to by Mr. George, brings 
out the different operating characteristics of this relay depending 
upon whether the currents in the two coils are in phase or are 
180 deg. out of phase. Curve A represents the in-phase con- 
dition, or the condition where currents flow out on both the good 
line and the bad line. Curve B illustrates the condition which 
would exist at the other end of the line, or the relay characteristics 
with the currents 180 deg. out of phase. 

The point made by Mr. George relative to the necessity for 
having current transformers of good characteristics for operating 
residual relays is of importance. Residual relays have a rel- 
atively low volt-ampere burden, but the impedance is usually 
higher than the line protective relays because of the fact that 
lower current taps are used. As a result of this fact a phase-to- 
ground fault causes a voltage to be built up across the residual 


relays which tends to cause the fault current to circulate back 


through the bushing type current transformers in the good 
phases. Unless the characteristics of the bushing-type current 
transformers are good, this leakage current will be so appreciable 
as to affect the relay operation. 


Mr. George also brings out the fact that the use of volt-ampere . 


relays is hindered by the fact that the phase angle under fault 
conditions is quite variable. This in itself would indicate that 
the volt-ampere relays could be used to advantage on systems 
whose neutrals are grounded through a grounding resistor. 
This tends to establish a fairly constant angle between the 
residual voltage and residual currents. Thus advantage may 
be taken of the fact that the residual voltage and residual 
eurrent invariably increase as the fault is approached. 

Mr. Kennedy stated that ‘‘The so-called impedance relay 
in its principle and theory appears very well adapted to single- 
line operation.’”’ We are pleased to add that operating ‘expe- 
rience with relays of this type indicates that they also work out 
in practise. At the present time both types of relays can be 
used with the assurance that their operating characteristics are 
definite, and that they will therefore operate according to the 
adjustments made. 

On complicated systems it is necessary to ascertain the dis- 
tribution of and value of short-circuit currents in order to 
determine breaker ratings and relay settings. Too make this 
study it is necessary first to determine the reactance or im- 
pedance values of the system, set up these values on a calculating 
board and read the short-circuit current for both maximum and 
minimum conditions of generating capacity. This involves a 
considerable amount of labor. Knowing the current values for 
the minimum condition of generating capacity, the relay setting 
of definite time relays may immediately be established. For 
inverse-time overcurrent relays this is not the case since the 
relays must be set so as to secure selectivity under the maximum 
condition of generating capacity as well as minimum condition. 

After the short-circuit study has been made, it is as simple to 
determine the setting and operating time of the impedance relays 
.as is the case with inverse-time overcurrent relays. The fact 
that the impedance relay is practically independent of con- 
ditions of generating capacity simplifies the determination of the 
time required for the operation of the relay. 

The first question asked by Mr. Janes can best be anawerat by 
the statement that the present design of ground relays permits 
them to operate when the current flowing to ground is such as to 
cause 0.5 ampere to flow in the secondary of the current trans- 
formers. This is somewhere in the neighborhood of 12 per cent 
of full-load current. These relays are therefore much more 
sensitive than can be the relay protecting against phase-to-phase 
faults. If the fault is such as not to permit this value of current 
to flow, the additional load imposed on the transmission system 
is probably so small as to be negligible until the faults develop 
into a phase-to-phase fault. When this happens the phase 
protective relays will clear the fault. In answer to the second 
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question, I should say that the general ¢ concensus of opinion 
today is that both phase-to-phase and phase-to-ground fault 
protection is necessary. If only one type of protection be used, 
it should be the phase-to-phase protection. The greatest 
majority of faults on a system consist of phase-to-ground faults, 
but on most systems phase-to-phase faults will oceur which will 
not tend to operate the residual relays. 

A general answer to the third question is difficult in view of the 
fact that almost every case must be handled individually. In 
general, for systems of this type, residual relays will not mate- 
rially assist in reducing the relay time unless the system is similar 
to that shown in Fig. 10. On the average system where the 
loop is grounded at only one end, and particularly where the pole 
hardware is not grounded and no overhead ground wire is used, 
residual relays will be advantageous because of their increased 
sensitivity, but in general will not cause any quicker clearing 
of phase-to-ground faults than will the phase protective relays 
in cases of phase-to-phase faults. However, since the distance 
between stations is so short as not to permit the application of 
the impedance type of relay, it would seem possible to apply 
pilot-wire protection, at least to the shortest sections, and thus 
reduce the number of selective settings necessary. 

Relative to the selectivity of operation of the residual relays, 
on systems as described by Mr. Jones, the treatment must be 
very similar to that used for protecting against phase-to-phase 
faults. For parallel lines the residual relays are usually cross- 
connected. The exception to this is the system deseribed in 
Fig. 10 where the residual relay acts somewhat in the nature of 
an impedance type of relay so that the relay closest to the fault 
will always clear first thus assuring selectivity even in case of 
parallel lines. 

Mr Wyatt has mentioned the problem which has been met by 
several operating companies wherein a faultly line induces a 
current in one of a pair of parallel lines, thus offsetting the 
balance in this supposedly balanced pair and causing operation 
of the relays. This usually occurs only for phase-to-ground 
faults, and one solution consists of increasing the settings of the 
balance relays. This solution is undesirable in view of the fact 
that it reduces the sensitivity of the ground relays, thus doing 
away with one of their major advantages. A second suggested 
solution consists in balancing the unbalance in the two pairs of 
parallel lines. The unbalanced current in the faulty pair of 
parallel lines will invariably be greater than that in the good pair. 
This difference in unbalances will cause a set of contacts to close 
which will permit the operation of the relays on that pair of 
parallel lines which has the greatest unbalance. The objection 
to this scheme lies in its complexity, and in the fact that the 
scheme cannot take care of unbalances at the neighboring stations. 
These relays must still-be set high to avoid faulty operation. 
The relay solution here as in many other relay problems consists 
in designing the system so as to permit proper relaying without 
excessive cost. 

Mr. Jones has found objections to the system of connection 
as shown in Fig. 25, because of its complexity. This we believe 
is just, and this system of connection should never be installed 
except in those extreme cases where necessary. However, as 
mentioned by Mr. Green, each part of the scheme consists of 
relay principles which have been in use for some time and have 
been proved, and thus an experienced maintenance crew guided 
by the short-circuit study and operating experience, should have 
no difficulty in determining the cause of faulty relay operation. 

In conelusion, I should like to add that simplicity in the pro- 
tection schemes invariably gives the best results. However, 
to be able to employ simple relay schemes, it is essential that, 
the system layout be such as to permit these simple schemes to. 
be used. Relay application is complicated because all systems 
are different. The system grows up and as it grows the relays 
are changed so as to take care of the newly developing conditions. 
The best results can be obtained only when the planning of the 
system and the scheme of protection go hand in hand. 


Alternator Characteristics Under Conditions 
Approaching Instability 
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Synopsis.—In this paper the comparatively recent discovery of 
generator instability is discussed. A method of testing synchronous 
machinery in the unstable as well as in the stable range is described. 
The results of tests performed on two machines is shown and dis- 


INTRODUCTION 


NT IL recent years the loads on power systems were 
with a predominately lagging current. While 
the regulation of the generators was sometimes 

quite poor, nevertheless the operation showed high 
stability and the field rheostats were adequate to control 
the voltage without loss of synchronism. Perhaps 
because of this fact, and perhaps for other reasons, 
textbooks have shown practically no diagrams or full- 
load saturation curves for leading power factors. The 
student might well obtain the impression that the solu- 
tion of the problem of regulation for such power factors 
would be carried out without difficulty, but when one 
attempts to carry out the solution, one meets with 
several obstructions of a theoretical nature. 

Of late years the voltage and length of transmission 
lines have been increasing and the number of inter- 
connections growing. Consequently the leading 
current load is becoming quite an item. At the same 
time due to attempts to improve customer power factor 
the lagging current load has shown a tendency to 
decrease. As a consequence, some curious phenomena 
have been noticed and reported: 1. A very unstable 
voltage on light loads when the line charging current 
is carried by too few units. 2. Inadequate field 
rheostat resistance to keep the voltage down. 3. The 
combination of lines and generator becoming self- 
exciting, that is, a resonance between the inductance of 
the machine and the capacity of the line, giving high 
voltage with the field circuit open. 4. Generators 
remaining in step with small reverse field excitations. 
5. Generators slipping a pole when the reversed field 
excitation is increased, and before the voltage is brought 
down to normal. When this pole slipping takes place, 
there is a surge which causes the voltage to rise to 
considerably above normal. 

The difficulties met in attempting to apply the 
A. I. E. E. rule for leading current loads is well illus- 
trated in Fig. 1. The curve O X is the no-load satura- 
tion curve; F Y is the full-load zero power-factor 
lagging saturation curve, and F Z, the full-load unity 
power-factor saturation curve. The zero leading 
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and 


cussed. The conclusion is drawn that the design of customary 
machines will have to be improved, synchronous condensers installed 
on many long lines, or inefficient underloading of units will have to 
be tolerated. 


power-factor full-load saturation curve is shown by 
the line A BC D, or the line ABC E. The segment 
A B is as much above the no-load saturation curve as 


‘ the line F Y is below it, as required by the A. I. E. E. 


rule. For saturations below this point, one is in doubt 
as to just how to proceed,but if it be assumed that the 
synchronous impedance is a constant, the segment 
BC would be drawn parallel to the line OX. For 
voltages below O C we meet another difficulty. If we 
continue the line toward the point D, we have a charac- 
teristic which, unlike the lagging characteristics, does 
not pass through the point F. If we reverse the seg- 
ment C D, we are unable to account for the operation 
with reversed field currents and we must imagine a 
sudden 180-deg. shift of phase at the point C. 


Fig. 1—Inuustratine Dirricutties In Estimating ZERo 


Power Facror Lrapina SATURATION CURVES 


With the peculiar behavior of synchronous machinery 
reported and the obvious defects in the more usual 
theory before us, we determined to make some tests 
with leading current conditions and if possible, try to 
extend them into the region of unstable operation. 


PRELIMINARY TESTS 


Our first tests were of a qualitative character. We 
sought to verify for ourselves just what took place when 
a generator lost control of its load. We connected an 
a-c. generator to a synchronous motor load, but did 
not take power from the motor. We overexcited the 
motor, loading the generator with leading current of 
low power factor. We included a field ammeter, 
armature ammeter, and voltmeter in the generator 
circuits. We attached a G. E. slip meter to the syn- 
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chronous motor shaft, which we excited from the same 
60-cycle supply that furnished power to the synchronous 
motor which drove the generator being tested. The 
amount of leading current was held roughly constant 
and varied the generator field current and generator 
voltage. The characteristic A BCE in Fig. 1 was 
obtained. At the point EF there was a surge of voltage 
and current, the generator forged ahead one pole or 
the motor slipped a pole as indicated by the slip-meter 
differential turning 90 electrical deg. The voltage 
after the surge corresponded to the point G. 

This experiment. was considered to prove, in a 
general way, the results previously reported, and to 
indicate that further tests were worth while. 


TESTS OF GENERATOR CHARACTERISTICS BY A PUMP 
BAcK METHOD 


First of all it was determined to employ an opposition 
method of testing, in order to obtain, if possible, 
characteristics of the unstable condition of operation. 
This procedure was successfully used by one of the 
authors in testing synchronous motors in their unstable 
range, and reported on in the A. I. E. E. TRANS- 


D-C, Line 


2—CoNNECTIONS FOR DETERMINING ComPLETE 
EXcITATION CHARACTERISTICS OF ALTERNATOR 


Fia. 


ACTIONS, 1925; p. 164. It was found that the connections 
in Fig. 2 were suitable. The generator (1) was directly 
connected to an identical machine (2) with a movable 
stator controlled by the hand wheel (8). These 
machines were 15-kv-a. 1200 rev. per min. machines 
rated at 220 volts with a Y-connection. Machine (2) 
absorbed the power generated by (1). The losses were 
sometimes supplied by a d-c. motor belted to the set, 
and sometimes, from the connection shown to the 
60-cycle line. The amount andphase of the current 
output of the generator could be controlled by the 
hand wheel (3) and rheostats (4) and (5). 

The output of the generator was measured by a 
polyphase wattmeter; sometimes by the three-watt- 
meter method, using the neutral point on one machine. 
The line current and voltage were measured with the 
aid of a polyphase board. The phase angle of the 
terminal voltage with respect to the pole axis was 
measured with the contactor (6). This contactor was 
the usual point-by-point wave form apparatus, and was 
connected in series with one phase of the generator and 
a d-c. voltmeter, which was shunted by a condenser. 
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The movable arm carrying the contacts could be turned 
about and their position noted on a degree scale. They 
were turned at all times so that the voltmeter gave a 
zero reading. The shift of the contacts from no load 
to the point under observation indicated the amount 
that the pole axis shifted with respect to the terminal 
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Fig. 3—ExciTaTioN CHARACTERISTICS OF ALTERNATOR 
Zero Power Factor LrapIna AND LAGGING FoR CONSTANT 
ARMATURE CURRENT 


voltage. This use of the contactor was developed by 
Messrs. Edwin Baldwin and Earle Lashway when 
seniors at Marquette University. 

In the first series of tests, the wattmeter was at all 
times kept at zero by the hand wheel. Currents were 
circulated by maintaining a difference in the excitation 
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Fie. 4—Zrnro Powerr-Factor CHARACTERISTICS LEADING 
CURRENT IN REGION OF UNSTABLE OPERATION, FOR VARIOUS 
ARMATURE CURRENTS AND Various ANGLES OF PoE SLIP 


between the two machines. Runs were taken for 
armature currents of 60, 50, 40, 30, 20, and 10 amperes. 
Voltage, field current, and phase shift were recorded for 
each run. Owing to the fact that when the generator 
field was large, the motor field was small, and vice versa, 
the voltage seldom exceeded 270 volts. For the higher 
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voltages, therefore, the set was synchronized with the 
a-c. line. The data were in such form that it could be 
directly plotted in Figs. 8 and 4. Fig. 3 shows the 
voltage characteristics for zero power factor, Fig. 4 
shows also the phase displacements in the unstable 
range. 

It is to be observed that stable operating condition is 
shown with reversed current in the field, also that the 
lagging and the leading characteristics join at a 
common point F, and that the shift of 180 deg. is only 
gradually accomplished in the unstable range. A 
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phase shift from 30 deg. to about 160 deg. occurs at a 
practically constant voltage. These “nose” shaped 
generator characteristics are believed to be novel. 

Since a transmission line connected to a generator at 
no-load represents a zero leading power-factor load of 
constant ratio of amperes to volts, it was thought to 
be of interest to take a series of cross curves from Fig. 3 
representing constant equivalent single-phase “Sus- 
ceptances” of values from 0.00 to 0.2 in steps of 0.02 
amperes per volt. These cross curves are plotted in 
Fig. 5. It will be seen that with a charging susceptance 
of large value, the characteristics are quite steep and 
in some cases practically vertical. Under these con- 
ditions, voltage control is difficult. If it is not feasible 
to use synchronous condensers on such a line and under- 
excite them at light load, then it will be impossible to 
shut down too many units at light load. Of course ifa 
considerable improvement in generator design is made, 
this conclusion may be modified. 

The second series of tests was made at a current of 
40 amperes, practically full-load rated current. For 
convenience, at voltages of less than 270 volts, each 
run was made with a constant phase displacement 
between the two machines. Above 270 volts, each run 
was made for a constant terminal voltage. In each 
run, the power factor was varied from zero lagging to 
zero leading by a proper variation of the two field 
rheostats. For each run the terminal voltage, power 
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factor, and phase displacement of the rotor was plotted 
against the field current. Cross curves were taken 
from these for constant power factors and constant 
phase displacements of rotor. Curves for 0, 70, and 
90 per cent lagging, and for 100, 90, 70, 50, 20, and 
0 per cent leading power factors were taken. Curves 
for 10, 20, 30, 40, 50, 60, and 90 deg. phase displace- 
ment were taken. All these curves are plotted in Fig. 6. 

It is to be observed that all the full-load saturation 
curves pass through one common point F; also that for 
power factors of less than 20 per cent leading current, 
it is possible to obtain stable operation with reversed 
field current. The line HS F passes through all the 
points where the curves are vertical and may be taken 
as the limit of stable operation. Below and to the left 
of this line, generator operation is unstable; that is, it 
will forge ahead a pole if it is free to do so. The phase 
displacements of the pole axis from the terminal 
voltage are small in the stable operating range and are 
considerably less at high saturations. 

The hope for improved design and increased stability 


_ consists of being able to extend the nose of these curves 


toward the region of reversed field currents, and to 
lower the lower edge of this nose at the place where it 
intersects the Y-axis. Attention will be called in a 
later paragraph to the constant of the machine, which 
requires improvement. 


F 


4 6 8 10 12 14 16 
FIELD CURRENT If 


Fie. 6—Fuii-Loap Saturation Curves sy Test Loctr 
oF Constant Powrr Factor AND Poise Suip Anois. Locus 
ESF or Strasiniry Limir 


TESTS OF GENERATOR STABILITY WITH 
DIRECT LOADING 


In the endeavor to determine the locus of stable 
operation, such as FE S F in Fig. 6, by direct loading and 
actual observation of pole slipping, we took a 5-kv-a., 
1800-rev. per min. 220-volts, three-phase Northwestern 
machine and connected it according to the diagram in 
Fig. 7. In this figure (1) is the alternator to be tested, 
driven through a belt by the d-c. shunt motor (2). 
The alternator delivered its power to synchronous 
motor (3), and this, in turn, to the alternator (4) and 
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the a-c. line. By controlling the rheostat (5) in the 
field of the d-c. shunt motor the amount of power 
circulated could be controlled. The amount of leading 
current taken from the alternator could be controlled 
by the field rheostat (6) of the synchronous motor. 
The field of the alternator (1) was controlled by revers- 
ing switch (7) and rheostat (8). For convenience each 
run was taken at a constant field current of the 
alternator tested. 


7—CONNECTIONS FOR DETERMINING Point or Porn 
SLIPPING IN AN ALTERNATOR 


Fig. 


For each point of data, the field rheostat of the d-c. 
motor was weakened until the generator slipped poles. 
This pole slipping was easily identified by the current 
and voltage surge which took place. Some practise 
was required, however, to secure readings at the point 
just before the pole slipping took place. It was ob- 
served that with reversed field current on the generator, 
only a small load could be carried without pole slipping 
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taking place. Under these conditions, the generator 
slipped only one pole and regained synchronism. When 
the fields were excited in the normal manner, a consider- 
ably greater load could be carried without pole slipping; 
but when the critical load was exceeded, the generator 
fell out of step completely and continued to slip 
poles. é 
Readings of generator voltage and watts were taken 
for the slipping point and plotted against the armature 
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currents, for six runs, during which the alternator field 
currents were respectively 2, 1.5, 1.0, 0.5, 0, and—0.5 
amperes. Cross curves were taken from these for 
armature currents of 2, 1.5, 1, 0.75, and 0.50 times 
rated current. The cross curves thus obtained are 
shown in Fig. 8. 

The curves shown agree in form fairly well with the 
curve E'S F in Fig. 6. The voltage of the generator is 
too high at conditions of large leading current. The 
chief conclusions to be drawn from these curves are 
as follows: (1) The criterion of stability assumed,— 
namely, a vertical volt field-current characteristic,— 
is borne out. (2) Generator operation is unstable 
below a voltage which varies in proportion to the current 
load on the machine. (8) To operate at normal volt- 
age in a stable manner, the leading current load must. 
be kept down to a certain fraction of the rating con- 
nected to the line. It is to be hoped that improved 
generator design will increase that fraction. 
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PREDETERMINATION OF GENERATOR CHARACTERISTICS 
WITH LEADING CURRENT 


In the A. I. E. E. Journau for February 1927, 
(p. 109), one of the authors proposed a method for 
computing the performance of synchronous machines. 
It was thought that it would be interesting to compute a 
series of curves such as shown in Fig. 6 by the method 
there outlined. It was felt that in view of the unusual 
and novel shape of the curves in Fig. 6, an agreement 
would give a satisfactory confirmation of the theory. 
The constants of the machine tested in this paper for 
two-phase connection are reported in the article cited. 
For the three-phase connection the following were 
assumed: 

Direct armature reaction 7 amperes field current 
equivalent to 40 amperes in the armature. Transverse 
armature reaction, 3.5 amperes in the field equivalent 
to 40 amperes in the armature. Direct reactance 1/2 
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ohm per phase of Y, transverse reactance zero, and 
resistance 1/6 ohm per phase of Y. Saturation curve 
is as shown in Fig. 3. 


With the constants in the above paragraph, the 
characteristics shown in Fig. 9 were computed. These 
should be compared with Fig. 6. We consider the 
agreement is very good, and believe that further 
theoretical studies of synchronous machines should 
be based on some form of the Blondel two-reaction 
theory. 


The extent of the “‘nose” of the curves and the lower 
intercept of the nose on the Y-axis seems to depend 
chiefly upon the constant of transverse reaction. 


CONCLUSIONS 


In this report various remarks have been made to 
point out results of significance. The most general 
conclusion to be drawn is this: By a reduction of the 
value of the transverse reaction with improved design, 
there is a hope for machines of greater stability and 
consequent improved behavior under conditions of 
low leading power factor. 

The problem of stability is likely to become more 
acute as the voltages, lengths of transmission line, 
and the number of system interconnections increase, 
so that it is hoped that the manufacturers will be able 
to improve the stability of their machines. 


Discussion 


B. A. Behrend: This paper is timely and opens up a number 
of points which I wish to enumerate. First, it calls attention 
to the method of the A. I. E. E. for the determination of regula- 
tion and states that the method recommended for zero leading 
power factor is in error. As I have been instrumental in intro- 
dueing the zero-power-factor method for the determination 
of the regulation of alternators,! I here state that the correct 
method, or at least the method which I recommended, consists 
in shifting the entire saturation curve along the line A B, 
either below the saturation curve for lagging currents, or above 
for leading currents.? This is the Potier-Behrend method 
which has keen used by us continuously for twenty-eight years. 
Refinements of this method have been made from time to time 
but the fundamental simplicity and accuracy have been main- 
tained. It is regrettable that the Standards Committee appears 
to have departed from this method as would be indicated by the 
statement made by the authors. 

So far as I know the curves produced by the authors are novel. 
My second point deals with their attempt to join the leading- 
current zero-power-factor regulation curve to the point F in their 
Fig. 1. In checking the curves of their Fig. 3, by the Potier- 
Behrend method I find a good degree of agreement with their 
curves. With a leading-power-factor load of a given amount 
the authors found that the generator would stand a small 
amount of negative excitation after which “the generator forged 
ahead one pole or the motor slipped a pole.” Now, it would 


1. The Factors which Determine the Design of Monophase and Poly- | 


phase Generators,” by B. A. Behrend, Electrical World & Engineer, Jan. 
20, 27, Feb. 3, 1900. 

The Experimental Basis for the Theory of the Regulation of Alternators, 
by B. A. Behrend, Transactions A. 1. E. E., Vol. XXL, 1903, p, 497. 

2. “Sur la Réaction d'Induit des Alternateurs,'’ by Alexandre Potier, 
L' Eclairage Electrique, July 28, 1900. This paper is based on B. A. 
Behrend’s data and ite Pig. 2 shows the regulation curves for zero lagging 
and leading currents, 
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have been interesting if they had attempted to prevent this 
action so as to prevent the leading zero-power-factor curves 
becoming discontinuous. Negative rotor excitation can be com- 
pensated by leading stator excitation so long as the two fields 
remain in step. Theoretically within limits it makes no difference 
on which member the excitation is applied. 

Twenty-five years ago we used to design alternators with 
good regulation so that it was not exceptional to have a generator 
with a short-circuit current six times the normal current and 
with a very “‘stiff” field. On such generators it is possible to run 
a negative excitation without the slipping of the rotor. Such 
curves have been run on fly-wheel type generators with great 
inertia and they have confirmed the Potier-Behrend method of 
regulation. Such tests should now be repeated on modern 
alternators with large armature reaction by resorting to special 
methods to keep the generator from falling out of step. There 
are several ways in which this can be done. 

Thirdly, I should like to comment on the suggestion of the 
authors advising that improvements in alternator design should 
be made to secure greater stability on long lines of great capaci- 
tance. It is very essential that this be done but it would be 
regrettable if history had to repeat itself and if large generators 
would have to be built again with strong fields instead of strong 
armatures. The remedy might be worse than the disease. 

The problem of stability is by no means a new one and much 
could be learned in the present predicaments from past experi- 
ence. Perhaps one of the most difficult problems was the design 
of the generating plant for the United States Steel Corporation 


of its Indiana Steel Company’s plant at Gary, Indiana, where 
fifteen 3000-kv-a., generators are operated in parallel by gas 
engines. In such cases it is necessary to take into account the 
stability of the generators so far as overload is concerned; and 
the stability in regard to oscillations which are dependent on the 
electric characteristics of the generators and on the total inertia 
of the unit. The generator and gas engine have a natural 
period of oscillation which can be caleulated and this period 
must not coincide with any “‘forced’’ period which may happen 
to be in the system. I had charge of the design of this plant 
and it is gratifying to state that the calculated frequencies agreed 
so well with the actual frequencies that, in spite of light flywheels 
and virtually no damping in the pole pieces which were solid 
without copper dampers, the plant operated perfectly from the 
start. Now, the overload margin of modern generators is much 
curtailed on account of the weak fields and their natural period 
of oscillation is greatly increased for the same reason so that 
conditions of resonance are likely to disrupt the system. Block- 
ing of governors has had to be resorted to in some of the largest 
plants to avoid such resonance. If a generator, slightly dis- 
placed from its position of equilibrium, performs an oscillation 
the period of which is nearly equal to the surge frequency of the 
line, no stable operation can be expected. Either a weaker or 
a stronger field, or a greater or smaller moment of inertia, would 
or might improve such a condition. It was my practise to 
test the generators for their natural frequeney where the unit was 
used in connection with gas engines or steam engines and where 
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there was a pronounced forced frequency going to be in the 
system. A similar course should be followed in connection with 
units which have to operate on long lines so as to predetermine 
as nearly as possible all natural and forced frequencies which 
are to be found in the system. .In this direction much can be 
done to improve the operating stability. 

While refinements in the determination of the methods of 
regulation are desirable, at least for the designer, there is little 
hope that such refinements may lead to the curing of the intrinsic 
problems of instability which are characteristic of all dynamic 
systems in which energy is alternately released and stored and 
which have several degrees of freedom. 

J. Strasser: We do not agree with the authors that there 
should be any difficulty from a theoretical nature when plotting 
saturation curves at leading power factor. We treated the 
problem of stability of turbine generators in an article in the 
Electric Journal, August 1926 issue, and used the Potier triangle 
when plotting the saturation curves and did not have any 
difficulties. 'These curves (shown herewith) were obtained 
by pure theoretical considerations and under the assumption of 
constant magnetic resistance in any radial direction which can 
be done in the case of a turbo-generator. ‘The curves obtained 
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by test by Messrs. Douglas and Kane confirm the correctness of 
our theoretical curves and also our conclusions drawn. We 
found that of the 0 per cent power-factor leading-current satura- 
tion curve the part C F corresponds to a slip of one pole and 
that the slip must occur in the point C. This means that 
for non-salient-pole machines the nose of the 0 power-factor 
saturation curve shrinks together to a point. For salient-pole 
machines the slip occurs gradually from 0 deg. at the point C to 
180 deg. along the nose and even crosses the 0 field-current line. 
The authors stated that the nose depends largely on the con- 
stant of the tranverse reaction which is in agreement with our 
conclusions. 

We are, however, not of the same opinion as to which is the 
limit of the stability. This paper seems to base it on regulation 
and uses the point of change in curvature of the saturation 
curve at constant power factor and armature amperes as a 
criterion. This point of minimum field current and constant 
power factor appears certainly in my curve at leading current 
only, but what are the limits for lagging current? 

Sometimes a high short-circuit ratio of 1.1 or higher is called 
for and actually we do not need it. We now have generators 
in operation with a short-circuit ratio as low as 0.75 and we have 
never experienced any trouble. The power stability depends 
on the combined characteristics of net work and generator. 
The only constant is the field current whereas everything else 
changes. When the system characteristic is known, it has to be 
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superimposed on the generator characteristic at a given excita- 
tion and the combined characteristic determined as has been 
shown in the article in the Electric Journal. This will hold for 
leading as well as for lagging power factors. 

M. W. Smith: The portion of the Curve A BC D below 
the point C, referred to in Fig. 1 of the paper, is of academic 
interest only, because it is in the range of instability. It is 
usually not considered safe practise to operate even salient-pole 
machines with reversed excitation. However, from a theoretical 
standpoint, it seems logical that this curve should continue to 
the point D if an external power factor of 0 per cent leading could 
be maintained. This requires an infinite capacity with 0 re- 
sistance as the point Dis approached. The fact that tests have 
shown a tendency for the curve to approach the point F below 
the point C, simply indicates that 0 per cent power factor is not 
being maintained. The internal power factor of course, will not 
be of 0 per cent leading, but will be 0 per cent lagging when zero 
voltage is reached. The leading-power-factor curve, of course, 
must reach the point F at zero voltage, because the internal 
power factor of the machine will be 0 per cent lagging, but 
whether the leading curve goes to the point F through the 
point D, or some other intermediate point, depends on the power 
factor of the leading current at the low voltage. 

The authors refer to a hope of improved design that will give 
greater stability under leading-power-factor operation. This 
condition is hardly one of improved design, but one of special 
design. Present tendencies in design are towards low cost 
and high efficiency, which usually result in low gap inductions 
and high armature reactions. This tendency, of course, is 
contrary to inherent stability, except as corrected by increased 
air-gap length. Where leading-power-factor operation is not 
required, high efficiency and low cost are the important factors. 
On the other hand, where stability is the paramount considera- 
tion, machines of special designs are required. This, however, 
is a matter of design proportions to meet a special condition, 
and should not be considered as a general improvement in design, 
because other factors are usually more important than stable 
operation at leading power factors. Except in the case of very 
large high-speed machines, no difficulties have been experienced 
in the past in producing machines for any desired degree of 
stability under leading-power-factor operation. 

J.F.H. Douglas: Mr. Behrend’s diagram showing the rever- 
sal of the Potier triangle is very interesting. Mr. Behrend makes 
the statement, that while the parts showing reversed excitation, 
are not important, yet they can be: predicted by the Potier 
triangle. I don’t know whether Mr. Behrend considered the 
resistance drop in using this, but the diagrams I have seen 
worked out give this sort of relationship using the Potier method 
and do not lead to even slight reverse-field excitations, but look 
like Mr. Strasser’s diagram. 

The Potier method is inadequate to show that sort of thing, 
but is an improvement over the A. I. E. E. rule. 

I heartily agree with Mr. Behrend and Mr. Newbury as to the 
question of the effect of relative pole and armature strength. 

It was very interesting to note in Mr. Newbury’s remarks 
that approximately double stability was obtained at only a 10 
per cent increase in cost. Itis to be hoped that by other methods 
to be developed, the same can be done for less cost. 

An intimation was made during the discussion that the 
Potier triangle is able, so far as regulation is concerned, to 
duplicate results with quite considerable accuracy. It does not 
appear, however, that it cheeks phase displacement with the 
same accuracy that it checks the voltage-field-current relation- 
ship. Inasmuch as the Institute has defined the ratio of torque 
to phase displacement as a fundamental constant it would be of 
interest to know whether the Potier method does so check this 
ratio of torque to phase displacement. So far as the particular 
machine reported on is concerned, neither the A. I. E. E. method 
nor the Potier method checks the phase angle as closely as the 
Blondel method. ; 


Recent Developments in the Process of 


Manufacturing Lead Covered Telephone Cable 
BY C. D. HART: 


Member, A. I. E. E. 


HE manufacture of telephone cable consists es- 

sentially of insulating copper wire with paper, 

twisting two insulated wires together to form a 
pair, again twisting to form a quad if quadded cable is 
to be made, stranding these pairs or quads into a com- 
pact core, removing moisture, covering the core with 
a continuous sheath of lead or lead alloy, testing the 
completed cable, and packing it for shipment. 

In order to bring out clearly some of the recent 
developments in manufacturing processes it is necessary 
to review the beginning of the art. 

The idea of using cables for telephonic communication 
goes back to about 1878. Ina talk given in London by 
Dr. Alexander Graham Bell he stated: “It is conceivable 
that cables of telephone wires could be laid under- 


Steps In THE MANuUFACTURE OF LEAD-COVERED 
TrLEPHONE CABLE 


ground, or suspended overhead, communicating by 
branch wires with private dwellings, .country houses, 
shops, manufactories, etc., uniting them all through 
the main cable with a central office where the wires 
could be connected as desired, establishing direct 
communication between any two places in the city.” 

About two years later or in 1880 the idea became a 
fact and wires enclosed in sheath were used across the 
Brooklyn Bridge. 

The insulation used on these early cables was gutta- 
percha or rubber but these materials were not very 
satisfactory for land telephone cables. A little later sisal 
and cotton were used and the cable core was im- 
pregnated to prevent the entrance of moisture and then 
drawn into successive lengths of lead pipe previously 
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extruded and laid out in straight pieces, the different 
lengths being then joined together by means of 
plumber’s joints. Impregnation was resorted to be- 


cause it was difficult to obtain a lead sheath which was 
entirely free from defects. 
By about 1890 paper ribbon had been introduced as a 
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substitute for cotton and similar insulations effecting, of 
course, a great saving in space and therefore in sheath- 
ing material and cost. 

Fig. 1 shows a group of insulating machines used 
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about 1892. With these machines paper ribbon was 
wound from a spool mounted eccentrically with the 
wire and the insulating speed was necessarily very slow. 

Fig. 2 shows the twisting machines used at that time 
for twisting pairs. These machines were crude and 
operated at a low speed. 
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Fig. 3 is of an old stranding machine consisting of one 
drum only as the cable cores were built up one layer at a 
time and the core was run through the stranding 
machine as many times as there were layers in the 
finished core. 

The old process of pulling cable core into lead pipe is 
illustrated in Fig. 4. This picture was posed a few 


Fic. 3—O.p Stranpinc Department ABout 1890 
years ago, and the man standing in the foreground was 
one of a gang who formerly did this work. 

A forward step in design of insulating equipment was 
made with the use of pads concentric with the wire 
which permitted very much higher insulating speeds 
and very much reduced paper breakage. The twisting 
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machines were also modified to reduce uneven twisting 
and permit greater speed. 

Another step was the development of multiple drum 
stranders permitting a number of layers or complete 
small cables to be made in one operation. Also, extru- 
sion presses were improved so that a continuous sheath 
of lead alloy could be extruded directly on to the cable 
core eliminating the pulling in operation. 


During the period from about 1900 to about 1920 
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many changes were made to increase output and im- 
prove the quality, also to permit of the use of thinner 
and narrower insulating papers so that a greater number 
of pairs of wires could be placed within the same cross- 
sectional area tending greatly to decrease the cost per 
circuit. 

Cables made about 1888 contained 50 pairs of 18 
gage conductor. By about 1902 improvements had 
been made which permitted 606 pairs of 22 gage wire 
to be put into a sheath of 234 in. inside diameter which is 
the maximum size of sheath which has been found 
generally economical in telephone plants in this country. 


By 1912 further improvements in equipment made it 
possible to use insulating paper of even smaller dimen- 
sions and to get 909 pairs of wire into the same diameter 
of sheath. 

On account of increased congestion in the densely 
populated sections of the larger cities, there was a con- 
tinued demand for more pairs of wire per cable, and in 
1914 the first 1212 pair 24 A. W. gage cables were 
produced. ‘This 24 gage wire was insulated with paper 
5/16 in. wide and 2% mils thick. The mutual capaci- 
tance between the two wires of a pair in this cable 
averages about .079 microfarads per mi. which allows a 
normal margin below the guaranteed value shown in 
Table I. The insulation withstands a potential test of 
500 volts (maximum instantaneous value). The in- 
creasing number of pairs per cable and the correspond- 
ing decreasing cost per mi. of circuit resulting from the 
changes described is shown in Figs. 5 and 6. 

With the growth of large office buildings and further 
increases in the demand for telephones in the great 
cities, even 1212 pairs of wire per cable were in some 
cases found to be inadequate, and in answer to the de- 
mand a cable has been developed containing 1818 pairs. 
of 26 A. W. G. wires within a sheath having an inside 
diameter of 23 in. . 

These wires are insulated with paper 7/32 in. wide and 
134 mils thick by the use of specially designed insulating 
heads and, instead of being stranded in reverse layers 
as is the case with older types of cables, they are first 
stranded in groups of 101 pairs, 18 of these groups being 
then cabled together to form a compact core. 


This method of cabling called the “unit” type to 
distinguish it from the layer type, has several ad- - 
vantages, particularly in splicing in the field. Develop- 
ment work on this 1818 pair cable is not yet complete 
but there is no reason to doubt that, if there is a demand 
for a 2400 pair cable, the demand will be met. 


For convenient reference Table I has been shown 
giving the specified limiting characteristics of some of 
the standard types of non-quadded cables. From the 
table it will be seen that the larger gage cables are 
used mostly for trunk work and the smaller gages for 
connections to subscribers. While the electrical charac- 
teristics of these non-quadded cables are of prime im- 
portance, they do not demand quite the extreme re- 
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PRINCIPAL STAGES IN THE DEVELOPMENT ON PAPER INSULATED CABLE. 


- 1888 1895 - 1895 1896 
50 Pairs 30 Pairs 122 Pairs 152 Pairs 180 Pairs 208 Pairs 
Noi8 A.W. Ga NouiG A.W, G No.19 A.W. Ga. No,19 A.W. Ga. 19 A.W. Ga. No.9 AW, Ga 


aQO1 » 1901 1902 1912 1914 1918 
404 Pairs 303 Pairs 606 Pairs 909 Pairs 1212 Pairs 455 Pairs 
No.22 A W.Ga. No.19 A.W. Ga. * No.22 A.W.Ga. No22AW.Ga No.24 A.W. Ga. No19 A.W. Ga 
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finement in manufacturing processes required for 
quadded cables. 

The discussion so far has been confined mainly to 
cable intended for local service, that is, cable providing 


TABLE I 
Average 
a-c. 
capacitance 
Standard guarantee Principle 
Ae Wie Gr. sizes—pairs |m. f. per mile uses 
=p o Ae es ee \ Toll entrance and long trunks. 
19 (he ess .090 Trunks and long subscriber 
lines. 
22 1 es 909 .089 Subscriber lines 
24 ite 21-2 .085 Short subscriber lines. 


conductors to connect subscribers directly with the 
central office and different offices with one another. 
Gradually, the network of long lines connecting different 
exchange areas or cities grew and while the early lines 
were mostly open-wire lines, it was necessary to provide 
cable in and near the larger cities to bring these lines 
into the central offices. Most of the long lines were 
operated on the phantom principle where four wires are 
combined to provide two ordinary pair circuits and a 
third or phantom circuit which uses the four wires 
simultaneously. It was, therefore, necessary to provide 
cable for these toll entrances which could also be op- 
erated on the same phantom principle. More recently 
many long toll lines have been placed for their entire 
length in cables of this type. 


One of the greatest difficulties in providing this type 
of cable was that of building it with sufficiently good 
electrical balance to avoid serious interference or 
“cross-talk”” between the various circuits in the same 
four-wire group or ‘quad,’ such cross-talk being 
especially lable to occur because practically all of these 
lines are loaded. For a given degree of imperfection in 
capacitance balance, cross-talk is much more serious if 
the line is loaded than otherwise. A very considerable 
amount of work was necessary to determine the prin- 
ciples of design and manufacture which have the most 
influence in bringing about the best balance reasonably 
attainable. 


_ The specified limiting degree of unbalance of the 
capacitance in quadded cable is indicated in Table 
II, and Fig. 7 is a diagram showing the capacitances 
involved and a brief explanation of them. 


TABLE II 


Capacitance 
in m. f. per mile 


Capacitance unbalance 
in m. m. f. per 500 ft. length 


; Phanton Phanton 
Pair Quad Side to side to side to phantom 
Av. Avy. Av. Max. AV. Max. AV. Max. 
.068 S112 30 100 120 200 60 600 
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Diagram Showing the Capacities Involved in 


Capacity Unbalances between Circuits. 
= Ground 
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*Class I Unbalances—Phantom to Side 


1, 2, 3, and 4 represent the four wires of a quad, of which 1 and 2 form one 
pair and 3 and 4 form the other pair. 


Unbalance between Phantom and Side 1-2 

= 2 [Cre3 4+ Ciag = (Go-go Cea) Gy = Ga 
Unbalance between Phantom and Side 3-4 

= 2[Ci-3 + Co.s — (Gia +) Co-4)] + G3 — Ge 


Class II Unbalances—Side to Side 


1, 2, 3, and 4 represent the same as in Class I Unbalances. 
Unbalance between Side 1-2 and Side 3-4 


= Cy_4 + Co-3 = (Cr-3 + Co-4) 


Class III Unbalances—Between Circuits in Different Quads 


Unbalances between two phantoms, or between pairs not in same quad 
or between a phantom and a pair not in same quad, in each case 
= Ci-4 + Co-3 — (Ci-3 + C2-4) in which, for 


(a) Phanfom to Phantom, 1 represents the two wires connected in 
parallel of one pair of a quad, 2 represents the two wires in parallel of 
the other pair of the quad, and 3 and 4 represent similarly the pairs 
of another quad. 


(b) Pair to Pair, 1 and 2 represent the two wires of a pair and 3 and 4, 
the two wires of another pair not in the same quad. 


(c) Phantom to Pair, 1 and 2 represent a phantom as in (a) and 3 and 4 
a pair asin (b). 


The type of quad now most commonly used in toll 
cables in this country is known as the multiple twin 
type and consists when completed of two twisted pairs 
which are again twisted around each other. Differently 
colored wrappings of cotton around the several pairs — 
hold the two wires of the pair together and afford means 
of identifying various types of quad and pair as used, 
for example, in the segregation of the circuits operating 
in different directions in the so-called four-wire circuits. 


A type of quad construction different from that de- 
scribed above and commonly known as the “spiral four” 
type of quad has been used more extensively abroad 
than here. In this construction four wires are twisted 
together in such a way that at every position each 


*Capacitance Unbalances involve differences of Direct 
Capacitances. See G. A. Campbell, Bell System Technical 
Journal, July 1922. 
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wire occupies approximately a corner of a.square and 
the two diagonally opposite conductors are used to form 
apair. . 

This construction has the merit of very low mutual 
capacitance of the pairs, but the disadvantage of very 
high mutual capacitance of the phantom. It has also 
been found more difficult with this construction to ob- 
tain sufficiently good balance to give satisfactory loaded 
phantom circuits. This type of quad has, therefore, in 
some cases been used without utilizing the phantom 
circuits. The loss of these phantom circuits is less than 
it might seem at first sight because, on account of the 
inherently lower pair capacitance for a given space per 
pair, more wires can be placed in the same space for a 
given capacitance than with other types of construction. 

Another characteristic which under certain conditions 
is important is the alternating current conductance or 
leakance. The leakance which is measured in micromhos 
is that property which determines, under given condi- 
tions of potential and frequency, the losses in the insula- 
tion. These losses become of greater importance when 
the cable is loaded than when non-loaded and also of 
relatively greater importance when the conductors are 


8—Parrr InsunaTing Heap 
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large because then the dielectric losses become relatively 
greater in comparison with the lower losses in the de- 
creased resistance of the conductor. For this reason 
many of the large gage loaded toll cables are treated 
with a special drying process to diminish the leakance. 

Either quadded or non-quadded cable may be used on 
occasion for crossing rivers, bays, etc., and in these cases 
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the lead covered cable is protected by being first served 
with two or three layers of jute roving impregnated with 
tar, then wound with galvanized steel armor wire, and 
again served with jute yarn, impregnated with an 
asphalt compound, although in many cases at present 
this outer serving of yarn is omitted. In case of injury 
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Fig. 9—Heravy Wire INSULATOR 


causing an opening in the sheath of such a cable, water 
may enter the interior and interrupt the service. It is 
also liable to penetrate for a considerable distance 
and thus ruin a substantial length of cable which it 
then becomes necessary to replace. To diminish the 
amount of cable damaged in this way, this type of cable 
is sometimes made with a very large amount of paper 
insulation crowded into a small space to make the cable 
within the lead pipe very dense. The swelling of this 
paper as it becomes wet tends to retard the penetration 
of water and to diminish the amount of cable damaged. 

This dense core construction has, however, the objec- 
tion that it tends to produce circuits of lower trans- 
mission efficiency on account of the higher capacitance 
and leakance obtained. For this reason cables for this 
purpose in many cases are made with less dense core 
construction similar to that used in land cables but with 
the core treated so as to provide water barriers at fre- 
quent intervals to prevent or greatly diminish the 
passage of water through the barrier, commonly known 
as a “plug,” so that the damage resulting from an injury 
to the sheath is substantially confined to the portion 
between two consecutive plugs. 


One of the outstanding developments in cable manu- 
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facture which occurred about 1911 was the substitution 
of 1 per cent antimony in lead cable sheath for 3 per cent 
tin. The use of tin alloyed with lead for cable sheath 
had been instituted many years before, as it had been 
found that such sheath was more durable than sheath 
composed of lead alone and had better mechanical 
characteristics. 

Exhaustive tests showed that lead antimony alloy 
sheath is equal in quality to lead-tin alloy and, although 
its use required the development of improved methods 
of mixing and extrusion, it has resulted in large cost 
savings. 

Another decided improvement introduced later was 
the substitution of vacuum drying ovens for the old gas 
or steam heated air ovens. It was found that the drying 
time using vacuum ovens was reduced to about one- 
third as compared with hot air ovens together with 
improved quality and large cost savings. 

3efore the war the average demand for telephone 
cable in this country amounted to about 200,000,000 
conductor ft. per week. During and after the 
war this demand steadily increased until now it amounts 
to about 600,000,000 conductor ft. per weeks or 
about 30,000,000,000 ft. per year, requiring annually 


Old Method 


New Method 


Fic. 10—Scuemarics or Otp ann New Type Twisrers 


40,000 tons of copper wire, 75,000 tons of lead, and 6000 
tons of insulating paper. 

In planning for the manufacture of this quantity of 
cable, the design of all machinery was reviewed and 
changes made wherever possible to improve quality or 
increase output. 
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A great deal of work was, done in improvement of in- 
sulating machines, and a ten-head vertical type in- 
sulator was developed to replace the older five-head 
horizontal type for non-quadded light gage wire. In 
designing the new machine many improvements were 
incorporated. The old machines had been built to 


Fine Wire Twister 


Tour Casie 
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Fic. 11—Compinep TwistiInc aNnD QuappING MACHINE 
handle relatively strong paper and heavy wires and 
studies indicated that to insulate finer wires successfully 
with lighter paper, also to run at high speeds without 
stretching the wire, and apply a uniform wrapping with- 
out backlapping or folding over of the paper and with 
low breakage per pad the insulators should be rigid, the 
tension on the wires should be uniform, and both 
supply and take-up mechanisms should operate 
smoothly. 

The relative floor space per head for the 10-head 
machine including operator’s space is about 60 per cent 
of that taken by the five-head machine but based on 
production the relative space per unit of production 
is about 50 per cent. The new machine runs at a 
head*speed of about 3000 rev. per min., carries a 12 in. 
pad of paper, and in general is a very substantial 
machine. 

The insulating head, the vital part of the insulating 
machine, has undergone many changes to accommodate 
the thinner, narrower insulating papers. One of the 
most important of these has been to improve the tension 
mechanism which now consists of a very small multiple 
disk clutch actuated by a system of levers so that a very 
light but very uniform tension is applied at all times. 
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This is not only making possible the use of smaller 
paper ribbon but may permit of changes in the composi- 
tion of the paper with resultant cost savings. This head 
is shown in Fig. 8. 

Another desirable feature in a paper insulating 
machine is a bare wire detector as the insulation some- 
times parts after passing through the sizing die or 
polisher as it is called, separates for a few inches and 
then picks up and goes on. Many electrical devices 
have been tried and practically all have the objection 
of high maintenance cost. A very simple and effective 
remedy was the installation of a second polisher placed 
between the capstan and take-up spool which catches 
broken paper and pushes it back until the operator sees’ 
and repairs it. 

: The insulating machine used for heavy gage wire is 
an 8-head machine built along the same general lines 
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as the 10-head machine. This is illustrated in Fig. 9. 

The method of splicing the copper wire is by means of 
a transformer, the low-voltage side of which is equipped 
with clamps for holding the two ends of wire which are 
butted together, heated by electric current, and brazed 
by the application of borax fiux and silver alloy solder. 
The transformer windings are so designed with low in- 
ternal resistance that, although different sizes of wire 
may be handled, the resistance of the wire between the 
clamps is so large in proportion to the total resistance 
that it automatically controls the current and prevents 
overheating of the wire. 

Splices in the insulating paper are made by the appli- 
cation of a thin strip of gummed paper. 

Jew twisting machines for non-quadded light gage 
wire have been developed and these machines have some 
unique features which are worth a word of explanation. 
Fig. 10 shows schematically the old type of twister 
used ten years ago in which the two spools were placed 
with axes vertical inside of a flier which carried guide 
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bushings through which the wire from the two spools 
was brought up to the center of the yoke and to the 
capstan. These machines operated at 500 rev. per min. 


Fic. 13—Exvecrreic Tracror any Tratmer ror Haxpiuina 
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and produced one twist per revolution. Assuming a 
3 in. twist, the output would be about 125 ft. per min. 
In the new machines the spools are mounted side by side 
in a flier, the spools not revolving around each other, 
with axes horizontal and the wire from each is taken off 
in 2 downward direction around a guide pulley and then 
up through the flier, around another guide pulley and to 
the capstan. With this arrangement two twists per 
revolution of the flier are produced and, as the machine 
is built to operate at 1000 rev. per min., the output for 
double the speed of the old machine is four times as great 
or about 500 ft. per min. for a 3 in. twist. Additional 
features are special tension devices to insure uniform 
tension on the wire and supports to assist in loading 
spools of wire into the yoke. 

The twister for pairing and quadding heavy gage 
wire in one operation is shown in Fig. 11. 


14—Inscuiatixse Macuines 
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Each spool, containing two conductors, is mounted in 
a yoke which revolves on its own axis to give the pair 
twist and the two yokes revolve around each other 
to give the quad twist. This is accomplished by an 
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arrangement of change gears from which can be ob- 
tained practically any length or direction of twist 
desired, 

Modern stranders follow the same general line as the 


Mie, 16—Twtattng MAcutnns 
older stranders but the whole design has been reviewed 
in detail with the view of strengthening and perfecting, 
and improved tension devices have been developed con- 
aiating of a tension arm actuated by the pair which in 
turn applies a brake to or removes it from the reel head. 
These are adjusted to give a tension of about three 
pounds per pair which causes no stretch and prevents 
over-running, With these, it is possible to run very fine 
wires at & minimum tension with a maximum smooth- 
ness of operation, The drums are gear driven and are 
capable of running up to 100 rey, per min. 

After the cores are stranded, they are dried under 
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vacuum to remove the moisture from the paper and then 
covered with a lead alloy sheath, 

Tt is necessary after the cable is removed from the 
vacuum drier to keep it in an atmosphere of a low 
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moisture content until the lead sheath is applied. This 
was formerly accomplished by placing it in an oven at a 
temperature of about 160 to 180 deg. fahr. with a 
resultant relative humidity of not over 10 per cent. 
Cables maintained at this humidity would pick up 
very little moisture but in transit from the vacuum 
drier to the storage oven some moisture might be 
absorbed; also working in and out of these hot ovens 
was not particularly pleasant. Therefore, a method 
was developed for installing the vacuum driers in such 
a way that one end opens into an enclosed storage area 
in which the air is maintained at a temperature of 
about 100 deg. fahr. and a relative humidity of less 
than 10 per cent until the cables are covered with lead. 
This temperature and humidity are obtained by cooling 
the incoming air to a dew point corresponding to the 
temperature and relative humidity desired and then 
passing it-into the oven. A considerable engineering 
problem was involved in determining the heat given off 
by the vacuum driers and the hot cables and the addi- 
tional moisture introduced by infiltration through walls, 
doors, etc.; also the relation between relative humidity, 
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moisture content of paper, and electrical characteristics 
presented a most interesting field for study. 

The method outlined above has proved very satis- 
factory as the cables do not absorb enough moisture to 
affect their electrical properties and the conditions in 
the storage area are not unpleasant; in fact, during the 
summer they are somewhat more agreeable than the 
outside air during periods of high humidity. 

The process of applying lead sheath to cable is one 
which has not undergone any change in principle since 
sheath was first applied directly to the cable instead of 
cable being pulled into it. There has been, however, a 
number of developments tending to improve the quality 
or increase the output. 

In covering a large cable something more than half 
of the total time of one cycle of operation is taken up by 
filling the cylinder with lead and cooling under pressure 
to the point where it can be extruded. The tendency, 
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therefore, has been to build presses with larger lead con- 
tainers in order to increase the time of extrusion relative 
to the total cycles. 

The diagram (Fig. 12) shows schematically an early 


Fig. 
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type of press, one which was considered standard a few 
years ago, and one of the presses designed and built 
recently. Underneath each press is a figure showing the 
lead content per charge and the relative amount of lead 
extruded per hour by each of the three presses. 

As will have been noted from the diagram, the stroke 
of the newest type of presses is about one foot longer 
than that of the former presses although the diameter 
of the lead container and the diameter of the water ram 
are the same. 

The pressure for operating these presses is furnished 
by a hydraulic pump, pumping water at six thousand 
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lbs. pressure per sq. in. Presses were formerly con- 
nected to four plunger vertical type pumps, but it 
was found that more water could be used with the large 
sizes of cable and, therefore, new pumps were built with 
six plungers, giving a proportionally greater output. 
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The diameter of the lead ram is one-third that of the 
water ram so the pressure on the lead during extrusion 
is about 54,000 Ibs. per sq. in. 

Aside from increasing output many studies have been 
made to determine the exact mechanism of lead extru- 
sion, the relative flow of lead in different parts of the 
extrusion block, the effect of application of heat at 
different points, etc. 

An interesting experiment consisted in filling an 
extrusion block, with layers of different colored waxes 
and noting their flow under pressure. This gave valuable 
data as to the proper contour of the extrusion chamber. 

The concentricity of sheath is affected not only by 
the contour of the extrusion chamber but also by the 
manner in which heat is applied; and thickness is 


Fic. 20—Crane Puactna Reets on Loapinc PLATFORM 
affected by temperature and speed of extrusion so that 
the human element is an important factor, and it is 
necessary to have thoroughly trained and reliable 
operators on this kind of work. Temperature indicators 
are used to show die block temperatures and the tem- 
perature of the molten lead is automatically controlled 
and recorded. 


Handling of lead-covered cable on reels, the total 
weight of which runs from one to five tons, is a very 
distinct problem. This handling from press to test is 
done by a crane which picks up the reels and carries 
them to the place where they are to be tested for insula- 
tion resistance, capacitance, dielectric strength, etc. 

After the cables are tested, the ends are sealed and 
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wooden lags are fastened around the periphery of the 
reels after which the cables are taken to a storage yard 
until the customer’s order is completed at which time 
they are shipped. A special tractor and trailer, Fig. 
18, has been developed and substituted for manual 
handling. 

Handling cables from the reel yard to the loading plat- 
form was a very serious problem particularly in the 
winter during snow storms. This was taken care of by 
the installation of overhead cranes for picking up reels 
and placing them on the platform. 


The lifting mechanism for empty reels consists of a 
solenoid operated plunger controlled by the crane 
operator. The reels are turned on the side, the plunger 
inserted in the bushing and the operation of the solenoid 
throws out two lugs which prevent the plunger from 
being withdrawn, and lift the reel. When the reel is to 
be released, it is put down on an inclined surface which 
turns it back on to its flanges. This method of lifting 
empty reels permits them to be stacked one on top of 
the other and saves storage space. 


The lifting mechanism for full reels consists of two 
side arms with lugs, moved horizontally by means of a 
double-threaded screw and a motor controlled by the 
crane operator. With this device the crane operator 
ean pick up and put down any reel without the assis- 
tance of a ground man. 


Figs. 14 to 20 show insulating, twisting, and stranding 
machinery, lead presses, and cable reel yard with cranes 
and special lifting equipment for both empty and full 
reels, 

The methods of cable manufacture are ever changing. 
What has been described as strictly up to date today 
will, doubtless, on account of new developments be 
superseded by new methods, new equipment, and new 
designs so that the cable plant of the future will be 
different from and more efficient than that of the 
present. 


Discussion 


Mr. Hart, in his paper, has ealled atten- 
to the progress in the manufacture of non-quad cable. 
The large increase in the number of pairs placed in a single 
sheath was due in part to improved manufacturing methods, but 
was largely due to a gradual decrease in the size of econduetors 
and the thiekness of the in ulation used. 


BE. QO. Neubauer: 
tion 


manufacture of cables having considerably higher transmission 
equivalents than the early cables which were mostly large gage. 
The transmission equivalent of a 26-gage cable, for example, 
is about 1}9 transmission units higher than that of an 18-gage 
eireuit. 


The non-quad cables are used mostly for exchange distribution, 
that is, to connect subseribers’ stations with the central office 
and to connect central office and office exchanges. The. in- 
creased transmission losses were necessarily met by improve- 
ments in developments in other parts of the telephone plant. 
In the case of subscribers’ lines, the inereased transmission 
losses were met by improvements in the transmitter, receiver, 
and induction coil of the telephone, so that today a 24-gage 
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circuit with the improved instruments will give as ,ood trans- 
mission as an 18-gage circuit with the instruments formerly 
in use. 

One of the diagrams of Mr. Hart showed the gradual decrease 
in the cost per pair of cable between 1888 and the present time. 

One of the most important items in the cost of outside plant 
facilities is conduit. In Chicago the cost of conduit is about 
$4000 per duct including a proportional part of the associated 
manholes. This one item alone is considerable when it is” 
remembered that in 1888, 36 ducts were necessary to serve the 
number of subscribers served today with one duct. 


The introduction of loading has made possible the use of 
small-gage cables to connect two offices in an exchange area. 
A trunk connecting two offices, say 20 mi. apart, could employ 
22-eage conductors properly loaded whereas if the loading were 
not available it would be necessary to use 16-gage conductors 
which would reduce the number of pairs available from 900 to 
150. 


Quadded cables are manufactured in the so-called large 
gages, that is, the 13-, 16-, and 19-gage conductors and the 
insulation is somewhat heavier than in the smaller gages. The 
wires are also placed more loosely within the sheath. The 
result is that the transmission equivalents obtained with quadded 
conductors are somewhat better than with non-quadded con- 
ductors. The reason for this is that quadded cables are used 
for toll service mostly, which means that they have longer dis- 
tances to span than the non-quadded cables. This makes it 
necessary to obtain cables of a smaller transmission equivalent 
per mile than the non-quadded cables. Even with the use of 
larger gages it is also necessary to employ amplifiers where the 
length of circuit exceeds about 80 mi. j 

H. P. Charlesworth: 
tions might be of interest. 


Possibly a few operating cons :dera- 


When we consider that today we are requiring for the tele- 
phone companies of the Bell system, more than 30,000,000,000 
conduetor-ft. of telephone cable each year we see how important 
these various developments which have been discussed really 
are in the daily operation. The fact that we can now get 1200 
and 1800 pairs of wires in these cables is interesting because 
it is hard to realize how we could possibly serve our large com- 
munities without developments of this kind permitting us to 
get a large number of wires into a building. Again, without 
this large number of wires in a single sheath our streets in the 
downtown sections would be pretty well occupied with nothing 
but telephone conduit, and of course space must be provided 
for the electric, steam, gas, and all the other utilities as well. 
That further illustrates the importance of these developments. 


Another interesting matter might well be mentioned relative 
to the toll-cable problem. That program and the extension of 
toll eables has gone on throughout the country in the last few 
years on a very large scale. Today we have an all-cable route all 
the way from Boston through to St. Louis with various branches 
bringing in a very large number of cities on a cable basis. 


These cables require; as one of the speakers mentioned, 
amplifiers at about every 50 mi. for the longer lines and the 
circuits are operated for those long distances on what is called a 
four-wire basis. That is, the voice coming from New York 
to Chicago goes on one pair of 19-gage conductors and back 
on another pair with amplifiers in each of the cireuits. That 
permits a more stable and more satisfactory operating cireuit. 
Then at the terminals these pairs are brought together, of course, 
into the usual two-wire cireuits to permit of connection through 
the switchboard to the ordinary subscriber's line. The loss, 
to start with, is of course enormous and the amplification has to 
be perfectly enormous, something like 10*° to make up for the 
enormous loss and to give a margin for satisfactory transmission. 

Under those cireumstances a relatively very small*change in 
the temperature conditions of cable, whether in the aerial or 
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underground portions, would have a very definite and very 
decided effect on the attenuation so that it is necessary to regu- 
late that, and this is accomplished by means of having a pilot 
wire, so-called, in the cable associated with certain automatic 
control apparatus so that as the wire changes in temperature 
you have automatic regulation of various amplifiers along the 
cable thus maintaining a stable and definite net over-all efficiency. 

The cable program is extending now up toward Minneapolis 
and before long will be down toward Atlanta in the South, 


Telephone Toll Plant 


BY BURKE SMITH: 


Associate, A. I. E. E. 


Synopsis.—This paper described the telephone toll system in 
the region within a radius of about 60 mi. from Chicago. In this 
system have been established 21 toll centers at which are handled 
the toll traffic of their own exchanges and 96 other exchanges in the area. 


OOK County and its seven adjacent counties in 
Illinois, and two in Indiana, together form the 
metropolitan area which is referred to in this paper 

as the ‘Chicago Region.”” Within this area there are 
about three and one-quarter million people in Chicago 
proper, with another one and one-quarter million dis- 
tributed in about one hundred communities in propor- 
tionately decreasing densities from the Chicago city 
limits to the outer boundaries about fifty miles distant. 
The growth of the population in this area is at the rate 
of approximately a million per decade. 


This area is served telephonically through local 
exchanges which are, for the most part, identical with 
the one hundred odd communities already referred to, 
and each receives service within its area under its local 
service tariffs. Between any one community and any 
other community, service is, in general, subject to an 
additional tariff or toll charge based on the center to 
center distance. 

The general advancement of this region has been 
material. This has been more than reflected in the 
accompanying increase in telephone business. Within 
this business the rapidity of increase has been even more 
marked in the toll than in the local phase. Since all 
indications point to a continuance in this same relative 
progress, it may be appreciated that the toll develop- 
ment will present a continuing problem if no other 
factor than magnitude alone need be considered. 
Along with magnitude, however, there are problems of 
re-alinements of distribution as communities of interest 
and methods of operation change and plant design 
advances, 
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up and down the Pacific Coast in certain sections, particularly 
between San Francisco and Los Angeles. A second route has 
already been provided from the East around through Buffalo 
meeting the other cable at Cleveland. 

C. D. Hart: The only thought I should like to add is that 
the discussion has tended to make apparent the need for great 
care in manufacturing cables, particularly quadded cables, 
and has broadened the picture to include not only the manu- 
facture of cable but its place in the general communications plan. 


in the Chicago Region 


G. B. WEST? 


Non-member 


and 


Descriptions are given of the toll plan and the toll plant, methods of 
handling toll calls, volume of traffic handled, etc. A most important 
consideration ia the very rapid growth taking place in toll-service 
requirements in this region. 


It is obviously as impractical to provide each local 
exchange with direct or fixed connections to every other 
exchange as it is to so deal with the various subscribers’ 
stations within a local exchange. Switching or dis- 
tribution centers must, therefore, be arranged which 
result in greater toll plant efficiencies and toll line 
route concentrations. The actual result of this in the 
Chicago region has been the establishment of 21 toll 
centers, at which are handled the toll traffic of their 
own exchanges and the other 95 exchanges in the area. 
These 95 exchanges have therefore become, for toll 
purposes, satellites to these centers, or as it is generally 
expressed, “tributary exchanges.” It is expected that 
these 21 centers may be still further reduced with im- 
provements in methods and plant design. 

Toll traffic between these toll centers, whether origi- 
nating at the centers or at their tributaries, is handled 
by one of three operating methods known respectively 
as: 

1. The Toll Board Method, in which the calling sub- 
scriber is connected with the recording operator, 
familiarly known as “Toll” or “Long Distance.” At 
the present time the recorder takes the details of the 
call and dismisses the subscriber until a line operator 
can complete the call. This method is now under- 
going a change. As soon as equipment rearrange- 
ments are available the work of the recording and line 
operators will be combined and marked service im- 
provement effected. 

2. Two-Nwmber Toll Board Method, in which the 
“A” operator accepts the call and passes it to a “Toll 
Board” operator, who handles the call while the calling 
subscriber remains at his telephone. This method will 
tend to merge with the improved toll board method. 

3. A-B Toll Method, in which the “A” or subscriber's 
operator, on receiving a call from the subscriber, 
supervises the call through to the called station, the 
calling subscriber staying at the telephone. 
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Under the last two methods, only calls made for a 
station by number can be completed, and the first 
method is used for all calls on which 2 particular person 
is asked for. The determination of the proper use of 
each of these three methods involves consideration of 
service requirements and economies, In general, the 
so-called A-B method is used for short-haul traffic of 
large volume, the two-number toll hoard method for 
short and intermediate distances of lesser volume, and 
the toll board method for long-haul traffic of small 
volume, These, of course, are only general groupings, 
and the method adopted in any individual case is based 
on the actual conditions to be met, 

There are also, of course, variations within these 
methods, such as, for example, the use of a tandem 
switching center in an A-B method, This variation as 
applied to Chicago, consists of a tandem hoard at which 
are centered toll trunks from Chicago exchanges as well 
as from-outlying exchanges, Calls received by the 
“A” operator at a Chicago exchange, for one of these 
outlying exchanges, may he routed via the tandem 
switching operator, who in turn connects through to the 
called office, via the toll trunks available to her. In 
this way it is not necessary to have direct toll lines from 
every local board in the area to every other local hoard; 
yet, at the same time, it is possible to complete these 
calls by the A-B method, There is at present only one 
tandem board in the Chicago region, and this is located 
in the loop district. Of course, as the volume of traffic 
between any two exchanges, which is handled through 
the tandem hoard, increases sufficiently to make it 
economical, direct toll Greuits between the two ex- 
changes are provided, 

Progress in the Chicago region has heen steadily chang- 
ing froma condition of practically all toll board operation 
with the hang-up method, to two-number and A-B 
toll methods without hang-up as the toll volumes have 
increased and station-to-station service has become 
more popular until today fully 87 per cent of the 
Chicago regional toll traffic is handled by the A-B 
method, The improved toll hoard method will further 
increase the percentage of business handled on a “no 
hang-up” basis, 

In this connection, it should be noted that concur- 
rently with this change from toll board to A-B opera- 
tion has come a marked change in speed of service. 
The average speed of service, that is, the average time 
from the request for a number by the calling subscriber 
to the ringing of the bell of the called subscriber, under 
the toll board method, averaged about seven min., 
while the speed of service under the two-number and 
A-Ly methods averages less than one min. Part of this 
reduction in time of connection is, of course, a direct 
result of the methods of operation, although part of it 
is also a result of the more liberal provision of facilities, 
However, such provision to permit of faster service has 
resulted in stimulating the use of the toll serv.ce, with a 
corresponding increase in the size of circuit groups and 
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in the ciciency and speed with which these 
groups can handle the traffic. “ 

Asuxiated with this regional toll traffic, there is the 
traffic which goes out of the area to more distant points, 
and that which comes into the area from distant points 
induding traffic to and from such points which must be 
switched at a center, like Chicago. The economical 
provision of the plant to care for this extra regional 
traffic, with that for the short-haul traffic, further adds 
to the complexity of the plant design. 

The provision of the plant for this intra- and extra- 
regional traffic to be economically carried out must be 
based on some general plan of future development 
within the area, Such a plan, generally known as the 
“toll fundamental plan,” projects volumes of traffic, 
anticipates methods of handling, and arranges toll 
centering, tributary, and route layouts for some ulti- 
mate period, normally about 20 years in advance, Such 
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a plan must, of necessity, be reviewed and revised from 
time to time to keep pace with the developments and 
changes in toll service requirements, and is a guide to 
current toll plant construction rather than an absolute 
control of it. 

Illustrations of some of the problems of growth and 
development of toll plant within the Chicago region 
follow: 

Referring first to the toll fundamental plan, Fig. 1 
shows the grouping of the exchanges in the Chicago 
region around the toll centers. For example, the 
small exchanges around Joliet under this plan reach 
Chicago and other points via Joliet. This figure 
incidentally indicates the several toll routes radiating 
from Chicago, such as the route along the North Shore, 
that northwest from Chicago toward Barrington, 
another directly west through Oak Park and Geneva, 
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and the one southwest toward Aurora with a branch 
toward Joliet and Morris; still another directly south 
to Chicago Heights, and one southeast to East Chicago 
which forms part of the main route to points East, 
including New York. 

Considering now the growth in toll traffic in this 
region, there were ten years ago approximately 560,000 
telephones with approximately 11,600,000 toll mes- 
sages per year. In this same area, with something over 
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one-million telephones, we are now handling approxi- 
mately 46,000,000 toll messages per year, or an increase 
of 300 per cent, while the number of telephones has 
increased only 90 per cent, and the population approxi- 
mately 33 per cent. These relations are shown diagra- 
matically in Figs. 2 and 3. 

While a large part of this increase in toll traffic is 
within a 50-mi. radius of Chicago, yet the longer haul 
has increased greatly, as for example, between Chicago 
and St. Louis, 185 messages per day ten years ago, 
compared with 650 messages today; between Chicago 
and Detroit, 180 messages per day ten years ago com- 
pared with 1000 messages today. 

Toll cable has been the solution of the increasing 
toll circuit requirements, since there is a definite limit 
to the number of circuits which can be provided by 
open wire. 

Notwithstanding the continued use of open wire on 
the less dense routes, the extension of cable has de- 
creased the toll open wire in the plant. This is shown 
in Fig. 5. It will be noted that cable wire mileage has 
increased from 36,000 in 1916 to 224,000 in 1926, an 
increase of 520 per cent in 10 years, while toll aerial 
’ wire mileage in this region has decreased somewhat 
during this period. 

The rapid extension of the toll cable plant is shown 
in Fig. 4 on which is indicated the cable in service 
five years ago, the cable now in service, and that 
rather definitely foreseen within the next five years. 
It should be noted that in several of the routes shown 
a second cable, and in some cases a third and fourth 
cable, has been placed. 

In designing such a cable network as this, there are a 
great many problems which must be solved before the 
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plant can actually be provided; e. g., starting out with 
an assumed grade of transmission, which it is neces- 
sary to provide from any station to any other station, 
the distribution of the losses must be economically 
apportioned. Take the simplest case of toll connection, 
consisting of a calling subscriber’s loop, the called sub- 
scriber’s loop, and the connecting toll circuit. Prob- 
ably it would be possible to apportion 45 per cent of 
the loss to each subscriber’s loop, and design the trans- 
mission of the toll circuit so that only the remaining 
10 per cent would be in that portion of the connection. 
Or it would also probably be possible to assign 10 per 
cent of the loss to each subscriber’s loop, and take up 
the remaining 80 per cent in the toll circuit. There is, 
of course, an economical division of these losses, and 


. these must be determined in designing the toll plant. 


Consider the design of the tandem trunk plant. 
These trunks may be classified into two groups, those 
connecting the tandem board with city offices, and those 
connecting the tandem board with suburban offices. 
If we should divide the total allowable line loss between 
these two groups equally, we would not obtain an 
economical balance, since the tandem trunk which is 
extended into suburban territory may be as much as 
fifty mi. in length, while the city tandem trunk will be 
very much shorter. There is, therefore, a very material 
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saving by dividing the allowable losses unequally be- 
tween these two classes of tandem trunks. In Chicago 
a study of the costs involved showed that this division 
of losses should be made up as follows: 
Tandem trunks in the 

metropolitan zone (within 

the city limits principally) 
5.0 Transmission units’ 
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allowable loss. 
Tandem trunks within the 
suburban zone.......... 10.4 Transmission units 
allowable loss. 


In the earlier days of the telephone business, all toll 
circuits of any appreciable length were provided by bare 


3. For description see paper by W. H. Martin, A. I. EB. E- 
Trans., Vol. 43, 1924, p. 797. 
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wire atrung on inaulators, and Ib was not until a reli 
tively few years ago that the development of the art 
permitted the use of cable clreulta for this purpose, 
‘The eartior (oll cables congated aimply of insulated wires, 
iwisted in palra, ti this period tranamnlalon losses were 
#0 large that this type of cable could only be used for 
short clatances, even though conaat ng of 18 and 10 
HALO WING, 

‘he development of (he loading coil, which has been 
deseribed in other papers presented before the Inatitute, 
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permitted further use of cable, and made cable available 
for Inereased length of haul where the volumes of (ratte 
demanded additional facilities, 

Ainee their intvoduetion, the development of loading 
coila haa advanced materially, The frat coila intro. 
duced into the toll plant, aome @6 years ago, were of 
iron core conatruction, While theae colle were satiae 
factory under the conditiona for which they were dé« 
veloped, when telephone repeatera became avallable 
it became desirable to provide improved types of load. 
in colle A loading coll having a pressed powdered 
iron core was, therefore, made available, The oute 
alanding advantages of thie coil waa ite higher magnetia 
alability and the amoother impedance conditiona on 
(the lines reaulting from tte use, 


Thia coil haw proven satiafactory for repeatered 
ciroullay, Tt ia now being auperseded for new construe. 
tion, however, by a new type of coil having a pressed 
powdered permalloy core, ‘This new core material 
permite a large reduction in the alge of the coila without 
degrading esxtabliahed efficiency standarda, and will 
rewull in large plant economies, Me, 6 showa the 
relation of alge of pots required to incase a given number 
of the new and old coilay, This reduction in a've la of 
great advantage where such coila muat be placed in 
underground ayatema in congested city atreeta, or 
Where in the countey it is desirable to place them on 
pole fixtures, 


Another development in the cable art is that of 
quadded cable, In this type of cable two pairs of 
wires, each constituting # circuit, are twisted together 
to form what is known as a “quad,” and these quads 
may be used to provide a phantom cireult, thereby 
increasing the message capacity of the eable by 60 
per cent, While this plan of making available a 
phantom circuit had previously been used in the open 
wire plant, it was not until quadded cable was devel- 
oped that the phantom was available in cable circuits, 
‘I'he use of quadded cable for circuits using direct 
signaling, however, introduced another complication, 
in that the phantom cireuit requires the introduction 
of a repeating coll at each end of each of the physical 
circuits, which will, of course, not permit direet-current 
signaling, IL therefore becomes necessary in these 
cases 10 “by-pass” direct-current signaling around the 
windings of the phantom repeating coil, in order to 
make use of the phantom possibility, ‘The economics of 
this form of signaling must be studied in each individual 
CHAE, 

Another important factor in the extension of cable 
for toll purposes is its immunity from storm damage, 
As is well known, open wire is subject to very serious 
breaks in the sleet storm area, while cable is practically 
Immune from damage in such storms, It is estimated 
that lo make an open wire line strong enough to give a 
atrength of construction comparable to that obtained 
with aerial cable would require very large poles on very~ 
short spacing or other special construction, Such a 
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line alao would need at least No, 8 B.W.G, hard-drawn 
copper wires, It ia not certain that even such a line 
would stand up under severe storm conditions, Aerial 
cable conatruction on the other hand has been in use 
long enough to indicate that construction will almost 
never go down during the severest storms. In the 
extreme cases in which a break does occur the circuits 
in the cable probably will continue to give service, 
An example of how modern toll cable construction 
enables service to be given even if the poles are broken 
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and the cable is thrown to the ground was shown in the 
case of a cable pole line between Maywood and 
Elmhurst, suburbs of Chicago. This line which was 
blown down in May 1927, during a wind storm of great 
severity carried two toll cables and also a subscribers 
cable. Although over a mile of pole line was blown 
down, the only trouble which occurred was due to a 
crack in the sheath at a splice which resulted in nine 
pairs being temporarily out of service out of a total of 
845 pairs in the two toll cables. 


Fig. 6—Companrative Size or Loapinc Com Casus 


Each case containing 200 loading coils: 
Left—Permalloy Core Coils—Weight 725 pounds 


Right—Iron Core Coils —Weight 1750 pounds 


Cable plant must of necessity be added in rather 
large units with fairly large margins over immediate 
requirements. If future requirements are overesti- 
mated, this will result in an appreciable amount of 
idle plant investment, or if underestimated, uneconomi- 
eal reenforcement or replacement becomes necessary. 
The provision of cable thus requires careful forecasts 
for long periods as to the probable traffic volumes and 
circuit requirements. 

Even with the developments in cable and loading 
coils, which are discussed previously, the distance to 
which cable could be extended for toll purposes was 
limited, and it was necessary to use No. 13, and in 
some cases No. 10, gage conductors to meet transmission 
requirements. With the development of vacuum tube 
repeaters‘ and their availability for use with toll cable, 
the distances to which such cable could be economically 
extended was increased very greatly. Furthermore, as 
a result of the use of repeaters, it has been possible to 
reduce the gage of cable circuits, so that modern toll 
cables now seldom contain conductors larger than No. 

4. See paper on Telephone Repeaters, by B. Gherardi and ¥. B. 
Jewett, Trans. A. L E. E., Vol. 38, 1919, p. 1287. Also by A. B. 
Clark on Telephone Transmission on Long Cable Circuits, Trans. 
A. LE. E., Vol. 42, 1922, p. 86. 
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16 gage, and the greater proportion of conductors in 
such cables is generally No. 19 gage. 

The first installation of vacuum tube type repeaters 
in the Chicago region was in 1914 in connection with the 
transcontinental line. This was a small installation, 
and growth in repeaters in this territory continued at a 
fairly slow rate up to about 1924. This slow growth was 
due to the fact that it had been necessary to install 
practically no long toll cables other than that extend- 
ing between Chicago and Milwaukee. Beginning with 
the year 1924, toll cable was rapidly extended in vari- 
ous directions from Chicago for distances of over 100 
mi. The Chicago-New York cable, for example, was 
completed in 1925, and the Chicago-St. Louis cable, 
which lies almost entirely within the State of Illinois, 
was completed in 1926. 

At the present time, there are approximately 750 
repeaters in use in the territory of the Illinois Bell 
Company, a very large proportion of which is in the 
Chicago region. Fig. 7 shows the location of repeaters 
in this Chicago region. 

Another problem which has come up in recent years, 
although not expected to be 2 recurring problem, 
is concerned with the quality of transmission. When 
toll circuits consist of only non-loaded open wire, the 
effect of the line on intelligibility is negligible, as <ir- 
euits of this type are very nearly distortionless. 
The introduction of leading into the telephone 
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plant, however, has brought with it 2 certain amount 
of restriction of the range of frequencies transmitted, 
varying in degree with different types of circuits, It 
is well known that loading has the property of cutting off 
or suppressing frequencies above 2 certain number of cy- 
cles, depending on the character of the loading.’ Onevf the 
fundamental] questions of loading has been to determine 

5. Bee paper on Devdopment and Application of Loading for 
Tdephone Circuits, by Thomas Shaw aad William Fvudiller, 
Trans. A. L EB. EL, Vol. 45, 1926, p. 268. 
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what range of frequencies should be transmitted to furnish 
a satisfactory grade of speech without undue distortion. 
Early studies indicated that a cutoff frequency of about 
2300 cycles would be satisfactory. These studies were 
based on measurements made by ear methods, however, 
and have been supplanted by more recent studies made 
by more scientific means. These studies show that 
it is economically practicable and desirable to set a 
limit of 2800 cycles as the minimum cut-off frequency in 
loaded cables, and accordingly all new toll plant is now 
designed on a basis of a cut-off frequency of 2800 cy- 
cles or better. 

In Chicago, at the time the decision was made to 
adopt a higher cut-off frequency, there were installed 
about 50,000 loading coils in the local trunk plant. 
Many of these were on trunks which are used on toll 
connections, such as direct A-B and tandem trunks 
and toll switching trunks. These trunks had a cut-off 
frequency of 2300 cycles. A study of the Chicago 
city trunk plant showed that it was economically 
desirable to change the spacing of coils so as to raise 
the cut-off to 2800 cycles or better, and this work has 
now been practically completed so that all toll calls, 
with the exception of those involving a few circuits in 
some of the first toll cables installed, are now routed 
over trunks having the high cut-off features. Asa net 
result of this increase in the cut-off frequency, a lower 
volume equivalent can be used, which means that a 
given type of loaded circuit can be used for a some- 
what longer haul than if the cut-off were lower. 

With the increasing complexity of the toll plant in 
recent years, it has appeared desirable to make period- 
ical surveys of transmission conditions in a toll operating 
area to determine whether the existing plant is being 
used to best advantage from a transmission standpoint 
and to serve as a guide to the economical development 
of the toll plant during a period of say five years in the 
future. In considering the need for such a survey it 
should be noted that in the design of the toll plant, 
provision must be made for handling traffic which is 
switched to points beyond two given toll centers, as 
well as that which terminates at the two centers. This 
traffic for a given circuit group between two toll centers 
may amount to only a small percentage of the terminat- 
ing traffic and means must be provided for taking care 
of transmission on such business which will not react 
seriously on the cost of providing facilities suitable 
for terminating business. Adequate transmission on 
switched calls may often be provided economically by 
the installation of repeaters’ or by setting aside a 
certain proportion of circuits in a given circuit group for 
use in switched business and designing those circuits so 
they will be of a high enough grade to be used for either 
switched or terminating business. The economical 
location of repeater points and determination of the 
proper balance between circuits designed for terminat- 
ing business and those designed for switched business 
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can best be decided by a comprehensive study of trans- 
mission conditions for the entire area. 


In making a transmission survey, an analysis of toll 
traffic is prepared covering the whole area for a represen- 
tative month, showing both terminating and switched 
traffic and indicating the present transmission con- 
ditions as compared to the transmission objectives 
which have been established. By dividing the territory 
into natural subdivisions such that the traffic for 
different parts of the territory passes through a 
relatively small number of main switching points, it 
is often found that the analysis at a particular switching 
point will show that transmission improvement of a 
relatively small number of circuit groups will provide 
satisfactory transmission on all business switched 
through that particular point. It is also possible to 
pick out the particular centers where toll transmission 
under present conditions does not meet assumed ob- 
jectives. A transmission study of this kind supple- 
ments the toll fundamental plan and is of assistance in 
the proper routing of toll traffic so as to fit in with 
expected future toll projects. 


There are, of course, many other problems in the 
design of the toll plant relating not only to what might 
be termed transmission design but also methods of 
construction and- problems of economics entering into 
the design of the plant. However, the greatest problem, 
as indicated in the earlier part of the paper, probably is 
that brought about by the extremely rapid growth 
taking place in the toll service requirements of the 
Chicago region. 


Discussion 


G. S. Dring: The importance of an equitable division of 
transmission losses in the trunk, substation, and toll-line facilities 
is stressed in this paper. Not only must the transmission of each 
unit be within the required limits, but the over-all transmission 
of the various units when connected together to form a toll 
circuit from subscriber to subscriber must be such as to provide 
a satisfactory talking channel from the subscriber’s point of view. 

This paper brings out the advantages from a service and 
maintenance standpoint of toll cable over open wire. It should 
be kept in mind, however, that while the use of toll cable does 
stabilize the service rendered over it, constant care must be 
exercised from the time it is installed and throughout its life to. 
insure that the conductors are at all times in proper electrical 
and physical condition. Experience has taught that if we 
expect to make use of the phantom possibilities and avoid cross- 
talk from one pair to some other pair of phantom, we must make 
careful capacity-balance tests on the pairs of the various sections 
of cable before connecting them together, having in mind the 
desirability of keeping the unbalance between the various pairs 
and within quads to a minimum on the finished over-all cable, 
Further, the lead sheath must be kept air-tight or low insulation 
will result. Pressure tests by means of nitrogen or carbon- 
dioxide gas are made on sections of the cable before splicing is 
completed and thus any leaks or openings are located. After 
the cable is placed in service, insulation tests are made daily to 
insure that cracks or other openings have not occurred in the 
sheath. g 
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Temperature also is a factor which must be compensated for, 
48 an increase in temperature causes an increase in resistance of 
copper conductors thereby increasing the transmission loss for a 
given section. The longer aerial toll cables are divided into 
regulator sections of approximately 170 mi. each. 

Transmission regulation made necessary on account of tem- 
perature changes is accomplished automatically by a wheat- 
stone-bridge arrangement having for one arm a pair in the cable. 
A change in temperature affects this pair as it does the other pairs 
in service and the change in the regulator-pair resistance controls 
relays which increase or decrease the gain of the telephone re- 
peaters associated with the working toll cirenits at the regulator 
stations and thus compensate for increases and decreases respec- 
tively in temperature. 

Signaling over long toll circuits is a subject in itself. Mr. 
Smith points out that the phantom coil does not permit d-c. 


signaling. The superimposing of d-c. telegraph circuits on toll’ 


circuits also makes d-c. signaling impracticable. The use of 
135-cycle ringing current has been used on composited telephone 
Circuits for a number of years and recently the use of 1000-cycle 
ringing current has been introduced over the longer-toll circuits. 
The 1000-cycle cycle ringing current has the advantage of being 
efficiently transmitted over telephone circuits as it is within 
the speech range. 

H. S. Osborne: The extremely high losses in very long toll 
cable cirenits have been referred to. These long toll cable 
circuits are made of copper totalling about 0.1 in weight the 
open-wire circuite which they displace, and the amount of loss 
per unit length is larger in an even greater proportion. Taking 
the cable circuits themselves, the loss of energy per unitlengthis 
3) or 40 times as great asitisin large-gage, open-wire circuits. 
Whereas with ordinary terminal losses one could talk perhaps 
400 mi. effectively on the open-wire circuits, the corresponding 
limit for these small cable wires would be 10 or 12 mi. Now, 
by the loading, which is discussed by Mr. Smith, that is raised 
to perhaps 0 mi., and then by the use of amplifiers the limit is 
very greatly extended. 

The provision of proper energy efficiency is, however, only 
one of the electrical problems involved in establishing these 
Grenits. Another one of great interest is the limitation of the 
distortion of speech. In order for the speech to remain clear it is 
necessary that the electrical efficiency of the circuit be very 
uniform over a relatively wide range of frequencies, about 200 to 
25000 cycles. Bearing in mind that the loss of energy in a circuit 
from New York to Chicago is 10", itis evident that the regulation 
of that loss to a very uniform figure over a wide range of fre- 
quencies presents a very formidable problem. It has been 
necessary not only to make the cable circuits themselves as 
nearly distortionless as possible, but to compensate for the re- 
maining distortion by compensating devices installed in con- 
nection with the repeaters. 

These very long circnite have some extremely interesting 
transient current characteristics. The voice currents, as you 
know, consist of a series of discontinuous groups of high-frequency 
oscillations, and the impinging of these oscillations on the long 
cable circuits produces very important transient currents which 
it has been necessary to eliminate by attention to the method of 
design of the cable. These transient currents depend on the 
electrical constants of the cable itself. 

Then there is another kind of transient current arising from 
the fact that the speed of propagation of the impulses is not 
infinite and, in fact, on the loaded cable circuits of a type used 
very widely, the velocity is about 12,000 mi.asecond. At the 
distant end there is always a very considerable reflection of 
current because of an irregularity in the impedance of the cirenit 
so that if such a cireuit were to be used between New York and 
Chicago, the reflected current would come back after traveling 
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2000 mi. with a time lag of about '/, sec., and on such a circuit 
one would hear the words coming back as a very distinct echo 
which is extremely annoying. 

It has been necessary to do two things to reduce those echoes 
on the very long circuits. One is to design circuits with a 
higher velocity of propagation. The velocity on the circuits 
actually used between New York and Chicago is about 25,000 
mi. a second. Another thing has been to make use of the 
voice currents themselves to suppress these so-called echo cur- 
rents. That is done by having the voice currents operate a relay 
to short circuit the return path, and the time lag in the echo is 
sufficient to permit that operation to take place and cut off 
the echo currents before they have time to return. 

Another very important series of problems, which constitutes 
a story in itself, is that of preventing interference between 
the circuits in the same sheath. In a, toll cable there are on the 
average perhaps 250 independent circuits within a diameter of 
2.5 in. To prevent those circuits from producing interference 
with each other, particularly where we are dealing with very 
great lengths and extreme ranges of energy input and output, 
has constituted an interesting and important series of problems. 

As a final word, I should like to ask you to bear in mind that 
these circuits must be so designed and constructed that it is 
practical to maintain them without excessive expense. It is not 
possible to assign a high-grade man to watch over each particular 
circuit, but it must be possible to maintain the stability and the 
characteristics of the circuit by requiring only the attentions of 
men who have a great many duties to perform so that repeater 
stations, including several hundred repeaters, may be manned by 
only a relatively very small number of men. 


A. P. Allen: It might be interesting to put a little back- 
ground on this subject of the modern toll cable. When the line 
was first built between Chicago and New York in 1892, we 
couldn’t put any cable in the line. 

At that time we had no load coils, no repeaters, nothing but 
open wire. We had one thing, however, that made it possible 
to talk from Chicago to New York, and that was as nearly 
perfect maintenance as was ever found on a pole line. 

Another thing that also came through the lack of toll cable, 
along in the late nineties, was due to the fact that we didn’t 
know how to get enough open wires between New York and 
Philadelphia because they didn’t have country roads enough 
for the requisite pole lines. So Mr. MeCulloh, who is now 
president of the New York company, and I worked out a system 
of operating that gave us sixty paid minutes an hour over each 
drcuit during the busy hour by an exact reversal of the present 
day A-B toll method. In other words, we had to pass our orders 
by telegraph wires, and we didn't allow even the toll operator to 
control, directly, a talking circuit between the two cities. They 
were all controlled by a switching operator at each end. The 
instant one circuit was taken down at one end it was put up on 
another connection. All the preliminaries were arranged on the 
order circuit before the customer was connected to the circuit, 
and lost circuit time was practically eliminated. 


E. W. Vanderfield: Toll-operating methods are designed 
to furnish the briefest possible lapse of time between the place- 
ment and completion of # message compatible with proper 
economic costs and the necessities of the subscriber. As a 
consequence they involve a balance between operating costs and 
the expense of toll-circuit provision and between the manner of 
call placement and the resulting service speed. 


For the shorter toll hauls of 50 mi. or less where the neighbor- 
hood conditions are conducive to relatively large traffic volumes, 
I believe it will normally be found that operating costs are the 
predominant factor and that these may be economically con- 
served through liberality in circuit provision. 


Bun 


Upon this base if the subseriher tn willing to transaet his 
Hisinewe with any one who may anawer al ihe dedgnated sation 
rather than with a specified persion anid will Mieniah the atation 
avmber, le pritionble wad esonomioal to provide a method of 
noedelay toll operation whieh le practioally identioal with lawal 
operation throughout He dervice feahines, 

At panges extending beyond 60 mi, thie toll method has heen 
considered inapplicable eblefly by reason of the supervision 
limite, At (hese longer lily aldo the eireui) oats hesome aseete 
dant aver (he operating cola to a degree whieh Mmakod 1 exe 
padiont to engineer and provide eivoulie pon a definite delay 
Hasie and bo (hie podtelet the dwoenuinber operating Held, 

The inevewsiig intormatity of tall message placements ag 
alanalivad by the vise of alatlotetowtation volumes with thet 
alanifieant sped and noehangeup features, and the generally 
inereasing volumes of toll (ratte have together contributed to 
bring about a tiavked change in prevent toll methods, Aa a 
oonseqiuence Hla iaw planned to extend this alatlonetoedbation 
serving Where (he necesaltiog of (he sibserther permit hy extending 
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the duties of the recording toll operator to allow her to attempt 
an Immediate completion of all toll calla, 

When the subseriber will place his call on a station-to-station 
howe by giving the station number and where there is an idle 
lolleling clroult available in lows than two minutes, the subseriber 
will, | understand, secure his conneetion, regardless of distance, 
upon the same base as is now encountered for the short-haul 
Hlatlonetorntation service, This will represent the full posalbil- 
tiew of loll service am Lt is now seen, 

I! the station number ta not known, a particular person is 
(losived, or an idle tollline clreult ia not at once available, the 
oul ual necodiarily revert tow delay basis similar to that now 
controlling under prevent tolleboard practise where directory 
sorvice must be rendered and tleket-distributing time is involved, 

Li can be reasonably expected that this method will enable 
between two and three minute servies to be given upon # major- 
ity of the tolleboard-offered calla with no reaction upon the 
present average speed for the remaining traffie and without 
diveelly resulting in inereased cireult or operator provision, 


The Vacuum Tube Rectifier 


Oscillographic and Vacuum Tube Voltmeter Study of its 
Application to B- Voltage Supply for Radio Receivers 


BY JOHN H. KUHLMANN: 


Member, A. I. E. E. 


Synopsis.—This paper covers investigations made in under- 
taking the design of a rectifier for use as the B power supply for radio 
recewers. It determines the most satisfactory type of filter circuit 
and the appropriate values of inductance and capacitance to give 


HE object of this investigation was to determine 


a good method of design for a vacuum-tube’ 


rectifier for converting alternating current into 
direct current equivalent to that obtained from a 
battery. The d-c. output should be such that it can 
be used to properly operate a radio receiving set and 
loudspeaker without introducing any interference or 
modulation from the a-c. source. The study of the 
the eliminator was prompted by the lack of engineering 
literature? on the subject and by the desire of the 
writers to more fully understand the proper design, the 
characteristics, and the limitation of the device. 

The study is divided into several sections: 

1. The rectifier vacuum tubes. 

2. Oscillographic study of the action of inductance 
and capacity (alone and in combinations), upon the 
rectified wave form. 

3. Vacuum tube peak voltmeter study of the small 
ripple in the load current and its elimination by use of 
two section filters. 

4. Caleulation of per cent voltage fluctuation. 

5. Conclusions. 

The eliminator to be investigated consists of three 
distinct units, 

1. The rectifier proper 

2. The filter 

3. The load resistance for dividing the load voltage. 
The units which make up the general circuits under 
study are shown in Fig. 1. In Fig. 2 is shown the 
completed eliminator and its parts as used in this study. 


Section 1. THE RECTIFIER VACUUM TUBES 
The vacuum tubes used for the rectifier were the 
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a d-c. output delivered with the least practicable voltage drop and 
having no fluctuations of sufficient magnitude to interfere with the 
proper operation of the set. A vacuum-tube peak voltmeter used to 
detect very small fluctuations is described. 


obsolete power tubes, UV-202, being the only tubes 
available at the time. Three tubes were tested; their 
plate current-voltage and plate current-resistance 
curves are given in Figs. 3 and 4, respectively. 

From the plate voltage-current curves in Fig. 3 it 
is seen that the tubes 7’, and 7; saturate at a much lower 
current density than T., which was an unused tube. 
T, and T; had both been used as oscillators; T; used 
longer than T;. These curves show that if the rectifier 
is required to give a peak current of over 100 milli- 


Load 


Fig. 1—Crircurr DiacramM or EXPERIMENTAL Vacuum TUBE 
RECTIFIER 


Rectifier: 
Ep = 300 volts effective from center-tapped transformers 
Ey = 3.75 volts effective from center-tapped transformer 
T, = T2 = U V 202 5-watt power tubes with grid connected to plate 


Ci, C2, Cz are 500-volt condensers. 

used in the experiment 

L; and Ly» are similar iron-cored inductances each having an inductance 
of about 30 henrys for the normal d-c. excitation. The cores are in 
two laminated sections, each L-shaped; butt joints are used giving 
small variable air-gaps. Each coit contains about 6200 turns with 
an average resistance of 645 ohms 

Load: 

Low-inductance, wire-wound variable resistance units of ample current 
capacity. Resistors for final set are wound on flat strips of bakelite 
and are of fixed value. Several values of resistance were used in the 
experiments 


_ Several values of capacity were 


amperes, the rectified current wave will be flat topped. 

The plate current-resistance curves, (Fig. 4), were 
obtained to show the variation of plate resistance with 
the rectified current. These curves are desirable in 
order to match tubes and thus obtain equal amplitudes 
in both halves of the rectified wave. 

In the oscillograms, Fig. 2B, V; and V2 show the 
current wave forms as per 7’, and T:, and V; gives the 
resulting current J,, in the resistance load of 8000 ohms. 
The values of Vi, V2,and V; were taken simultaneously. 
The circuit diagram is shown in Fig. 2. 


300 


The wave forms V, and V;, Fig. 2B, show the result- 
ing current in the load and the 60-cycle e. m. f. applied 
to the rectifier, respectively. The oscillograms show 
that the rectified current is in phase with the applied 
voltage. This is to be expected, as there is practically 
no reactance in the load circuit. 

The half wave rectifier gives a load current wave form 
as shown in Fig. 2B by V; or V2. 

The current wave forms, instead of the voltage, 


Fig. 2— 


Fig. 24—Circuir D1iacraM oF ReEctTiFieR WitrHovur FILTER 
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Vi and V2 are individual tube output currents. 
rent for full-wave rectifier. 


Vzand V, are load cur- 
V; is 60-cycle applied voltage 


were observed throughout this study because the 
current consumed by the voltage element of the oscillo- 
graph is a large portion of the total rectified current and 
therefore would disturb the circuit and current con- 
ditions to be studied. 


SECTION 2. OSCILLOGRAPHIC STUDY OF THE 
ACTION OF INDUCTANCE AND CAPACITY ALONE AND 
IN COMBINATION UPON THE RECTIFIED WAVE FORM 


The Effect of Capacity on the Load Current Wave Form. 
The addition of capacity across the load resistance of 
a rectifier, as in Fig. 3A, reduces the ripple in the load 
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current. The operation of the condenser may be 
explained as follows: When the voltage is applied to the 
rectifier, the condenser takes a charge and continues 
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Vi is rectifier current. Vs is condenser current. 
with 2.13 » f. shunt capacity 
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V3; is load current 
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V: is rectifier current. V+ is condenser current. 
with 12.13 » f. shunt capacity 


V2 is load current 
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charging until the rectifier voltage reaches its maximum 
value. As soon as the rectifier voltage begins to de- 
crease, the condenser begins to discharge and in so 
doing, builds up a voltage across the tubes which 
opposes the applied voltage. The rectifier current 
wave, therefore, takes the shape shown by V,, Fig. 3B, 
instead of that shown by V;, Fig. 2B. The condenser 
continues to discharge until the decreasing condenser 


PLATE RESISTANCE Rp 


a) 2 100 120 
PLATE CURRENT Ip 


Fic. 4—PiLaATe CuRRENT—RESISTANCE CHARACTERISTIC OF 


U V-202 Vacuum Tuses 


Fig. 48—Oscittocrams ror Rectirier Craceir Fic. 4a 


V; is condenser current. V2 is load current with 2.13% f. shunt capacity. 
V2 is 60-cycle applied voltage 


voltage becomes equal to the increasing rectifier 
voltage. The load current pulsations are of much 
smaller amplitude for the circuit shown in Fig. 3a than 
for the circuit shown in Fig. 2A, because the condenser 
discharges through the load resistance and supplies 
the load current during the time the rectifier voltage is 
passing through zero. The condenser discharges 
through the load resistance in accordance with the law 
for the discharge of a condenser through a resistance; 


that is, 
: —_— —— 
nak - Milly 


aes 
RC 


From the above discussion, it appears that it should 
be possible to reduce the load current ripple by increas- 


KUHLMANN AND BARTON: THE VACUUM TUBE RECTIFIER 


301 


ing the time of discharge of the condenser. For a 
circuit such as shown in Fig. 3a, the time constant, 
T=RC 
Since the load resistance is fixed, the time constant can 
only be increased by increasing the capacity. Fig. 3B 
shows the load current when the shunt capacity is 
2.13 microfarads and Fig. 3c shows the load current 
for a shunt capacity of 12.13 microfarads. The oscillo- 
grams show that the ripples in the load current are 
very much less for a shunt capacity of 12.13 microfarads 

than for a capacity of 2.13 microfarads. 
In Fig. 4B, the relation between the condenser current 
V;,, the load current V», and the impressed 60-cycle 


Fic. 5p—Oscittocrams ror Rectrivien Cincuir or Fic. 34 


V; is rectifier current. Vz is condenser current Vi is load current 


with 2.123 » f. shunt capacity 
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V; te rectifier current. Vz is condenser current V; is load current 


with 12.12 p f. shunt capacity 


e.m.f. V;, is shown. The value of C, is 2.13 micro- 
farads. The upper waves of V, show very well the 
dissimilar characteristics of the rectifier tubes. It is 
well to point out that in V; the wave forms above the 
axis represent the charging current, and below the axis, 
the discharge current into the load. 

Removing either 7’, or 7T', from the circuit Fig. 2a 


502 


gives a half wave rectifier. The oscillograms in Figs, 
5B and 5c show the effect of shunt capacity across the 
load resistance on the output current of the half wave 
rectifier. In Fig. 6B, C, is 2.18 microfarads; in Fig. 
5c, C, is 12,18 microfarads. In both of these oscillo- 
grams, V;, V», and V;, are taken simultaneously, with 
V, the rectifier output current, V, the condenser 
current, and V, the resulting load current. In Vz the 
wave forms above the axis give the charging current, 
and below the axis, the discharge current to the load. 
Effect of Inductance on the Load Current Wave Form, 
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Vi and V» are individual tube output current, 
with 1, 7.5 henrys. V4 is output current of one tube, 
with L; = 30 henrys. V¢ is 60-cycle applied voltage 


Va is Joad current 
V>5 is load current 


Introducing inductance into the load circuit, as illus- 
trated in Fig. 6A, causes a reduction in the amplitude 
of the current ripple and also a large drop in the effec- 
tive load voltage, because of the high I Z drop of the 
inductance. On the other hand, the shunt capacity as 
shown in Fig. 8A gives a higher effective load voltage 
than is obtained when both L and C are out of the cir- 
cuit. This effect of the condenser is obvious from the 
discussion given above, 

In the oscillogram of Fig. 6B, V,, Vz, and V; were 
taken simultaneously with L,, having an inductance of 
approximately 7.5 henrys, while V; and Vz show the 
individual tube output and V, the load current. The 
small hooks on the wave forms of V, and V, show that 
the rectified current lags the impressed e. m. f. because 
of the series inductance. 

The effect of increasing the series inductance to 
approximately 30 henrys is shown (Fig. 6A) by V4, Vs, 
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and V, in Fig. 68, V, being the output of one tube (the 
output of the other tube being the same), Vs the load 
current, and V, the impressed e.m.f. The ripple of 
V; is considerably smaller than that of V;, and the hooks 
on the wave forms of V, are larger, indicating a greater 
angle of lag between current and impressed e. m. f. 
Furthermore, the load current ripple is now practically 
a sine wave of a frequency twice the input frequency 
of 60 cycles. 

Increasing the inductance still further has only a 
very small effect on the load current ripple. Half wave 
rectification, with inductances in the load only, gives a 
slightly disturbed upper half of a sine wave. The 
oscillograms for the half wave rectifier are not shown 
here. 

It has been demonstrated above that the amplitude 
of the load current ripple is reduced by increasing the 
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V; is rectifier current, 
with 2.13 wf. shunt capacity. 
capacity 


V2 is condenser current. V3 is load current 
V, is Joad current with 12.13 wf. shunt 


time constant of the load circuit. For the circuit shown 
in Fig. 6A, with an inductance of L; = 50 henrys and a 
series resistance of 9000 ohms, the time constant is 
0.00555 sec. The circuit in Fig. 8A with C, = 12.18 
microfarads and a load resistance of 8000 ohms has a 
time constant of 0.097 sec. Therefore, the amplitude 
of the load current ripple should be much less for the 
circuit with shunt capacity than for the circuit with 
series inductance. This is clearly shown by the oscillo- 
grams, V; Fig. 3c, for the circuit with shunt capacity 
and V, Fig. 6B, for the circuit with series inductance. 

Effect of Inductance and Capacity on the Load Current 
Wave Form. The effect of capacity shunted across the 
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load resistance and the effect of inductance in series with 
the load resistance on the amplitude of the load current 
ripple have been shown above. By properly propor- 
tioning inductance and capacity, therefore, it should be 
possible to reduce the amplitude of the load current 
ripple to a negligible value. 

In oscillogram Fig. 8B, for the circuit of Fig. 8a, 
V;, V2, and V; were taken simultaneously, V; showing 
the current from the rectifier, V, the condenser current 
with 2.13 microfarad capacity, and V; the load current. 
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V; is condenser current C;. Vs is condenser current Cz V3 is load 


current. V, is current in series inductance 


Increasing C, to 12.13 microfarads gives the load current 
shown by V., which is practically a straight line. The 
per cent ripple in this load current is 1.2 per cent and 
was determined by the method explained in Section 3 
of this paper. With the oscillograph, the current shown 
by V, appears as a straight line. It is seen, therefore, 
that the oscillograph will not show a ripple which is 
less than about 2 per cent. Since a load current with 
a ripple of 2 per cent is not satisfactory for “B” battery 
supply for radio receiving sets, further filtering and 
other means for detecting the ripple are necessary. 

Two more interesting oscillograms are shown to give 
the action of the second condenser in the filter shown in 
Fig. 94. In the oscillogram of Fig. 9B for the circuit 
shown in Fig. 9a, V;:, Vs,and V; were taken simul- 
taneously, with V, the condenser current of C;, V2 the 
condenser current of C:, and V; the load current; 
V,, is the inductance current and was taken separately, 
although timed nearly the same. 

A starting transient is observed here, and is due to 
the charging of C:, which had no charge at the start. 
The transient is observed to be slightly oscillatory but 
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so damped that only two cycles are apparent. The 
effect is more pronounced in V,. In the steady state, 
C, draws a small current, being charged by the 120- 
cycle current ripple and discharging into the load, thus 
reducing the load ripple still further. The load current, 
V: Fig. 9B, shows a smooth line. 

The circuit, Fig. 10a gives an inverted L filter. 
Oscillograms, Fig. 10B, show V; the inductance current, 
V. the condenser current, and V; the load curreni, 
taken simultaneously, with C, equal to 2.13 microfarads. 
The wave forms V,, V;,and V, show these same currents 
but with C; increased to 12.13 microfarads. 

Several interesting things are to be observed: First, 
the highly damped oscillatory transient due to the 
charging of C.; second, on account of large shunt 
capacity and a proper series inductance, the ripples in 
the load current are less pronounced. Increasing the 
capacity, C2, increases the transient and gives a smooth 
load current. 


SECTION 3. MEASUREMENT OF THE LOAD CURRENT 
RIPPLE BY THE VACUUM TUBE PEAK VOLTMETER 


The output current of a vacuum tube rectifier was 
found to be a pulsating current as illustrated in Fig. 2B. 
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V; is inductance current. V2 is condenser current and V; is load cur- 
rent when C; =2Z.1gyuf. V¢ is inductance current, Vs is condenser 
current and V¢is load current when C; = 12.12 nf. 


Fig. 10n—Oscittoceams ror Rectririzr Ciecuir Fie. 


It has been shown that the amplitude of the pulsations 
can be reduced by means of a filter with properly pro- 
protioned series inductances and shunt capacities. It 
was also shown that the oscillograph would not detect 
a ripple in the load current less than 2 per cent. Buta 
ripple of 2 per cent in the load current of a vacuum tube 
rectifier is too large for “B” battery supply for radio 
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receiving sets; therefore, the following method for 
measuring the current ripple was developed. 

A current ripple may be looked upon as a periodic 
alternating current of some wave form superimposed 
upon a constant direct current. In this case of the 
output of a vacuum tube rectifier through a filter, the 
superimposed alternating current is practically a sine 
wave of 120-cycle frequency. By measuring the two 
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Fira. 11—Circurr Diagram or Vacuum TuBE VOLTMETER 


G =galvanometer. Ey, = d-c, voltmeter. 
Ay, = rectifier load resistance 


Ip = milliameter 


components of the load current, the ripple may be 
expressed in per cent by 


desas 


ca 


Here J,,,. is the maximum value of the a-c. component 
and J,, is the d-c. component of the rectifier current. 
After analyzing several methods for measuring these 
two components of the load current, it was found that 
the vacuum tube voltmeter would probably be the most 
satisfactory. The results obtained show that this 
method is well suited for such measurements. 

Fig. 11 shows the circuit diagram of the voltmeter 
as used for these tests. Here Ry, is the load resistance 
of the rectifier, Ey, the load voltage, and J, the load 
current, which contains the ripple. A d-c. potentiom- 
eter circuit, capable of a voltage variation from 0 tc 
300 volts, is in series with the grid-filament circuit. 
The purpose of this potentiometer is: (1) to balance out 
the effect of the d-c. component and keep it from biasing 
the grid, (2) to measure the value of the d-c. component 
of the load voltage indicated by the meter E,. When 
the switch S is closed, the galvanometer G is used to 
determine if the potentiometer voltage is equal to the 
d-c. component of the load voltage. The meter J, 
indicates the plate current. 

Since the plate current of a vacuum tube is a function 
of the applied grid voltage, this device can be calibrated 
and used as a peak voltmeter. The meter was cali- 
brated by passing a known 60-cycle current through a 
known non-inductive resistance and applying the J R 
drop to the terminals 1-2 of the meter with the switch S 
open. Normal grid bias, plate voltage and filament 
current were used. Since the voltmeter was calibrated 
on 60 cycles and used on 120 cycles, there is a possibility 
of a slight error in the readings, due to the fact that the 
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plate current meter I, will not read the 60-cycle and 
120-cycle pulses the same. The error is so slight, how- 
ever, that it can be neglected. 

The calibration curve for this meter is shown in Fig. 
12. Two calibration curves are shown, one from zero 
to 11 volts, and the other from 10.5 to 57 volts. In 
order that no grid current shall flow, the peak voltage to 
be measured should not exceed the value of the grid 
biasing battery voltage, in this case, 9.1 volts. With 
the grid at a positive potential of 15 volts, the grid 
current is negligible in comparison with the load current, 
0.05 amperes, and therefore voltages up to 25 volts can 
be measured with a high degree of accuracy and higher 
voltages can be measured with nearly the same degree 
of accuracy. The plate current shown by the calibra- 
tion curves in Fig. 12 is not biased to zero. This is 
done so that a known zero can be maintained and any 
deviation noted and corrected. The low-range cali- 
bration curve is a close approximation to the plate 
current-grid voltage static characteristic curve of the 
UX-201A vacuum tube. 4 

To use the vacuum tube voltmeter, the grid, filament, 
and plate battery voltages are adjusted to their proper 
calibrated values. With the complex current in the 
load resistance, the approximate value of Ey is deter- 
mined and the potentiometer set to that value. The 
switch S is closed and R, varied until the meter G 
reads zero. Then S is opened and the reading of I, 
noted. The corresponding value of the a-c. component 
of the load voltage is obtained from the calibration 
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Fig. 12—Catrspration Curve FoR Vacuum Tcee VorrmMerer 


curve, Fig..12. The reading of E, gives the d-c. 
component. From these two values, the per cent ripple 
can be calculated as explained above. In order to 
obtain satisfactory results, the voltage applied to the 
rectifier must be constant because very slight changes 
in the primary voltage will produce large variations in 
the voltmeter readings across the load. For these tests 
a constant a-c. voltage was obtained from a synchronous 
motor-generator set with battery excitation on the 
generator. 


input voltage is shown im the figure. The effect of 
varying the shunt capacity for each of the filter circuits 


CECT we EE 


Fra 13—Eevect ov Vexrise Corson tx Vextovs Trees ov 
Vusre Cracems 


is also shown in Fig. 13. The results of these tests 
show that the filters with 2 small per cent ripple in the 
load voltage have 2 high-voltage drop. By combining 
several of the types of filters shown, one with 2 snail 
per cent ripple and 2 low-voltage drop can be obtained. 

One section of 2 Pitype filter with the test results 
is shown in Fig. 14, and 2 single section of 2 T-type 
filter with test results is shown in Fig 15. The Pitype 
filler gives 2 current with 2 smaller ripple and also has 
a lower voltage drop than the T-type filter. The T 
filter can be improved by adding 2 capacity C, across the 
load as shown in Fig. 16. The results of the test show 
that the per cent ripple has heen reduced to 2 neghgible 
value, but that the voltage drop in the filter remains 
unchanged. By adding 2 third capacity C,, 2 shown 
in Fig. 17, the desired results are cbtizined; that is, the 
ripple is reduced to 2 value that cannot be detected by 
the voltmeter and the voltage drop is the same 2s for 
the Pifilter shown in Fig. 14. 

By inserting a pair of high-resistance recetvers in the 
plate cireuit of the vacuum tube voltmeter, the ripple 
can be detected audibly. A ripple that was just audible 
was found to be equal to 0.06 per cent. To check these 
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WH 


results, 2 small portion of the load voltage was impressed 
upon the terminals of 2 1 to 6 audio-frequency trans 
former and the secondary connected to the terminals 
1-2 of the vaeuum tube voltmeter, With 2 plate 
eurrent of one milliampere, the hum was just audible. 
This method of test was used for the cireuit shown in 
Fig 17. When using the audible method of detecting 
the ripple, it was found that the removal of the shunt 
capacity across the load (C,, Fig 17) imtroduced 2 
bad Greuit noise caused by high frequencies in the load 
current. Jt was also noted that a2 capacity of at least 
two microfarads should be used, at C; Fig. 17, to by- 
paas the high frequencies that tend to enter the load. 
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of the load current by means of the vacuum tube volt- 
meter is beSeved to be 2 new application for this type 
A inate. 
Sects 4. Calculations or Pez Crt VoLtTace 
FLUCTUATION 
The percentage voltage fuctmation in the lead_resis- 

tance may be caleuleted by the formules given by 
ELT. Van Der Bip im his book ahove mentionei. For 
the type of Glter shown in Fig. &4, the formule is as 
iows: ? 

6E, 2s : 

gE, @O,~7 BE +Ve 


BOG 


C, = 12.18 « 10~¢ farads, L = Li + Lz = 60 henrys, 
R, = 8000 ohms, and w = 27 K 120 = 754. The 
calculations give a percentage voltage fluctuation of 
1.49 per cent. The value obtained from the measur- 
ments by means of the vacuum tube voltmeter is 1.2 
per cent. 

For the type of filter shown in Fig. 9A, the following 
formula applies: 


6 E, 2 T 
Ey, Ww C; (Ry? (1 — In Ce ww”)? a L? w?|” 


C, = 4.26 «K 10-* farads, L, = 30 henrys, Cz = 5.0 
10~* farads, Ry = 8000 ohms, and w = 27 K 120 = 754. 
The calculations show a percentage voltage fluctuation 
of 0.289 percent. Thevacuum tube voltmeter method of 
measuring the percentage fluctuation gave 0.20 percent. 

SECTION 5. CONCLUSIONS 

In order that the voltage drop in the filter circuit 
should not be too high, the series inductance should not 
be larger than required to produce a current without 
ripples. For the filter circuits discussed above, each 
inductance for the working load current should not be 
less than 25 henrys. The resistance of each inductance 
should preferably be kept low,—not greater than 250 
ohms. To further reduce the voltage drop, a shunt 
capacity of not less than four microfarads should pre- 
cede the inductances to provide a low impedance shunt 
for the ripple current. 

To obtain a rectified current with negligible ripple, 
two Pi-type filter sections will generally be the maxi- 
mum number required if shunt capacities equal to, or 
larger than, four microfarads are used. A single 
Pi-type filter section can be used to give a ripple of 
approximately 0.10 per cent if both condensers have a 
capacity of six microfarads, or larger, and if the series 
inductance is large, 25 henrys or larger. 


Discussion 


H.S. Read: Filters have too long been submerged in elegant 


mathematies. Now we all see what is contributed by the parts 
of the filter and how filters may be compared. The authors do 
much to bring theories out of the secrecy of certain laboratores 
and put them in practical forms. 


It is remarkable that a filter can be used for radio. One must 
greatly reduce the a-c. component in the direct current to make 
the a-c. inaudible. The reduction is a noteworthy feat because 
the human ear responds to a tremendous range of exceedingly 
small engeries. By way of illustration, if one-half inch repre- 
sents the least sound energy which can be heard, how long a 
ruler would measure the loudest sound which one can hear 
without pain? Two-thirds the distance to the sun! Or, if all 
the talk since colonial days of all the people in the United States 
were paid for at a common rate for electrical power, you could 
pay for all the talk with $5.39. We use in everyday life a great 
range of intensities and very small sound energies. Itis amazing 
that filters can really prevent the hum in radio. The authors 
show how it is done. 

C. M. Jansky, Jr.: There are several characteristics of 
rectifier devices and filters used in receiving sets which are 
rather interesting, and which apparently are causing some dis- 
cussion among the manufacturers of suc! 2quipment. One 
of the characteristics of rectifiers is that they usually have fairly 
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high internal resistance with the result that for varying loads 
the voltage delivered varies widély. That is to say the voltage 
regulation of the device is extremely poor. _ j 

There has been some attempt on the part of manufacturers 
to adopt standard specifications for rectifiers, and in so doing 
consideration has been given to the establishment of a standard 
filter circuit and also a standard load. The specifications for 
rectifying devices would then be given in terms of the action in 
this particular circuit. 

The conclusion was drawn that if rectifier A, in the standard 
circuit gave such and such results, and rectifier B gave such and 
such results in the same standard circuit, for circuits having 
entirely different characteristics you could predict what the 
results would be, which I think, to amyone who has considered 
the points brought out in the paper by Professor Kuhlmann and 
Mr. Barton, looks offhand as though too much were taken for 
granted. Therefore, any light which can be cast on the action 
of these devices should be very helpful. 

J. P. Barton: This particular B-battery eliminator which 
we have studied is of a general type of those which are on the 
market at the present time. 

Because of the apparent lack of proper engineering design and 
knowledge in regard to the inductances, and, furthermore, of the 
relatively high internal plate impedance of the rectifier tubes, 
the voltage regulation is usually poor. For this particular 
circuit described, the resistance of the inductances is higher than 
we have recommended in our conclusions, and this coupled with 
the high internal plate impedance of the rectifier tubes gave, 
for this set described in the paper, a voltage regulation of about 
23 per cent over the useful range. 

There is one other point I should like to bring up which has 
very seriously, in the past years, concerned the B-battery elim- 
inators, and that is the proper design of the series iron-core 
inductances so that they will maintain a high enough value of 
inductance to cause a proper degree of filtering when normal 
load current is flowing through them. 

Many inductances on the market have no air gap in the mag- 
netic circuit. Such inductances will usually become saturated 
when 60 to 100 miliamperes, which is about the normal d-e. 
flowing in the average B-battery eliminator, is passed through 
them. Such inductances under these conditions have a very 
low value of effective a-c. inductance because the working or 
incremental permeability is low at high inductions corresponding 
to partial saturation. The ripple consequently would be very 
high in the load. It is only in a few of the manufacturing 
companies that the proper design of such inductances is under- 
stood. Several men have presented papers in the past several 
years on the design of such reactors. These papers have made 
it possible for many to design a reactor at the present time that 
will carry a d-c. component and yet maintain a high degree of 
a-c. inductance and keep that inductance over a small variation 
of the d-e. component which is present in these filter circuits. 

E. W. Vanderfield: J should like to ask Mr. Barton what is 
is the effect of the transformer regulation on the transformer 
supplying the plate voltage to the rectifier. That varies a good 
deal with the load drawn from the transformer, I believe. 

J. P. Barton: In the work done here we maintained an 
input voltage of 300 volts a-c. to the tubes and measured the 
variation of load voltage due to the effect of different filters. 
This variation in input voltage was small because the output 
current variation was over a small range. If such a rectifier 
were built for varying loads, then it would be quite essential 
that the plate transformers should have good voltage regulation. 
However, where a system is built to supply a constant load, then 
the voltage regulation is not so important unless the primary 
voltage varies unduly. , 

The main difficulty in reducing the high voltage regulation of 
the B-battery eliminator is in the high internal plate impedance 
of the rectifiers, and the high resistance of the chokes, this latter 
usually due to economic reasons. 


A Two-Range Vacuum Tube Voltmeter 
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Synopsis.—Vhe design, uses, and limitations of a new circuit 
employing the three-element vacuum tube as a voltmeter are discussed. 
Two overlapping ranges of voltage, together with a single operating 


HE need for a convenient means of measuring small 
alternating voltages has long been felt in the com- 
munication engineering field. The usual type of 

electromagnetic voltmeter is inadequate for two reasons: 
(1) Comparatively large current is required to operate 


it, and (2) its calibration is greatly affected by fre- 


quency. Both of these defects are more or less in- 
herent and can probably never be materially reduced. 
The electrostatic voltmeter, while possessing neither of 
these defects, has others. Its sensitivity is exceedingly 
low, requiring the use of an optical system for voltages 
less than about 25 volts, and its adjustment is very 
difficult. 

The versatile vacuum tube, however, possesses 
certain characteristics which make it applicable to the 
measurement of alternating voltages. 

Various types of vacuum tube voltmetersare possible. 
One type uses a variable grid bias voltage which is 
made to balance out the plate current resulting when 
an alternating voltage is applied to the grid. This type 
measures peak voltages. Other types rely upon detec- 
tor action of the tube. The voltmeter circuit described 
in this paper uses the grid bias method of detection; 
this is sometimes also called plate circuit detection. 

Fig. 1 shows in schematic form the circuit which will 
be discussed. In order to obtain a wider range of volt- 
age and still prevent grid current from flowing, two sets 
of plate and grid bias voltages are provided for. To 
obtain a means of rigidly fixing both of these voltages, 
they are taken as resistance drops in the filament 
circuit. The use of a UX-199 tube, requiring but 60 
milliamperes for the filament, makes it possible to 
supply all power to the circuit from 45-volt, “B” 
batteries. Best results are obtained when two large- 
sized, 45-volt units are used in parallel. One set of 
resistances is used for the low-voltage range, the other 
for the higher range. When the higher range is in 
use, the grid is biased beyond the point where plate 
current normally disappears. For a fixed battery 
voltage, there exists an optimum proportion of voltages 
to give both the best, greatest sensitivity and the 
maximum range. 

Since the resistance in the plate circuit is low (of 
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battery, are the unique features. The effect of wave-form and the 


elimination of that effect are treated. 
* * * * * 


the order of several hundred ohms), the plate current 
may be considered as vanishing at a bias voltage equal 
to the plate voltage divided by yu. 


Let 

E = available battery voltage, 

FE, = supplied plate voltage (high range) which equals 
the voltage between plate and filament for 
high range, 

é, = supplied plate voltage (low range) which equals 
the voltage between plate and filament for 
low range, 

EH, = absolute value of grid bias voltage used with 
high range, 

e, = absolute value of grid bias voltage for low range, 
optimum value, 

Aosta 2, Rs 
, Microammeter 
| H 
ee 
| anes 
(1-K)AIp 

Fia. 1—Scuematic Diacram or Vacuum Tusn VoLTMETER 

V = maximum peak voltage which can be measured 
on high range without grid current flowing, 
(V 4 E.) 

» = maximum peak voltage which can be measured 


on low range without grid current flowing, 


@ = voltage which when added to e, would reduce the 
plate current to zero; see Fig. 2. 


Then, 
€ - Le 
—& = am a (a is positive) (1) 
For the high range, 
E, 
E,-— —— $0 2 
c (2) 


in order to provide continuity between the two ranges. 
Also, for the high range, 


Ey, = E-E, (3) 
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Putting 2, « V into (3) and combining with (2), 
B=V. 

ite 


v (4) 


For the low range, 

> =H-b-«, (5) 
where b is the auxiliary balancing voltage used in the 
low range to balance out the normal plate current, 
I,» and which was available in the high range for 
plate and bias voltage. Putting ¢, = » into (5) and 
combining with (1), 


E~-b=—yvp 
js (6) 
ps 
Gy 
Ws 
\y 
High Barge 
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Vic. 2—Tue Dovute-Ranon Dusion 
ty = plate battery voltage 
= plate filament voltage 
(, = operating bias 
p = voltage amplification factor of tube 
Eliminating » between (6) and (4) gives 
) 
; 
ys B-V 
V $(F-b- po) 4+ - 2 
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This equation expresses the maximum peak voltage 
measurable in a continuous two-range design, in terms 
of available battery voltage, voltage amplification 
factor and two design constants, a and b. 

The constant a is determined by trial and was found 
to be of the order of one volt for several 199 tubes. 
Ite value is not critical. The constant b is quite 
arbitrary, if R, is adjustable for different tubes having 
different values of I,,, being equal to I,,R, For 
R, = 50,000 ohms, b proved to be about three volts for 
one tube and five volts for another, using a 45-volt 
“B” battery as the source of voltage. 
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Using the guiding equations derived above, the volt- 
ages, E., Ex, ¢, er, were selected and the resistances 
shown in Fig. 1 were obtained on the basis of 60- 
microampere filament current. Thus, FL, is determined 
by Equation (7), E, by (3), ¢. and e by (4) and (5), 
respectively. These values are not critical. A fila- 
ment rheostat of 30 ohms was used so the maximum 
drop would be greater than 1.5 volts, permitting the 


UX 19% 
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é, = 4.5 volts 
th = 33 volts 
E, = 10.5 volts 
Ey = 8 volts 


use of dry cells to compensate for drop in B-battery 
voltage. The resistance r’ was variable but could be 
rigidly set for a particular tube. It was found necessary 
to use a variable 100-ohm rheostat to accommodate the 
three tubes tested. There is a considerable difference 
between the normal plate currents for different tubes. 


Fia. 4—Casinet, MicRoAMMETER, AND CONDENSER 


In fact, in the tube used in obtaining the data for this 
paper, a current of nearly two microamperes flows at 
the high bias, whereas in the other tubes tested, the 
plate current had entirely vanished at that bias. 

The final arrangement is shown schematically in 
Fig. 3. A telephone key is used to change from one 
range to the other. A key is also provided to disconnect 
the voltmeter from the alternating voltage. This key 
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short-circuits the voltage terminals when the voltage 
is disconnected, in order to prevent the rise in plate 
current accompanying the free grid. The entire 
assembly of tube resistances and keys is mounted in a 
wooden case as shown in Fig. 4. Terminals are pro- 
vided for the battery and the microammeter. In the 
tests herein described, a Rawson-type 501 micro- 
ammeter having three ranges, 0-20, 0-200, 0-2000 
microamperes, was used. An expensive calibrated 
instrument is not necessary, however; any D’Arsonval 
galvanometer movement provided with a scale and 
giving a readable deflection on a few microamperes will 
prove satisfactory. A more sensitive meter is not 


desirable due to difficulty which will be experienced in. 


maintaining the false zero. In fact, slight fluctuations 
in battery voltage as well as shocks applied to the 
tube are observable on the 0-20-microampere range. 
The resistances are of the porcelain, tube-wound type 
and are not especially non-inductive. In the experi- 
mental work a condenser was sometimes used across 
the plate-filament as is shown in dotted lines in Fig. 3. 
The tube is mounted in a shock-absorbing socket. 
Referring to Fig. 1, the application of Kirchoff’s 
Laws to the balancing circuit gives the following 
equation: 
Let 
Toe = I, when Ix = O 
‘fs (PS (8) 
When an alternating voltage is applied to the grid, 
@ mean increase in plate current, AJ,, occurs. In 
flowing from the filament, this increase divides between 
the two filament terminals in the ratio K as shown in 
the figure. 


Thus, when I, = | ~_ Ahn. 
d,-+ f1— Kj A1,—1) R.- UI, +4)7’ 


— (K 41, +1) Ru =0 (9) 


But : 
K Ai, +i =In (10) 
Combining (8), (9), and (10), 
as R,+ Kr’ 
Thi ee (11) 


oS a sme are 


Equation (11) shows that the calibration is not 
independent of meter resistance. The lowest range of 
the Rawson microammeter has a resistance of about 
1000 ohms which is not negligible compared with 
R, = 50,000 ohms. The variation between the resis- 
tance of meters of various manufacture but of similar 
range, however, is not sufficient to cause more than 
1 per cent error. Equation (11) gives the relative 
meter current in terms of the actual AJ,, K, and the 
resistances R,,1r’, and Ru. It is to be recognized that 
changes in R« as well as changes in filament rheostat 
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(as made to compensate for falling battery voltage) 
theoretically change the actual mean increase by 
virtue of changing the plate circuit resistance. The 
value of K is also affected. No attempt has been made 
to obtain a mathematical statement of this; the effect 
is imperceptible. A further effect of varying the fila- 
ment rheostat is to cause a slight change in the voltage 
applied to the circuit through the AJ,. R; drop. This 
drop for the 30-ohm rheostat is negligible, also, being 
less than about 0.01 volt. 


2 Milliamperes 


Ri 


R,+R,=5000™ 
To V.T. Vm. as above 


R2 


Oscillator 2 


Thermocouple 


‘~ Microammeter 


Fie. 5—Catisration Circurir 


The following factors determine the usefulness of a 
tube voltmeter in communication measurements: 


. Variation of calibration with frequency, 
. Input impedance, 

. Variation of calibration with wave-form, 
. Sensitivity, 

Range, 

. Stability of calibration. 


On wODe 
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Fig. 6—Samepte CaLipratTion Vacuum Tupr VoLTMETEeR 


Low range 1000 cycles 
Low range zero = 0 on 0.02 shunt 


Information concerning all of these factors has been 
obtained in the laboratory. 

Fig. 5 shows the circuit used to calibrate the tube 
voltmeter. This circuit was also used for much of the 
test work. Calibration curves for the model studied 
in the laboratory are shown in Figs. 6 and 7. In ad- 
dition to the fact that grid current reduces the input 
impedance, it biases the grid differently when flowing 
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through different resistances. Tests made using no 
grid bias verified this. The flow of grid current thus 
limits the range. 

In order to interpret some of the subsequent results 
more intelligently, the effect of wave-form will be 
treated now. A consideration of the manner in which 
the mean increase in plate current arises shows that, in 
general, wave-shape does affect calibration. For almost 
all of the test work, the source of alternating current 
was a Western Electric 8-A oscillator comprising an 
oscillator, voltage amplifier, and power amplifier. 
Under load, the wave-form of the output current 
departs considerably from a sine-wave. 

For the purpose of studying the effect of wave-form, 
oscillograms were taken of the current wave at different 
loadings. A precision-type radio-frequency milliam- 
meter was used to maintain the current at a constant 
r.m.s. value of 20 microamperes for each load. The 
voltage drop to actuate the voltmeter was taken 
across a General Radio decade resistance box so that 
the voltage wave had substantially the same form as 
the current wave. 


0 04 08 12 16 20 04 08 12 16 20 
METER READING METER READING 
Fig. 7—SampLte CaLipratTion Vacuum Tune Vo.truerer 
High range 1000 cycles 
High range zero = 0.14 on 0.02 shunt 
Oscillogram (a) of Fig. 8showsthe wave-form with the 
oscillator loaded most heavily; (b) shows the wave-form 
under light load; and (c) shows the form improved 
slightly by means of a parallel “trap” circuit, tuned to 
400 cycles, the frequency used. The following table 
gives the results: 
TABLE I 
FREQUENCY = 400 CYCLES PER SEC. 


Volts Zero | Read- Cond. |Wave- 

r.m. 8. scale ing Scale | m.f. | form 

7.00 0. 0.02 1.755 0.2 0 a 7.236 +4.90 
*7 .00 0.18 0.02 1.252 0.2 0 a 6.73 |* ~4.01 
7.00} 0.18 0.02 1.433 0.2 0 b 6.97 —~0) 42 
*7.00 | 0.18 0.02 1.388 C2 0 b 6.90 |\*—-1.45 
7.00} 0.18 0.02 1.466 0.2 0 c 7.00 0 
*7.00| 0.18 0.02 1.403 0.2 0 c 6.93 |*~1.01 
7.00} 0.18 0.02 1.890 0.2 2 a 7.40 +5.40 
7.00} 0.18 0.02 aie 0.2 2 b oe oie 
7.00} 0.18 0.02 1.518 0.2 2 c 6.96 —0.57 
0.70} O 0.02 | 1.345 | 0.02 0 a 0.701 | 40.14 
0.70; O 0.02 1.340 0.02 0 b 0.700 0 
0.701 0 0.02 1.340 | 0.02 0 c 0.700 0 

*Oscillator terminals reversed: 


The per cent error in the above readings was referred 
to the reading with wave-form (c), designated by zero 
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error for the reason that it. coincided with the calibra- 
tion. It can be seen that while none of the wave-forms 
photographed is so distorted as to be considered un- 
suitable for most work, errors in measurement may 
result if tube voltmeters are used, unless precautions 
are taken to eliminate them. 


Ylava-forw CG ; 
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Fig. 8 


The curves given in Fig. 9 show that the calibration 
does not vary appreciably with frequency. For each 
set of curves, a constant voltage across a non-inductive 
resistance was obtained by the aid of a precision thermal 
milliammeter. As would be expected, the use of a 
condenser connected between plate and filament 
prevents the slight falling off of the curves for higher 
frequencies due to the inductance in the plate circuit. 


10 100 1000 10900 100,000 
FREQUENCY, CYCLES 
Fig. 9—Faequescy CHanacrentstic or Vacuum Tune 
Vo_rmeren 


A two-microfarad condenser gave just as satisfactory 
results as one of larger value. 

The input impedance of the tube voltmeter was 
measured with a shielded capacity bridge. The volt- 
meter was set up as for usual operation and the input 
impedance was obtained as a function of indicated plate 
current; see Fig. 10. The input capacity was found to 
be approximately 30 uw wf. and the input conductance 
was found to be of the order of 0.004 micromhos. 
The conductance increases rapidly as the grid approaches 
a positive potential. At 1000 cycles, the impedance is 
about five megohms. 

The above measurements show that the input im- 
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pedance of the vacuum tube voltmeter is entirely 
satisfactory for use in most communication engineering 
measurements. The device cannot be used to measure 
voltage across a condenser unless a conductive path 
exists between condenser plates, inasmuch as the volt- 
meter has no grid leak of its own. 


8 A Oscillator 
1000~ 


Fig. 10—Scuematic Diagram or ImprepaNnce BRIDGE 


Further notes on the method of calibration may be 
of interest. A frequency of 1000 cycles per sec. was 
used in the circuit shown in Fig. 5. The current was 
kept constant at two milliamperes and the load was 
kept fixed at 5000 ohms, non-inductive. The thermo- 
couple, which was of the heater coil type, was calibrated 
with two milliamperes direct current immediately 
before use. The wave-form from the oscillator was 
satisfactory as the oscillator was not overloaded. 
Reversal of oscillator terminals had but little effect. 
Calibration curves were obtained both with and without 
two microfarads between the plate and _ filament. 
Condenser curves should be used for all frequencies 
about 100 cycles; below 100, the no-condenser curves 
should be used. 

A re-calibration of the voltmeter described, made 
after about 40 hours of service, was found to coincide 
-with the original calibration to within the limits of 
accuracy of the standardizing voltage. This is to be 
expected, as the method of adjusting for the false 
zero compensates for any change in emission. The 
change in filament current necessary to so compensate 
makes insignificant change in the operating voltages. 
As the tube nears the end of its life, however, its char- 
acteristics will change and compensation for the change 
in emission will not suffice, in general, to retain the 
calibration. 

Aside from the use of the vacuum-tube voltmeter 
as a calibrated instrument to measure voltages, there is 
a wide field of use in which the device may be used as an 
intermediary in measuring a ratio of voltages. An 
illustration is the comparison of two impedances. In 
Fig. 11 is shown the scheme for comparing a scalar 
impedance with a resistance. The voltmeter is first 
connected across Z, and the deflection noted, or the 
oscillator output is adjusted to give a conveniently 
readable deflection; it is then transferred to the voltage 
divider which is adjusted to give the same deflection. 
Care must be taken, if the wave-form is unsymmetrical 
with respect to the axis, to impress the same side of the 
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wave toward the grid. In comparing an impedance of 
high phase-angle with a resistance, error arises even 
then if the wave-form is bad; for the harmonics in the 
current wave contribute to the voltage in different 
degrees in the reactance and resistance. This is 
exemplified by the fact that the measured impedance is 
different for reversed oscillator terminals, using the 
correct voltmeter connections as shown in Fig. 11. 
Measurements comparing the impedance of a 100- 
millihenry inductance with that of a resistance showed 
a discrepancy of the order of 5 per cent upon reversing 
oscillator terminals. When an inductance was con- 
nected in series with the resistance and the impedance 
of the resistance reduced to the same value as that of the 
inductance, thus making the phase angles in the two 
impedances equal, this discrepancy disappeared. Excel- 
lent sensitivity was obtained. The error of measure- 
ment was less than 0.5 per cent. 

The tube voltmeter circuit under discussion cannot 
be used, without modification, except where the arith- 
metic mean of the voltage measured is zero. Measure- 
ments are frequently desired, however, of inductance or 
alternating voltage in iron core coils, transformers, etc., 
while carrying a polarizing or magnetizing current. 
One method of making such measurements is to employ 
the grid stopping condenser type of voltmeter. As 
pointed out by W. B. Medlam and U. A. Oschwald,* 
this type of voltmeter, however, has inherent objections 
such as enormous wave-form error, restricted range, and 
some frequency error. A preferable means of making 
the above measurements for transformers is to employ 
the plate detection voltmeter in a circuit shown inFig. 12 


Oscillator 


yoltage Divider 
d.p.d.t. 


i a V,T, Vm. 


Fig. 11—Comparison or Impepances Ustna Vacuum Toss 
V OLTMETER 


which was suggested to the authors by Mr. J. P. Barton, 
late of this laboratory, now of the Westinghouse 
Electric & Mfg. Co. By making r sufficiently low, 
of the order of a few hundred ohms, the current taken 
by the transformer can be reduced to a negligible 
amount; or, if not, corrections can be readily applied. 
Very satisfactory results have been obtained with this 
circuit in measuring voltage ratios of transformers, the 
manipulation being similar to the comparison of im- 
pedances. Here, the wave-form error cannot well 
be eliminated by a choice of voltmeter connections, 
and the best solution is to employ a good wave-form 
which, of course, is desirable from all standpoints. 


ELIMINATION OF WaAvE-Form Error 
Writing J, as a function of FH, alone, as can be done 


*Bibliography, 1. 
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of the curve, No previous treatment of this fact by 
others has been found by the authors, 

Certain types of tubes display characteristics well 
suited for use in eliminating waveform error, The 
lows power tubes, in general, have a relatively wide 
range of grid voltage over which the characteristic is 
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The Influence of Residual Air and Moisture 


In Impregnated Paper Insulation: 


BY J. B. WHITEHEAD: 


Fellow, A. I, E, EB 


Synopsis.—The paper describes experiments im study of the 
separate influence of residual air and moisture in impregnated 
paper as used for the insulation of high voltage cables, 

Some sixty similar samples are prepared, dried, evacuated, and 
impregnated under the same program, except as regards the pressure 
of evacuation and impregnation. In growps of three, the samples 
were evacuated at various absolute pressures between 2 mm, and 
76 em. Hg. 

The samples were brass tubes 2.54 em. in diameter, 122 em. long 
with 25 layers of wood pulp paper applied in the usual lapping 
spirals. Each sample was equipped with outside test and guard 
electrodes. 


Throughout their entire history, 1. €., before and after impregnation, 


HAMBURGER, JR? 


Associate, A, 1, 4, H, 


and Vr, 


observations were made on the samples of their diclectrie absorpinon 
and their final conductivity, These studies have led wo the conelu- 
sions as to the influence of moisture, 

After impregnation, the samples are studied a8 lo power-factor 
and dielectric loss over the range of elvctrie stress 20 to G00 volle per 
mil, and of temperature 20 deg, cent, to BO deg, cent. These studies 
have led, principally, to the conclusions of the influence of rexidual 
air, They show clearly the importance of thorough impregnation, 
and the conditions under which i may be accomplished. The 
COUSCE Of YLBING POWEr-f Ae or-—volage curves and methods of avoidance 
are clearly indicated, 

The principal results and conclusions are given at the end of the 
paper, 


HE sharp rise in the power-factor—voltage curve 
Ak of impregnated paper insulation, such as found 
in high-voltage cables, is commonly attributed to 
the ionization of entrapped air or gases. ‘The present 
investigation was undertaken with a view to studying 
the influence of different amounts of entrapped air in 
such insulation. The general plan adopted was to 
construct a large number of samples as nearly identical 
as possible, to impregnate them under similar conditions, 
except as regards the air pressure, and to follow the 
electrical behavior of the samples as closely as possible 
throughout their entire history. In addition to the 
results of the study of the influence of entrained air, 
other interesting data on impregnated paper insulation 
have also been obtained. 


THE TEST SAMPLES 


Each test sample consisted of a brass tube 2.54 
cm. (1 in.) in diameter and 121.9 cm. (4 ft.) long. 
Each tube was cleaned and polished and then re- 
ceived its wrapping of cable paper. The wood pulp 
paper furnished by a prominent manufacturer, was 
0.01016 cm. (0.004 in.) thick, and 2.54 em. (1 in.) wide. 
The tube was put in a lathe and a leather friction grip 
mounted on the carriage of the lathe fed the paper on to 
the tube spirally in the usual manner. In each layer 
the successive turns lapped slightly, the lap varying 
from 0.08 em. (1/32 in.) down to a close butt contact. 
The laps or joints in successive layers were displaced 
successively by approximately 0.635 em. (34 in.). 
The tension on the paper during wrapping was between 
3.5 and 5 lb. The greater number of samples were 
wrapped with 25 layers of paper, a few having 40 
layers. At each end of the paper wrapping additional 
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layers built up the thickness to twice that over the body 
of the sample. These ends were secured with a 
wrapping of linen thread. 

Kach sample was provided with a test electrode of 
sheet lead 0.04 em. (1/64 in.) thick, and 71.12 om. 
(28 in.) long placed equidistant from the two ends, 
Guard electrodes 5.08 em. (2 in.) wide were mounted on 
either end of the test electrodes. The electrodes were 
cut from sheet lead, carefully smoothed out and 
wrapped on in single pieces with a longitudinal opening 
of about 0.08 em. (1/82 in.) at the butt joint. The 


Fria, 1—Srroimens in Davina Box 


electrodes were firmly held in place and in close contact 
with the paper by a continuous band of linen thread 
wound over the outside. Fig. 1 shows a finished view 
of the samples before impregnation, 

There were 60 test samples in all, divided into 20 
groups of threeeach. The three samples in each group 
received the same treatment throughout. The treat- 
ment of the several groups differed only as regards the 
air pressure at which impregnation took place. 


THE DRYING CHAMBER 


The drying chamber consisted of a wooden box 
182.9 cm. (6 ft.) long, 60.9 em. (2 ft.) wide, and 
45.72 cm. (18 in.) deep, with hinged top and front. 
The box was lined throughout with sheet asbestos. 
The bottom of the box was completely covered 
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with a grid of bare resistance wire mounted zig- 
zag on small porcelain insulators. Subdivision of 
this wire into several circuits provided an electric 
heater readily adjustable for any desired temperature. 
A view of the interior of the drying chamber is seen in 
Fig. 1. The specimens, three in a group, were sup- 
ported on porcelain insulators several inches above the 
heater wire. A slow draft of air was drawn through the 
box continuously by means of a small rotary fan and 
holes in the two ends of the box. The equipment also 
included three resistance thermometers, which fitted 
snugly into the interiors of the brass tubes forming the 
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central conductors of the samples, reaching to about 
their central portions. A thermostat with relay con- 
nection operating on the heater circuits permitted 
maintaining the box at uniform temperature over long 
periods of time. Bakelite micarta bushings in the top 
of the box permitted introduction of 1500 volts, direct 
current, to the central conductor of each sample and 
connections to the test electrodes, thus permitting 
study of the volt-ampere characteristics of the insula- 
tion throughout the period of drying. 


IMPREGNATING CHAMBER 


The impregnating chamber consisted of a steel tube 
of 12.7 em. (5 in.) inside diameter, 213.4 em. (7 ft.) long, 
0.32 em. (0.125 in.) wall thickness. The tube was 
placed in vertical position (see Fig. 2) and the test 
samples lowered into it by means of a special rack. 
Both top and bottom of the tube were equipped with 
special steel flanges. That at the bottom was slotted 
30 as to completely close the end of the tube, except for 
a 0.635-cm. (14-in.) pipe opening in the center. The 
flange at the top had a carefully machined surface on 
which could be sealed an outside plate providing the 
necessary air tight joint. The top and bottom flanges 
and all pipe connections were carefully brazed to the 
tube. Over the lower 152.4 cm. (5 ft.) of the tube there 
were wound two circuits of resistance wire mounted on 
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wooden strips, providing means for heating the impreg- 
nating chamber. A galvanized iron casing was built 
around this lower portion of the tube. The jacket so 
made was filled with transformer oil, completely cover- 
ing the heating coils. The outside surface of this oil 
jacket was enclosed in pipe covering and asbestos 
cement as heat insulation. The upper portion—about 
60.96 cm. (2 ft.) of the steel tube—was wrapped with 
ten turns of 0.318 cm. (1/8-in.) copper tubing through 
which water was passed continuously. The purpose of 
this feature was to maintain the top flange at relatively 
low temperature in order that a wax seal might be used 
for closing the impregnating chamber. This afforded a 
convenient and rapid method for handling the neces- 
sarily frequent opening and resealing of the impregnat- 
ing chamber. The evacuating system consisted of a 
motor driven oil immersed vacuum pump, connected 
with the impregnating chamber through a system 
of glass tubing which included calcium chloride or 
other type of drying chamber, a vacuum gage, a 
trap for receiving any compound which might go over 
into the vacuum system, and the usual stop-cocks which 
also provided for the admission of dry air. The vacuum 
gage was of the usual manometer type, permitting a 
minimum reading of one mm. Hg., which was the lowest 
pressure used. The connection to the vacuum system 
was near the top of the impregnating chamber. 
Immediately below the bottom of the impregnating 
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tube there ywas placed .a 10-gal. tank in which the 
compound was heated preparatory to impregnation. 
This tank was surrounded by an outer oil jacket which 
contained electric heating circuits, the whole being 
covered outside with heat-insulating material. The 
pipe connection to the bottom of the impregnating 
chamber extended to the bottom of the compound tank 
and was equipped at its lower end with a special high 
grade valve operated from above the level of the 
compound. . 

For impregnation, the specimens were mounted on a 
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special rack built around a 1.27-cm. (44-in.) square 
brass rod (see Fig. 3). This rod carried three wooden 
supports into which the three specimens fitted in tri- 
angular arrangement. Near the top of the rod there 
was mounted a bakelite terminal block through which 
there passed 9 small glass tubes. These tubes extended 
down through the wooden supports and carried test 
leads to the electrodes and to three resistance. ther- 
mometers which were inserted in the central tubes of 
the three specimens. The central conductor or tube 
of each specimen was connected to the main brass rod 
of the rack which constituted the high-voltage terminal 
for absorption and conductivity measurements.” ,Hach 
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of the glass tubes terminated just above the bakelite 
terminal block and was fitted with a small brass cup 
connected to the lead passing through the tube. The 
cups were filled with mercury, receiving platinum wires 
which, in their turn, were sealed into glass tubes 
mounted in the brass plate which finally closed the top 
of the impregnating tube. This plate was about 17.78 
cm. (7 in.) in diameter and 1.27 em. (1% in.) thick. 
The rack carrying the specimens was suspended under 
the center of this brass plate by three brass studs 
passing through the bakelite terminal block. The 
three samples could thus be mounted in the rack, the 
10 necessary electrical connections promptly made, 
and the whole lowered into the impregnating chamber. 
The brass plate rested on the top flange of the impreg- 
nating chamber to which it could be rapidly sealed with 
ordinary laboratory wax. By this arrangement elec- 
trical measurements were possible during the period of 
impregnation and cooling. An additional oil encased 
heating bath was provided so that the 4-gal. can, in 
which the compound was received from the manufac- 
turer, could be heated before opening. The compound 
was never exposed to the air except at high temperature, 
and then only for the period necessary to adjust to 
final temperature in the impregnating reservoir. 
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The high-voltage test chamber consisted of a wooden 
box approximately 182.88 cm. (6 ft.) long and 60.96 cm. 
(2 ft.) wide and 35.56 cm. (14 in.) deep, with hinged 
front and top (see Fig. 4). The box was lined through- 
out with sheet asbestos. It contained two galvanized 
iron troughs, one inside the other, the space between 
being filled with transformer oil heated by submerged 
electric circuits. The specimens were mounted on 
porcelain supports placed on the bottom of the inner 
trough, which was then filled with the compound in 
which the specimens had been impregnated. Oc- 
casional measurements were taken with no compound 
in this tank. Lying longitudinally in the bottom of the 
tank and between the specimens were three resistance 
thermometers placed so that they would read the 
temperature of the compound in close proximity to the 
center of each specimen. Pipe connections in the 
bottoms of the tanks permitted ready removal of the 
compound and the oil of the heating bath. 

The high-voltage connections were made through 
bushings made of micarta tubes filled with impregnating 
compound. These were mounted in the top of the box 
at one end, connection being made to the central tubes 


of the specimens by tight fitting plugs. Connections 
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Fig. 5—ScHERING BRIDGE WITH ELECTROSTATIC SCREENING 


to the test electrodes were also brought out through 
micarta bushings near the center of the top of the box. 
Baffle plates and ground shields were so located in the 
inner trough that the test electrodes of the specimens 
were completely screened, not only from electrostatic 
high-voltage influence, but also from any possible 
leakage due to conductivity in the compound forming 
the bath. These plates and screens, together with the 
troughs holding the specimens, were connected electri- 
cally to the guard electrodes and all were insulated from 
ground, the final connection to ground being made 
through adjustable resistances to be described in a 
later paragraph. 
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HIGH-VOLTAGE MEASURING EQUIPMENT 


The source of alternating voltage was a 5-kw., single- 
phase, 125-volt, 60-cycle, motor-driven generator 
having a smooth wave. The motor-generator set was 
driven from a large storage battery and provision was 
made for close frequency and voltage control from the 
observer’s position. The voltage was stepped up by 
means of a 10-kv-a. transformer of ratio 115 to 34500 
volts. The accurate determination of voltage on the 
high-voltage side was made with a two circuit screened 
potential divider permanently connected across the 
high-voltage side of the transformer. Each circuit of 
this potential divider had a resistance of 1.6 megohms 
and it thus constituted a moderate steadying load on the 
generator. The voltage was computed from the current 
as measured in the ground side of one of the resistance 
circuits. 


The method of measurement of power factor was a 
modified form of Schering bridge. A schematic 
diagram of connections is shown in Fig. 5. As is well 
known this method requires an air condenser in one arm 
of the high-voltage side. The low arms of the bridge 
are resistances, one arm being shunted by an adjustable 
air condenser by means of which final balance is 
obtained. When the bridge is balanced, the following 
relations exist: 


C S 
GR i Ties 


f= (1) 


Whence, power factor ~tan (phase difference) 


= o7C,f,= 0S C; (2) 


Preliminary measurements with a cylindrical high- 
voltage air condenser of 8.26 x 10-" farad capacity 
indicated that for a close balance of the bridge the 
values of the capacity in the two high arms of the bridge 
should not differ by a ratio of more than 3 or 4. In 
view of this fact it was found desirable to construct 
an air condenser to meet the range of capacities to be 
found in the samples to be measured. An illustration 
of the condenser as finally constructed is shown in Fig. 6. 
It is of parallel plate type having a single central 
high-voltage plate, 182.88 cm. by 248.84 cm.(6ft. by 8 ft.), 
and two low-voltage plates, each 121.92 cm. by 182.88 
em. (4 ft. by 6 ft.), one placed on either side the high- 
voltage plate. Each low-voltage plate was surrounded 
by a guard plate 22.86 cm. (9 in.) wide. All metal 
surfaces were of 0.0396-cm. (0.0156-in.) soft copper, 
mounted on oak frames, with smooth flat joints, and 
with edges turned back as indicated in Fig. 6. The 
low-voltage plates were supported each from its guard 
plate by six bakelite blocks. The guard plates in their 
turn were supported by steel rods hung from the upper 
part of the supporting wooden structure. The entire 
low-voltage system of each plate was adjustable hori- 
zontally permitting a maximum spacing between 
low-voltage and high-voltage plates of 25.4 cm. (10 in.). 
The lowest value of spacing used in the experiments 
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was 5.08 em. (2 in.), thus corresponding to a total 
range of capacity using both plates of 77 x 10-" farad 
to 15.4 x 10-" farad. The outside surfaces of the 
low-voltage plates were screened with copper gauze 
connected to the guard plates. A 2.54-cm. (1-in.) 
diameter brass tube extended from the rear of 
each low voltage plate to the observer’s position 
some 609.6 cm. (20 ft.) away. This tube was 
also connected to the copper gauze and guard plate. 
The connections to the low-voltage plates of the con- 
denser were carried through these tubes. Thescreening 
system so formed was connected to ground through an 
adjustable resistance connection, and insulated from 
ground at all other points. (See Fig. 5.) 

The resistances used in the two low arms of the bridge 
were of Curtis type; that is, specially wound for freedom 
from capacity and inductance. Each box was placed 
in its own metal case connected to earth. The resis- 
tances used in grounding the various guard circuits 
were of high grade laboratory type. 

The charging currents of the specimens were mea- 


Fie. 6—Hies-Votrace Arr CoNDENSER 


sured in the ground connections from the test electrodes 
by means of a Dolacelek quadrant electrometer shunted 
with resistance and calibrated for voltage in terms of 
laboratory standards. Suitable switching was"far- 
ranged so that this electrometer could be used for 
measuring the current in any section of the bridge 
connection, including the guard ring circuits of the air 
condenser, those of the test specimens, and that in the 
potential divider for measuring the high voltage. 

The detecting instrument for balance of the bridge 
was a Rubens vibration galvanometer with a sensitivity 
of 6.6 X 10-* amperes per millimeter division in an 
eyepiece at one meter distance. In the present experi- 
ments the instrument was 304.8 cm. (10 ft.) from the 
observer. The blurring of the sharp image of an 
incandescent filament indicated unbalance, and it is 
certain that amuch higher sensitivity was reached. No 
effort was made to estimate a numerical figure for sensi- 
tivity of this instrument. Under the best conditions of 
observation a variation of 0.1 per cent of the adjustable 
air condenser was sufficient to upset the setting. This 
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variation corresponds to a difference of one figure in 
the 5th place of a power factor 0.00746. The sensitivity 
falls off towards the lower range of voltage gradients 
and lower temperatures, owing to the low values of 
the loss component of the current. We estimate that 
in the lowest. range of our observations the maximum 
error in our observations of loss and power factor is not 
greater than 2 per cent of the values as given. 

Ata distance 457.2 cm. (15 ft.) beyond the galvanom- 
eter and in the same line of vision was mounted a 
vibrating reed frequency meter with magnified scale 
having two reeds. per cycle. This arrangement, 
together with close speed control, permitted accurate 
adjustment of the frequency to the natural period of 
the vibration galvanometer. 

The adjustable air condenser for the final balance of 
the bridge was of the usual dial type with interleaved 
plates, one set rotating about a vertical axis, and its 
position being indicated by a pointer moving over a 
180 deg. scale on the top. It was placed in a grounded 
metal box. This condenser was calibrated in place 
with its leads and with the guard circuits connected as 
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Fig. 7—CaLiBpRaTION CurvVE OF CONDENSER AND SCREENING 


infFig. 5, by the Maxwell-Thompson method. The 
calibration curve is shown in Fig. 7. 

Mention has been made that the guard rings of both 
air condenser and test specimen were connected to 
earth through adjustable resistances. Reference to the 
diagram of connections, Fig. 5, willindicate the pointsat 
which these connections to earth were made. It will be 
noted that the guard principle was applied to the 
entire length of the connections from the central 
electrodes to the center of the bridge by running them 
in tubes connected to the guard electrodes, and to the 
rear screen of the central electrodes. The importance 
of electrostatic screening in work of this character is 
well understood. We also discovered very early in the 
tests that it is important that the screening systems 
and also the guard rings be maintained at the same 
voltage above ground as that of the central or test 
electrodes. This was readily accomplished by mea- 
suring the currents to earth from test electrodes and 
from guard rings separately. Then on balancing the 
bridge a resistance of suitable value could be inserted 
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in the ground connection of the guard ring system. In 
general not more than two'adjustments were necessary 
to obtain the correct values. In the final condition of 
balance the resistance in the bridge arm and the resis- 
tance to ground in the guard circuit, have values in- 
versely as their respective currents to ground. We 
believe that in measurements of this character sufficient 
attention has not been given to the possibilities of stray 
fields at the ends of or over the leads to the test elec- 
trode. In our observations we frequently found that a 
resistance of several thousand ohms to ground would be 
necessary in our guard cirtuit, and that a change of 
2 per cent or 3 per cent in the total value of this 
resistance would be sufficient to throw the bridge out 
of balance. 


PROGRAM OF TEST 


Following is a general statement of the preparation, 
treatment, and test of the various groups of samples. 
As a general thing the three samples of one group were 
carried together through the entire process. 

The three samples of each group, equipped with test 
electrodes and guard electrodes, were first placed in the 
drying box in which the temperature was slowly raised 
to 105 deg. cent. A slow draft of air passed through the 
box. The condition of the samples was observed by 
absorption and conductivity measurements at 1500 
continuous volts. The samples remained in the drying 
box until there was no further change in their electrical 
characteristics over a period of twenty-four hours. 
As a rule this required a total elapsed time of about 
seventy-two hours. The samples were then transferred 
while hot to a rack and immediately lowered into the 
impregnating chamber already heated to 105 deg. 
cent. The chamber was then sealed, the vacuum pump 
started, and the pressure reduced to that at which the 
samples were to be impregnated. In certain cases 
the pressure was reduced to a. minimum of between 
1 to 2 mm. Hg. absolute pressure and afterwards 
allowed to rise to the value for impregnation. The 
impregnating chamber was kept at the desired pressure 
and at 105 deg. cent. for two hours and then left to 
stand over night; usually about fifteen hours. The 
pressure was readjusted next morning to the proper 
value and the temperature allowed to fall to 80 deg. 
cent. The compound already heated to the same 
temperature was then slowly admitted to the im- 
pregnating chamber, the air pressure being maintained 
approximately constant. After the samples were 
completely immersed the temperature was maintained 
for two hours at 80 deg. cent. the pressure remaining un- 
changed. Air was then admitted to the impregnating 
chamber and absorption and conductivity measure- 
ments made on the samples at atmospheric pressure and 
80 deg. cent. The chamber was then allowed to cool 
over night and the absorption and conductivity mea- 
surement repeated at atmospheric pressure and room 
temperature. 
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The impregnating chamber was then heated to about 
45 deg. cent., the compound drained, and the samples 
quickly transferred to the high-voltage test box. 
During this transfer the specimens were in the open air 
for about five minutes. In the high-voltage test box 
the samples were immersed in compound. The com- 
pound was completely changed for each two groups of 
samples, three-quarters of the compound being removed 
for each group, and the fresh compound being that in 
which the group had been impregnated. In the high- 
voltage box, measurements were made of total dielectric 
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the outside air and inside the test specimen; and finally, 
the combination of specimens on which the readings 
were taken. All measurements were made with a two- 
circuit, shielded, potential divider connected from 
high voltage to ground. The value of the high voltage 
was determined by the current in one circuit of this 
potential divider, and was at all times found to corre- 
spond accurately with the ratio of transformation of the 
transformer (1-300). The order of the readings in 
Table I, and the repetition of the readings at different 
voltages indicates the constancy with which readings 


TABLE I 
P. F. MEASUREMENTS, SPECIMENS 3A, 3B, 3C 
Pri. E Cond. Power Temp Deg. cent. 
Ratio 300-1 Q Ss rdg. C3 factor W. air spec. Specimens 

40 2000 5379.5 76.5 0.002325 0.004710 0.6145 20.8 28.1 3A and 3B and 3C 
60 2000 5374.0 76.0 0.002315 0.004695 1.379 20.5 27.6 3A and 3B and 3C 
80 2000 5367 .0 76.2 0.002320 0.004700 2.474 20.8 27.6 3A and 3B and 3C 

100 2000 5359.0 78.5 0.002365 0.004790 4.210 21.4 27.6 3A and 3B and 3C 
90 2000 5361.0 78.0 0.002355 0.004760 3.345 21.4 27.6 3A and 3B and 3C 
20 2000 5371.0 76.0 0.002315 0.004690 0.151 21.5 27.5 3A and 3B and 3C 
10 2000 5371.0 16.05 0.002300 0.004660 0.0376 21.5 27.5 3A and 3B and 3C 
60 2000 5365.5 76.5 0.002325 0.004705 | 1.382 21.5 27.5 3A and 3B and 30 
40 2000 5368.5 76.0. 0.002315 0.004690 | 0.6110 21.4 27.5 3A and 3B and 3C 
60 4000 3534.5 122.5 0.00338 0.004500 0.4070 21.5 27.5 3A 
60 4000 3565.0 130.0 0.00355 0.004775 0.4330 21.6 27.3 3B 
60 4000 3630.0 126.0 0.00346 0.004740 0.4380 21.2 27.0 | 3C 


loss, power factor, and charging current, over a range of 
temperature from that of the atmosphere to 80 deg. 
cent., and over a range of voltage, of 1.5 to 30 kv., 
corresponding generally to the range 15 to 300 volts 
per mil. Usually all three samples were measured in 
parallel with occasional check measurements on 
single samples to insure that they were of uniform 
characteristics. 

Following the power measurements, the samples 
were dipped in paraffin and set aside for further possible 
tests. 


TYPICAL OBSERVATIONS AND CHECK OF METHOD 


The essential measurement is that of power factor, 
and our measurement of this quantity is based on the 
final relation of Formula (2); that is to say, the balance 
of the bridge determines the resistance Q, the setting 
and capacity of the adjustable air condenser C;, and also 
the value of the resistance S in shunt therewith. All 
of the observations were taken at a frequency of 60 
cycles for which value the generator speed could be 
closely adjusted at each setting, as checked by the 
amplitude of oscillation of the Hartman and Braun 
vibrating reed frequency meter. Table I gives a typical 
set of observations. 

The various columns of Table I in their order give 
the following quantities: The voltage at the low-tension 
terminals; the resistances of the two low voltage arms 
of the bridge; the reading of the adjustable air conden- 
ser; the corresponding value of the capacity C3; the 
power factor as computed from Formula (2); the total 
loss as computed from the power factor, the current, 

and the voltage on the specimen; the temperatures of 


are repeated, and also that the three specimens of a 
single group possess characteristics which are closely 
similar. 

Table II is a sample of the measurements which must 
be made of the currents in the test and guard circuits 
of both high-voltage condenser and specimen, at each 
value of voltage. These readings fix the values of the 
resistances which must be inserted in the ground con- 
nections of the guard circuits in the final condition 
of balance. 

The accuracy of the method was tested by inserting 


TABLE II 
CURRENT MEASUREMENTS. SPECIMENS 3A, 3B, 3C 
Pri.E| R,! | Zero | Rdg. | Dfin. I Circuit 
40 400 | 1.58 | 6.05 | 4.47 | 10.85 X 10-*| Tail circuit 3 spec. in 
parallel 
1600 | 1.58 | 4.42 | 2.84 2.16 X 10-°| Guard circuit 3 spec. 
in parallel 
1000 | 1.58 | 5.38 | 3.80 | 4.0 X10-%/ Tail circuit H. V. 
condenser 
1000 | 1.58 | 4.90 | 3.32 | 3.75 X10-%| Guard circuit H. V. 
condenser 


known values of resistance in series with the test 
samples. In one case the two halves of the high- 
voltage air condenser were separated, one-half being 
placed in either high-voltage arm of the bridge. Under 
these circumstances the adjustable air condenser and 
all of its connections had to be removed from the 
bridge in order to secure a balance which was readily 
accomplished with resistance only in the low arms. 
A resistance of 12799 ohms was then connected in the 
low side lead of the central electrode of one of the two 
high-voltage condensers C, (Fig. 5). The bridge was 
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then balanced again and the measured value of the 
power factor was found to be 0.001967. The computed 
value based on the J? R loss in the resistance was 
0.001976. Corresponding values using another value 
(20849 ohms) of series connected resistance were 
0.003105 and 0.003140. These constitute a check for 
values of power factor below the minimum values 
encountered in our work. 

For values in the higher range of power factor a 
similar series of observations was made using a Moscicki 
condenser. This condenser is of Leyden jar type 
immersed in oil and screened against electrostatic 
influence. The loss in this condenser alone at 12,000 
volts was found to be 1.79 watts. With 6003 ohms 
connected in series the loss was 2.32 watts; the mea- 
sured difference being 0.53 watts. The computed J? R 
loss in the added resistance was 0.522 watts. A second 
set of observations at a lower value of voltage gave 
corresponding figures 0.299 and 0.296 watts. The 
total power factor in these observations was in the 
neighborhood of 0.02. This value of power factor 
is wellabove most of those encountered in our obser- 
vations. 

The records also show many examples of agreement 
between the values of loss measured for three samples 
in parallel and the sum of the values taken on the three 
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to 1500 volts to the samples while in the drying box, 
and for measuring both charge and discharge currents 
to the test electrode in the usual manner. A Weston 
D’Arsonval galvanometer of sensitivity of 1.5 « 10-” 
amperes per division, was used. 

The behavior of each group of three samples was 
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Cable paper specimen 1A—110 volts, 20 deg. cent.—Not impregnated 


much the same throughout the drying period. Indi- 


vidual samples differed in considerable amount in the . 


initial stage, but the shapes of the current-voltage 
curves, and the types of changes with temperature 
showed little or no variation among the various sets. 


TABLE III 
POWER FACTOR MEASUREMENTS. SPECIMENS 2A, 2B, 2C 
Priyk. Q bs} Cond. rdg. C3 mfd Power factor I Ww Specimens 
40 2000 3601.5 131.0 0.00357 0.00485 6.6 X10-% amps. 0.384 3 spec. in par. 
40 6000 3733 134.5 0.003660 0.005150 2 ia" 0.1367 2A 
40 6000 3558.5 134.0 0.003640 0.004890 2.15 X10 0.1261 2B 
40 6000 3491 136.0 0.00368 0.004845 2.10 x 10-3 0.1221 2C 
0.3849 for 3 spec. 


samples individually. Table III gives an instance of 
this. 


The computed value of the capacity of the high volt- 
age air condenser with both halves set at 5.08 em. 
(2 in.) spacing is 77 X 10-" farad. The value as 
determined by the current measured at 15,000 volts 
in the test electrode circuit on the ground side was 
78.4 xX 10-" farad. The value of this capacity is 
needed only for computations of the capacity of the 
' specimens.’ The latter value was used in these 
computations. 


EXPERIMENTAL OBSERVATIONS 


The Influence of Moisture in Cable Paper. We dis- 
cuss first the influence of different amounts of absorbed 
moisture on the electrical properties of unimpregnated 
cable paper. The fact that each set of test samples had 
to be carefully dried out under exactly similar condi- 
tions afforded easy opportunity for studying the 
progressive change in the absorption and final resistance 
at different stages throughout the drying period. 
Provision was made for applying continuous voltage up 


The following description and curves refer to test 
sample 1-A. 
The three samples of group 1, equipped with paper 
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Fig. 9—CHARGING CURVES 
Cable paper specimen 1A—110 volts—22.5 to 25.0 deg. cent.—Not 


impregnated 


and electrodes, were dried and tested in the impregnat- 
ing chamber. On test sample 1-A the current through 
the insulation to the test electrode at 110 volts con- 
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tinuous, and at 20 deg. cent. was as shown in Fig. 8. 
The current rises continuously for an hour and a half 
after the first application of voltage, and is not. yet 
constant. After discharging and charging a second 
time at the same temperature the second curve begins 
abruptly at approximately the value at which the first 
curve left off. Much the same effect is observed for a 
further period of short circuit and charge. After 
reversal of polarity the current starts at a lower value 
and seems to decrease slowly. (See Fig. 9.) These 
results indicate that the continuous application of 
voltage gives a progressive increase in conductivity, 


and therefore shows the conspicuous presence of the: 


well-known Evershed effect. All three samples in the 
group give approximately the same shape of curves, 
but their ordinates differ amongst themselves. At 
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Cable paper specimen 1A—At various temperatures and 120 volts 
d-c Notimpregnated 


this temperature (20 deg. cent.) there is only an 
extremely small indication of residual charge for any of 
the samples the 30-sec. reading on discharge for 1-A 
being 5-mm. galvanometer deflection, which may be 
compared with the corresponding deflection of 40 cm. 
on charge. 

The temperature of the samples was then raised in 
steps of approximately 10 deg. cent. and allowed to come 
to a steady electrical state at each temperature. The 
changes in the electrical characteristics follow very 
closely the changes in temperature. During the process 
of temperature change it is easily possible to follow the 
change in the value of the charging current (see Fig. 
13). Up to 65 deg. cent. there is a steady and rapid in- 
crease of the values of the currents, the curves, however, 
tending to become flatter (see Figs. 10 and 11). The 
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value of the residual charge also increases through this 
range, the 30-sec. value reaching 9.2 centimeters at 
55 deg. cent. Itis still very small as compared with the 
charging current at the corresponding interval and ab- 
sorption is as yet not great enough to show itself in the 
form of the charging current curve. The samples were 
allowed to stand over night at 75 deg. cent. It was 
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Not 


then found that the charging current curve was nearly 
flatand considerably below thatat65deg.cent. Thus in 
this temperature region time enters as a factor. Some- 
where between 65 deg. cent. and 75 deg. cent. the conduc- 
tivity of the sample stops rising and decreases (see Fig. 
11). The curve of current on discharge is also corre- 
spondingly lower, thus indicating a relation between 
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absorption and moisture content. It should be noted, 
however, that the absorption is of negligible magnitude 
as compared with conduction, up to 75 deg. cent. 

| At85deg. cent. the charging current curvesrise slightly 
at theJbeginning and then fall off (see Fig. 12). They 
areJstill quite flat, but the decrease, although slow, 
seems]to indicate that absorption begins to play its 
partjin the shape of the curve. After standing over 
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night at 90 deg. cent. the initial rise in the charging cur- 
rent curve disappears and a typical absorption curve 
takes its place. In this condition, however, the paper is 
still extremely sensitive to temperature change. For ex- 
ample, starting at 94 deg. cent. the initial limb of the 
absorption curve is readily observed but as the tem- 
perature is gradually raised to 103 deg. cent. over a period 
of two and one-half hours, the current is seen (Fig. 13) 
to rise and become steady contemporaneously with the 
temperature. For temperatures above 104 deg. cent. 
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the curves are all of typical absorption type, (see Fig. 
14) with little change in shape up to 125 deg. cent. 
Both absorption and final conductivity continue to 
decrease in this range suggesting the continued elimina- 
tion of moisture. Above85 deg. cent. measurements were 
made at 500 volts, 1200 volts, and 1500 volts con-. 
tinuous. Inall cases, the galvanometer gave deflections 
in proportion to the voltage and all the curves repeated 
their shapes. 
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The general conclusion from these studies is that the 
paper contains large amounts of moisture which are 
driven off rapidly at 75 deg. cent. or above. Up to this 
point its conductivity masks the usual dielectric proper- 
ties. At 105 deg. cent. the paper seems to reach a fairly 
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definite condition. It appears as a dielectric having 
marked absorption and relatively high resistivity. 
On further elevation of temperature more moisture is 
driven off with consequent improvement of dielectric 
properties, although the changes are neither as marked 
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Fig. 16—AnsorptTion AND ConDUCTIVITY—TEMPERATURE AFTER 
IMPREGNATION—SPECIMENS 3B anv 3C In ParaLugen, 


nor as rapid as in the earlier stages. The properties 
are quite definite at any one temperature, although 
there are differences of from 50 to 100 per cent as 
amongst successive samples tested. Characteristic 
curves of one group at a temperature of 110.6 deg. cent. 
are shown in Fig. 14. The final current of specimen 
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4-C indicates a resistivity of 1.23 x 10- ohms per em.* 

Influence of Impregnation on Absorption Characteris- 
tics. In preparing the samples for impregnation they 
were maintained at a temperature of 105 deg. cent. in the 
drying chamber until they reached a steady state as 
regards absorption and conduction. Immediately after 
impregnation at 80 deg. cent. the absorption current val- 
ues were found to have increased from 40 to 70 times de- 
pending upon the sample, although the relative positions 
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of the three curves of the samples of each set remained 
about the same. The condition is shown in Fig. 15. 
In this case the increase in absorption current after 
impregnation is only about 14 times. This is due to the 
lower temperature (82 deg. cent.) at which the measure- 
ments were taken after impregnation. These increases 
in absorption and in conductivity decrease slowly with 
time if the sample is maintained at high temperature. 
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Fic. 18—Assorption—CasiLe Paper Specimens 3A, 3B, AND 
3C—In Parattet—Arrer ImprREGNATION—1500 Vo.ts 


There is also some evidence that the application of 
alternating voltage causes further reductions. The 
samples apparently reach a uniform condition after one 
or two days of test. These changes offer an interesting 
problem for future study. 

This large increase in the charging current is almost 
entirely due to the increased conductivity of the 
sample, resulting from its impregnation. Figs. 16 and 
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17 show the rapid increase of both the final and the one 
minute galvanometer deflections with increasing tem- 
perature taken on the samples after impregnation. 
Obviously the final deflections are measures of the 
conduction current, and it will be seen that the one-half 
and the one minute deflections increase at much the 
same rate. Furthermore, the residual charge, as indi- 
cated by the discharge curves, shows relatively a much 
smaller increase than the conduction current. This is 
shown in Fig. 15 in which the discharge curve after im- 
pregnation and at 82 deg. cent. is seen to lie only slightly 
higher than the curve for 21 deg. cent. before impregna- 
tion. Fig. 18 shows for various temperatures the differ- 
ence between the final steady deflection and the deflec- 
tion taken at intervals during the charging period. These 
curves therefore show the total current minus the 
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conduction current that is to say, the so-called reversible 
anomalous current. It will be seen that with the 
exception of the curve at 80 deg. cent. the absorption in- 
creases with the temperature throughout. The inset 
on Fig. 18 compares the reversible anomalous current 
on charge with the current on discharge, for tempera- 
tures 80 deg. cent.and57deg.cent. Itwillbeseenthatat 
each temperature the two curves are closely coincident 
which again indicates that the large increase in the 
charging current curves after impregnation is due to the 
increased conductivity caused by the presence of 
impregnating material. Moreover, this seems to be 
a uniform conductivity as that portion of the charging 
current curve due to absorption is completely reversible. 

The conclusion from these observations is that the 
conductivity of cable paper is greatly increased on 
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impregnation. There is also a corresponding increase 
in the dielectric absorption. The increased conductivity 
falls off rapidly with the temperature and at 20 deg. 
cent. approaches that of the dry unimpregnated paper. 
The conductivity thus introduced by the compound 
seems to be constant in character at any one tempera- 
ture and to possess the irreversible character often 
observed in liquid dielectrics. A further study ‘is 
. planned of the characteristics of paper and compound 
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4B—3.45 cm. 

4C—2.55 cm. 


Insulation = 0.10 in. wall, impregnated 


separately and in combination, under different con- 
ditions of impregation. ‘ 

The Influence of the Air Pressure at Impregnation. 
The first purpose of our experiments has been the study 
of the influence of the air pressure at which impregna- 
tion takes place, on the shape of the power-factor— 
voltage curve. The sharp break often observed in 
this curve, (as forexamplein Fig. 19), is generally attrib- 
uted to the presence of air in thin layers which breaks 
down to cause increased loss, when the voltage gradient 
rises above a certain value. It does not appear to be 
clearly determined, however, whether or not these air 
layers are generally distributed through the successive 
layers of paper. If so a variation of the air pressure at 
which impregnation takes place might have an influence 
on the shape of the power-factor curve. It may be 
said here that the evidence from our experiments indi- 
cates that the break in the power-factor curve is far 
more often to be traced to a definite air layer between 
insulation and a loose fitting sheath, rather than to air 
films distributed through the body of the insulation. 
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The air pressure at impregnation apparently plays a 
more important role in its action in facilitating the 
driving off of still further residual moisture, after the 
greater part has been driven off under preliminary 
temperature drying. It appears to_be impossible to 
completely expel all moisture from cable paper. Final 
temperature and air pressure, and the time during 
which they are applied are the principal factors deter- 
mining the ultimate state of the paper. Extending the 
ranges of these factors well beyond the values used in 
cable manufacture we have had no difficulty in obtain- 
ing power-factor—voltage curves which appear greatly 
superior to those encountered in cables as manufactured. 
We have obtained these results by methods of drying, 
evacuating, and impregnating which certainly are more 
careful and prolonged than those to be observed in 
many cable factories. On the other hand none of the 
methods we have used involves special difficulty, 
and with one possible exception, that of the method of 
obtaining a tight fitting sheath, it appears that it 
should be possible to‘approximate them in the factory 
production of cables. They would, however, entail 
more complex equipment than that commonly used, 
and more time, thus increasing costs considerably. 
One manufacturer has stated that he can duplicate 
our flat power-factor curves in cables for the market if 
the purchaser. will stand for the additional price. 
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Fic. 21—Powrr Pict Taeeaa eens Curves—SrrcimEens 
4A, 4By AND 4C IN Paraben: 


Conductor diameter = 1 in. Insulation = 0. 10 in. wall, impregnated 


at 2-mm. pressure 


The results of our ee of the mncenes of the air 
pressure at impregnation are shown in the series of 
curves of Fig:'20 to 38... The range of pressure studied 
is from 2 mm: to’ 76 em: Hg. absolute pressure, extend- 
ing well pons the range used in manufacture, in both 
directions.:. ~ 

There are several striking results to be noted from 
this series of curves: 


Characteristics of Thorough Impregnation. The char- 
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acteristic type of the power-factor—voltage curve for 
complete impregnation is exemplified in Fig. 20 for 
2 mm. impregnating pressure. Up to 56 deg. cent. 
the power-factor curves are perfectly flat over the range 
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Fig. 22—Pownr-Factor—Vourace Curves—Srrcimens 3A, 
3B, anp 3C In PaRaA.iet 
Conductor diameter = 1 in. Insulation —0.10 in. wall, impregnated 
at 5-mm. pressure 
Conductivity in dried state = 3A—0.65 cm. 


3B—0.63 cm. 
3C—0.57 cm, 
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POWER FACTOR 
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TEMPERATURE DEG. CENT. 
Fig. 23—Pownrr Factor—TEMPERATURE Curvis—SPECIMENS 
3A, 3B, AND 3C IN PARALLEL 


Conductor diameter = 1 in. 
at 5-mm. pressure 


Insulation = 0.10 in, wall, impregnated 


30 to 300 volts per mil. At higher temperatures the 
curves show increasing maxima in the neighborhood 
of the relatively low gradient 40 volts per mil and 
apparently tending to become flat towards the upper 
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range. Although the values of the power factor may 
vary from one set of curves to another this. typical 
shape is remarkably well preserved over the range of 
pressure 2 mm. to 10 cm. 
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Fig. 24—Power-Facror—Voutace Curves—SprecimEens 12A, 
12B, anp 12C In PARALLEL 


240 


Conductor diameter = 0.10 in, wall, evacuated 


l-in. Insulation = 


_ and impregnated at 1-cm. pressure 


, Conductivity of dried specimens about twice normal due to high humidity 
Conductivity in dried state = 12A—8.3 cm. 
12B—8.1 cm. 
12C—6.8 cm, 
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Fig. 25—Powerr-Facror—Vo.tace Curves—Sprecimens 10A, 
10B anv 10C rn PARALLEL 


Conductor diameter 1-in. Insulation = 
impregnated at two-cm. pressure 
Conductivity of dried specimens about six times normal due to high 
humidity 
Conductivity in dried state = 10A—19.0 cm. 
10B—20.0 cm. 
10C—16.0 cm. 


0.10 in. wall, evacuated and 
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Pressure Range for Thorough Impregnation. Over 
the range of pressure 2 mm. to 10 cm. Hg. pressure the 
flat power factor curve of the lower range of tempera- 
ture appears throughout. There is no evidence within 
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Fie. 26—Power-Factor—VoLtTaGE CuRvVES—SPECIMENS 114A, 
11B, anp 11C In PARALLEL 


Conductor diameter = 1.0-in. 
impregnated at 3 cm. pressure 
Conductivity of dried specimens about three times normal due to high 
humidity 
Conductivity in dried state = 11A—8.7 cm. 
11B—4.6 cm. 
11C—6.2 cm. 


Insulation 0.10-in. wall, evacuated and 
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Fie. 27—Power-Factor—Vo.ttTace Curves—Sprecimmens 8A, 
8B, AND 8C InN PARALLEL 
Conductor diameter = 1-in. Insulation = 0.10 in. wall. evacuated 
to 2-mm. pressure 
Impregnated at 5-cm. pressure 
Conductivity in dried state = 8A—4.00 cm. 
8B—2.70 cm, 
8C—1.80 cm. 


the range of air pressures mentioned of a break followed 
by sharply rising values in the power-factor—voltage 
curve. This seems to indicate that with sufficient 
care to obtain thorough drying, impregnation, and close 
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fitting sheath, internal gaseous ionization may be elimi- 
nated and good power factor curves obtained without 
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Fic. 28—Power-Factor—VoiTace Curves—Sprecimens 14A, 
14B, anp 14C 1s PARALLEL 
Conductor diameter = 1-in. Insulation 0.10-in. wall, evacuated and 


impregnated at 5-cm. pressure 
Conductivity in dried state = 14A—2.30 cm. 
14B—1.75 em. 
14C— 1.35 cm. 
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Fig. 29—Power-F actor—V OLTAGE—PowER Facror—Time— 
Specimen 6A 


Conductor diameter = 1-in. Insulation 0.10-in. wall, impregnated 
at 5-cm. Hg. 


Conductivity in dried state—3.35 cm. 
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the necessity of an evacuation pressure lower than 10 tion of cable paper, without resulting gaseous ionization, 
em. Hg. Or stated more briefly, complete impregna- or rising power-factor-voltage curve, may be obtained 
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Fig. 30—Powerr-Facror—VoLTaGe CurRvEs—SpEcIMENS 9A, 
9B, anp 9C 


Evacuated to 3-mm. pressure 
Impregnated at 10-cm. pressure 
Numbers at points indicate order in which they were taken 
Conductivity in dried state = 9A—3.95 cm. 
9B—3.95 cm. 
9C—2.55 cm 
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Fie. 31—Powrr-Factror—Vouirace Curves—Sprcimens 2A, 
2B, anp 2C In PARALLEL 


Conductor diameter = Lin. Insulation, 0.16-in. wall. 
Evacuated to 3.5-cm. pressure 
Impregnated at 10-cm. pressure 
Drying period abriormally long 
Numbers at curves indicate the order in which they were taken 
Conductivity in dried state = 2A—2.05 cm. 

2B—1.22 cm. 

2C0—1.42 cm. 


at air pressures of impregnation up to 10 cm. Hg. 

A single exception to the foregoing is illustrated by 
Fig. 29, giving results on a set of specimens evacuated 
and impregnated at 5-cm. pressure. This set of curves 
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Fig. 32—Power-Factor—TEMPERATURE CURVES—SPECIMENS 
2A, 2B, anp 2C iw PaRatiet 


Conductor diameter = 1in. Insulation, 0.16-in. wall 
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Fic. 33—Power-Facror—Vouirace Curves—Sprecimens 13A, 
13B, anp 13C iw Paratier 


Conductor diameter = 1-in. Insulation, = 0.10-in. wall 
Evacuated and impregnated at 10-cm, pressure 
Conductivity in dried state = 13A—2.60 cm. 
Drying period—192 hrs. 13B—2.85 cm. 

13C—%Z.25 em, 


shows the typical ionization power factor curve; i. ¢., 
a sharp break followed by rapidly ascending values. 
These curves were taken in a series of studies with 
ascending values of impregnation pressure. At first 
they seemed to indicate that a critical pressure causing 
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internal ionization had been reached. On going to 
higher pressures, however, the normal flat curves were 
again observed. Another set of specimens was there- 
fore constructed, dried, evacuated, and impregnated 
under the same conditions as those of set No. 6 shown 
in Fig. 29. The results of this duplicate set No. 14 
are shown in Fig. 28 and as will be noted they indicate 
perfectly flat curves at lower temperatures and other 
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Fic. 34—Powrr Factor anp- ABSORPTION—TEMPERATURE— 

SPECIMENS 3B AnD 3C 


Conductor diameter = 1-in. Insulation = 0.10-in. wall 
Evacuated and impregnated at 5-mm. pressure : 


characteristic features of normal curves. The curves 
of Fig. 28 should also be compared with those of Fig. 27 
in which the impregnation also took place at 5-cm. 
pressure. In this case, however, the specimens had 
received a preliminary evacuation pressure of 2 mm. 
This treatment extracted more residual moisture which 
resulted in lower values of power factor as compared 
with those of Fig. 28. Following these results further 
observations were made in set No. 6, a period of several 
months having elapsed. The specimens were found to 
still possess their original characteristics as shown in 
Fig. 29. It is evident, therefore, that in the sharp 
difference of behavior of these two sets prepared ap- 
parently in the same manner, we should find very 
direct evidence as to the cause of the ascending power- 
factor curve. In a subsequent series of accelerated 
life tests the specimens of set No. 6 all showed much 
shorter life than those of set No. 14. In stripping the 
specimens those of set No. 6 were found to contain large 
amounts of entrained air between layers, while those of 
set No. 14 were almost devoid of traces of air. We 
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conclude, therefore, that for some reason which we 
can not explain, perhaps for example, the priniing of the 
compound, this set of specimens did not receive com- 
plete impregnation. No other instance of this difficulty 
was encountered. 

Internal Gaseous. Ionization. Above an evacuation 
and impregnation pressure of 10 em. the power-factor 
curves begin to change their characteristieshape. This. 
is exemplified in Figs. 35 to 38 inclusive, for pressures 
15, 25, 40, and 76 cm. respectively. The curves at 
low temperatures begin to lose their horizontal character 
and the curves at higher temperatures instead of de- 
creasing with increasing voltage gradient now show the 
characteristic sharp upward turn, due to the ionization 
of the internal air spaces. Within this region thereisalso 
evidence that the degree of impregnation changes over 
a considerable period of time. This is illustrated in 
the curves of Fig. 36. The order in which the curves 
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Fig. 35—Powsr-FactorR—VoLtTaGe Curves—Sprcimens 19A, 

19B, anp 19C In PARALLEL. 


Conductor diameter = 1in. Insulation, 0.10-in. wall - 
Evacuated and impregnated at 15 cm. pressure 
Conductivity in dried state = 19A—2.00 cm. 

19B—1.50 cm. 

19C—3.60 cm. 


are taken is indicated and clearly shows that a tempera- 
ture cycle results in a change of internal condition. 
This period seems to extend over several days, after 
which time there is some suggestion that the specimens 
reach a steady and improved condition. Some of the 
specimens in this range have been stripped and all show 
the presence of copious air spaces. 

We show elsewhere that a layer of air between insula- 
tion and sheath is a very probable cause of gaseous 
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ionization. 
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Fig. 36—Powrr-Factor—VoLtaGe Curves—Sprecimens 174A, 


17B, anp 17C In PARALLEL 


Conductor diameter = lin. Insulation = 0.10-in. wall 

Evacuated and impregnated at 25-cm. pressure 

Conductivity in dried state = 17A—2.25 cm. 
17B—1.60 cm. 
17C—1.55 cm. 
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Fig. 37—Pownr-Factor—Vouttrace Curves—Sprecimens 16A, 


16B, anp 16C IN PARALLEL 


Conductor diameter = 1in, Insulation, 0.10-in. wall 

Evacuated and impregnated at 40-cm. pressure 

Conductivity in dried state = 16A—3.15 cm. 
16B—2.85 cm. 
16C—2.10 cm. 
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It may be seen, therefore, that even with 
thorough impregnation of the insulation, gaseous 
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ionization may still exist between the insulation and 
sheath and reflect itself in the characteristic upward 
break in the power-factor—voltage curve. 

Influence of Residual Moisture. Although as already 
noted the power-factor—voltage curves have a typical 
shape for all pressures, up to 10 cm., it will be observed 
that some of the specimens show very much higher 
values of power factor than others, as for example, 
sets Nos. 11 and 18, Figs. 26 and 33. These differences 
are apparently due to excess amounts of residual mois- 
ture. As stated in the earlier part of the paper a 
definite program of drying and evacuation was de- 
termined and followed, with the idea that it would 
bring all the specimens to the same initial condition. 
A quite different result was found. Table 4 gives the 
drying period and temperatures of the various specimens 
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Fia. 88—Powzr-Factor—VOLTAGE CuRVES—SPECIMENS 15A, 
15B, anpD 15C In PARALLEL 


Conductor diameter = 1in. Insulation, = 0.10-in. wall 
Evacuated and impregnated at 76-cm. pressure 
Conductivity in dried state = 15A—1.95 cm. 

15B—3.25 cm. 

15C—4.25 cm. 


together with, in columns 4, 5, and 6 the values of their 
final conductivities after drying, this latter being 
expressed in terms of galvanometer deflections. The 
wide range of variation is at once evident. It is chiefly 
caused by the variation in the atmospheric humidity. 
In the drying period the specimens are heated in the 
presence of a slow draft of air, as already described. 


At very high values of atmospheric humidity, during the 


summer months, it was impossible even in prolonged 
periods of drying to reduce the conductivity below the 
very high values indicated by specimens Nos. 10, 11, and 
12. The curves of specimens Nos. 10, 11, and 12 
especially seem to indicate that residual moisture will 
cause higher values of power factor without materially 
changing the shape of the curve. If, however, the 
pressure is carried down sufficiently low, say to 1 cm. 
Hg., this may offset the imperfect drying conditions and 
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result in a power-factor curve of normal shapeand value. 
It appears evident that our preliminary drying period— 
72 hours at 105 deg. cent. in a slow draft of airat atmos- 
pheric pressure,—is very thorough. The subsequent 
treatment as regards evacuation has relatively small 
influence up to 10-cm. evacuation pressure. The power- 
factor—voltage curves all retain their shape. Such 
differences as appear are principally in the absolute 
values of power factor at the higher temperatures. 
These increases are always to be explained either by 
high atmospheric humidity or higher values of pressure 
at evacuation. These increases in power factor never 
assumed serious proportions. For example, as regards 
pressure of evacuation, the difference between 2 mm. 
and 5 em. is reflected in an increase of the maximum 
power-factor from 0.012 to 0.017. At 10-cm. evacua- 
tion the power factor is of the order of 0.02. Another 
indication of the thoroughness of the preliminary 
drying was found in a comparison of the absorption of 
one set of samples taken before evacuation and after 
evacuation to 4-mm. pressure. The dielectric absorp- 
tion and residual conductivity was about the same 
before and after evacuation. 


-absorption. 
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refined laboratory studies that there is an intimate 
connection between the dielectric loss and dielectric 
The curves of Fig. 34 emphasize this 
relationship in a very striking manner. They suggest 
that it should be possible to control the losses and power 
factor in cable insulation by means of studies of the 
property of absorption of the insulating materials. 
Such studies may be carried out at moderate values of 
continuous potential. Work in this direction is now 
under way by the authors. The decreasing values of 
power factor with increasing voltage gradients, always 
found in well impregnated specimens, is of interest 
in this connection. In our study of absorption we 
have shown the close importance between the absorp- 
tion of impregnated paper and the conductivity of 
impregnating oil. It is known that good liquid 
dielectrics often evidence a saturation current that has a 
decreasing conductivity with increasing voltage. It 
appears probable that in our experiments, the im-. 
pregnating oil, being liquid at the higher temperatures, 
possesses this decreasing conductivity with increasing 
voltage, thus accounting for a lower absorption, lower 
losses, and lower power factor. 


TABLE IV 
DRYING AND IMPREGNATION HISTORIES 
Sets 2-19 
Set no. Drying data Impregnation data 
Time after Approx. Final deflection 
start of temp. — — ») Evac Impreg. 
drying deg. cent. A B Cc press press 
2 Just before ; 
impregnating 102-103 2.05 1.22 1.42 3.5 cm 10 cm, 
Drying very 
long. 
3 96 105 0.65 0.63 0.57 5mm, 5 mm. Overheated to 160 deg. for 
30 min. 

4 72 100 3.40 3.45 2.55 2mm, 2mm. 

5 72 106 2.38 2.20 1.65 1 cm. 1 cm. 

6 72 106 3.35 3.00 1.85 5 cm. 5 cm 

8 72 106 4.00 2.70 1.80 2mm, 5 cm 

9 72 105 3.95 3.95 2.55 3 mm, 10 cm. 
12 72 8.30 8.10 6.80 lcm. lcm. | Drying data doubtful due 
10 96 19.0 20.0 16.0 2cm 2 cm. to high humidity. 
11 72 9.70 4.60 6.20 3cm 3cm. } 
13 192 107 3.60 3.85 3.25 10 cm 10 cm. 
14 72 104 2.30 1.75 1.35 5 cm, 5cm 
15 96 104 1.95 3.25 4.25 Atmosphere 45 cm, 
16 72 103 3.15 2.85 2.10 40 cm. 40 cm. 
17 72 103 2.25 1.60 1.55 25 cm. 25 cm. 
19 72 104 2.00 1.50 3.60 15 cm. 15 cm. 


Influence of Absorption and Conductivity. Through- 
out our measurements, we have taken closely parallel 
readings of power factor and of conductivity and di- 
electric absorption at 1500 volts continuous. The 
curves of Fig. 34 specimens 3-B and 3-C, show the 
variation with temperature of the power factor, of the 
final conductivity, and of absorption, as indicated by 
the one-half minute and one minute readings of the 
charging current curve. The similarity of form of the 
power factor and absorption curves is very striking. 
It has been recognized since the early work of 
Hopkinson, Rowland, and Hess and from subsequent 


Influence of the Closeness of the Fit of the Lead Sheath. 
One of the striking results of our investigation has been 
the marked flatness of the power-factor curve at tem- 
peratures up to 60 deg. cent., throughout the entire © 
range of voltage gradient 30 to 300 volts per mil, 
and for specimens impregnated at all air pressures up 
to 10 em. Hg. An example of these curves is shown in 
Fig. 22. - 

Examples of curves observed on commercial cables 
having approximately the same type of insulation are 
shown in Figs. 19 and 39. In looking for possible causes 
of these marked differences between our specimens 


Dee. 1927 


constructed in the laboratory and those taken from 


cables manufactured by commercial methods, we. 


noticed the relatively loose fit which the sheathing of 
the commercial cables makes with the underlying 
cable paper insulation. This condition was perhaps 
accentuated by the cutting and stripping of the lead 
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Fig. 39—Pownr-Factor—Vo.itrace Curve—ComMMERCIAL 
Case “B’—Sprrcimens A, B, C, Measured In PARALLEL IN 
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500,000 cir. mil conductor 
Insulation, 0.10-in. wall—7/8 in. X 0.0065 paper—22.5 deg. cent. 


0.012 


0.010 ; 


| 
Bi | 
=~— 82.2 Deg. Cent. 
|70.5 Deg. Cent. 


POWER FACTOR 
r) 
3 


RATIO? 300 

09 60 120. 180 240 300 360 
VOLTS PER MIL 

Geeccs AO 60° «80. . 100°, 190 


PRIMARY VOLTS 


Fic. 40—Pownr-Facror—Voutace Curves—SprEcimens 5A, 
5C in PARALLEL 


Conductor diameter 1 in. Insulation, = 0.1-in. wall 
Impregnated at 1-cm. pressure 


_in order to provide test electrodes necessary in samples 
of short lengths. In our methods of test the electrodes, 
which correspond to the lead sheath, were applied to the 
cable before impregnation. It thus appeared desirable 
to study the question as to the influence of air lying 
between the outer wall of insulation and the lead sheath- 
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ing. With this purpose in view, samples A and C 
of set No. 5 of our series were equipped with electrodes 
before impregnation in the regular manner. Sample B 
was impregnated before the electrodes were applied. 


POWER FACTOR 


180 


60 120 
VOLTS PER MIL 
40 60 
PRIMARY VOLTS 
Fig. 41—Powsnr-Factror—V outrage CurvEs—Sprecimen 5B— 
Loosr SHeatH AppLtieD ArreR IMPREGNATION TEests UNDER 
ComMPouND 


Conductor diameter = 1in. Insulation = 0.1-in. wall 
Impregnated at 1-cm. pressure 
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Fie. 42—Powsrr-Factror—Voitrace Curves—SPEcimEn 5B— 
INFLUENCE oF TIGHTNESS oF SHEATH 


The electrodes were applied first loosely and afterwards 
tightly. 

Fig. 40 shows the observations on 5-A and 5-C and 
Fig. 41 shows the observations on specimens 5-B; the 
observations being taken under compound. It will be 
noted that there is a pronounced influence of the loose 
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electrode in causing the power-factor curves to 
turn upward at all temperatures. By far the 
most striking indication of the influence of a loose 
application of the sheath after impregnation is shown by 
the observations on 5-B taken in the air, that is, not 
under compound, and with varying degrees of tightness 
of the sheath. These are shown in Fig. 42. These 
curves were taken with conditions approximately, 
as closely as we were able, the conditions that are met 
in manufacture. There is no question of the great im- 
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Fic. 43—Power-FacToR—VOLTAGE CURVES—COMMERCIAL 
CaBLe ‘‘C’’—22-Ky., Sinete-Conpuctor, 500,000-Cire. Mits. 
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portance of the layer of air between the lead sheath and 
the wall of insulation. It should be noted that with 
test electrodes applied as tightly as possible after im- 
pregnation there is still present the rising tendency 
of the power-factor—voltage curves. 

Figs. 43 and 44 show further studies of the influence of 
the tightness of the sheath. Fig. 43 shows a com- 
- parison between our tests on short lengths of cable C, 
and tests made on other samples taken from the same 
lot of cable by the Electrical Testing Laboratories. 
Fig. 44 shows tests on cable D under various conditions 
in which effort was made to alter the closeness of the fit 
between sheath and insulation. Strapping down' 
tightly the ends of the lead sheathing, removing same 
and applying a-tight electrode by our methods, and 
bending the sample in various ways changes the per- 
formance very little. The fact that these curves were 
all taken under compound, which from our experience, 
always tends to keep the curvesat their nearest approach 
to horizontal form, again indicates that air between the 
sheathing and the insulation plays an important part 
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in causing the break of the power-factor curve away 
from the horizontal. 

The several measurements, described above, all seem 
to indicate clearly the influence on the power-factor 
curve of an air layer between lead and paper. This 
does not necessarily mean that deeper lying films of - 
air may not play their part. On the contrary, it 
indicates that if such layers are present they, too, must 
necessarily cause a rising break in the power-factor 
curve. 

Thanks are due to Dr. William B. Kouwenhoven 
for much helpful cooperation throughout the course 
of the work which was done in the School of Engineer- 
ing, The Johns Hopkins University, at the request of 
the Subcommittee on Impregnated Paper Insulated 
Cable Research, of the National Electric Light Associa- 
tion, D. W. Roper, Chairman. Further studies under 
the same auspices are continuing. 


SUMMARY AND CONCLUSIONS 
1. In the drying of cable paper at atmospheric 


pressure the great proportion of absorbed moisture is 
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given off between 75 deg. and 80 deg. cent. At lower 
temperatures, the electrical conductivity under the 
continued application of voltage increases with time in 
accordance with the Evershed effect. At higher 
temperatures the paper takes on the characteristics of a 
highly absorbent dielectric. 

2. In drying by elevation of temperature the final 
steady state of the paper depends on the temperature, 
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the time, and on the relative humidity of the atmos- 
phere. Similar examples carried through the same 
drying process but at different times may have widely 
different residual moisture and electrical properties. 
A drying period of 72 hr. at 105 deg. cent. in a dry 
atmosphere renders cable paper an excellent insulator, 
although it still contains moisture and shows high 
dielectric absorption. 

3. The evacuation process following that of tem- 
perature drying is principally important as removing 
still further residual moisture. It is not, however, so 
important in this particular as the initial drying period. 


Differences in the humidity of the initial drying period. 


show themselves through subsequent evacuation per- 
iods at 1, 2, and 3 cm. Hg. pressures, and above. 

4. After impregnation, the conductivity and ab- 
sorption are greatly increased at the higher tem- 
peratures, but near atmospheric temperature the 
values are approximately the same as for the dry unim- 
pregnated paper. The differences are apparently due to 
the conductivity of the impregnating compound. 

5. Using a drying and evacuating and impregnating 
period of four days we have found for all pressures of 
impregnation up to10 cm. Hg., and for temperatures up 
to 50 deg. cent. power-factor—voltage curves which are 
perfectly flat over the range 20 to 300 volts per mil, at 
values in the neighborhood of 0.005. At higher 
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temperatures, the curves are higher and show maxima 
near 45 volts per mil, the power factor decreasing 
steadily thereafter with increasing stress. 

6. Up to 10 cm. Hg., impregnating pressure differ- 
ences in the original state of the samples as regards mois- 
ture reflect themselves in small changes in the values of 
final power factor without material influence on the 
shape of the curves. High moisture content increases 
the power factor. 

7. Up to 10 em. Hg., the pressure of impregnation 
causes no tendency of the power-factor curve to break 
and rise, usually attributed to gaseous ionization. 
Above 10 cm. pressure rising power-factor curves 
appear, reaching the typical ionization shape at 25 em. 
pressure. 

8. Typical gaseous ionization curves have been 
obtained and controlled by variations in the tightness 
of the lead sheath or test electrodes. It appears that 
the rising power-factor curves found in cables are in all 
probability due either to loose fitting sheaths or to 
imperfect impregnation, causing extended layers of air 
rather than to original entrained air as dependent on 
the evacuation pressure. 

9. Power factor and dielectric absorption follow 
similar curves and the latter is suggested as a promising 
method for the predetermination of the properties of 
cable insulation. 


The Electric Arc and its Function in the New 


Welding Processes 
BY P. ALEXANDER! 


Member, A. I. E. E. 


Synopsis.—The subject of this paper is a phenomenon of great 
interest and very great complexity. The electric are is a tool of 
extreme power and flexibility. The electric are can be used to melt 
the most refractory substances, cut the armor plates of battleships or 
weld together the ends of wires no thicker than a human hair. Its 
a wonderful tool that makes or breaks almost anything. It may 
unite the most indifferent elements such as nitrogen and oxygen, or 
break the molecule into its constituent atoms. 

In this paper we shall discuss only one type of application of the 
electric are; namely, the application of the arc to the welding of 
metals, but even in these limits the field is very wide. 

The electric arc was discovered by H. Davy who in 1810 was 
experimenting with the sparking between two horizontally disposed 
carbon pencils. The density of the current was such that on short 
circuit the tips of the carbon pencils were heated to incandescence. 
When the electrodes were separated the electric current continued 
to flow across the air-gap between the carbon pencils. The air-gap 
was bridged by some sort of an extremely bright band which under 
action of the accending currents of hot air was bent wpwards and 
formed a bow or an “are.”” This is the origin of the term, the 
“electric are.” 

For many years the electric arc was used only as a source of light. 
It was only years later that the electric arc was applied for the 
purpose of melting and welding metals together. In 1881 de 
Meritens for the first time used a small carbon are for melting and 
welding the lead terminals of storage batteries. The more extensive 
application of the carbon arc was done by Bernardos. 


ELECTRIC ARC 


HE metallic welding arc is a phenomenon of great 
A} complexity. It is a combination of three distinct 
features; namely, conduction of the electric cur- 
rent, melting of the plate, and deposition of the metal 
from the rapidly melting electrode. The first feature in 
itself is a complicated phenomenon, which can be under- 
stood better if we consider it after reviewing the ac- 
cepted ideas on electric conduction in solid conductors 
and in vacuum tubes. 

The electric current flowing through the solid con- 
ductor has been demonstrated by the experiments of 
Talman and Stewart to consist wholly of electrons. 
The positive ions form a rigid frame-work and partici- 
pate only in the vibratory movements due to the 
thermal agitation. The whole space is occupied by 
the spheres of action of the atomic forces. And be- 
tween atoms there is a continual exchange of the 
electrons. At any instant there is a number of 
electrons in transition from one atom to another. 
These dartings from one atomic system into another are 
especially numerous in good conductors, and the elec- 
trons which during that short flight do not belong to 
any atomic system are termed free electrons. In the 

1. Thomson Research Laboratory, G. E. Co., Lynn, Mass. 
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This process was modified by Dr. Zerener of Berlin, Germany, 
who shortly prior to 1890 invented a process of welding with a flaming 
are. In this process two carbon electrodes are disposed to form a 
“Vy, The arc is drawn between the two electrodes and caused to 
impinge upon the metal to be welded by being forced down by a 
powerful electromagnet. This arrangement caused the are to act 
in a similar manner to the flame of an oxyacetylene flame. The 
energy developed in this arc is only partly transmitted into the 
weld and the efficiency of the method is very low. 

The third type arc welding known now as a metallic are process 
was discovered about 1890 by H. Slawianoff. 

This engineer conceived the idea of producing steel ingots by 
an electrical casting process. Metal was deposited from a steel rod 
into a mold, an electric are being maintained between the rod and the 
metal of the mold. Means were provided whereby the metal rod 
could be fed forward as it was consumed and a solenoid arrangement 
was provided for maintaining the are length substantially constant. 
The ingots obtained under such conditions proved to be sound 
and free from shrinkage pipes. However, the cost of electrical energy 
in Russia in those days was very high and the process was com~ 
mercially uneconomical. 

The information obtained by Slawianoff in this work led to the 
application by him of the metallic are to the uniting together of 
metal plates, the repairing of cracked and broken machines, etc. 

Thanks to the work of Slawianoff we now possess a method of 
welding with metallic electrodes which at present is by far the most 
used of all are welding processes. 


absence of an electromotive force, these movements 
are equally distributed in all possible directions, and 
the resultant of those elementary currents is zero. 
When a difference of potential is, however, impressed 
on ‘he conductor, these disorderly migrations acquire a 
certain orientation so that more electrons will be 
moving in the direction of the positive pole. 

An idea of the number of moving electrons may be 
obtained if we will try to visualize the number 1.6 
10 which represents the number of electronic dartings 
during one second through the cross-section of the con- 
ductor when it is carrying a current of one ampere. 
However great this number may seem, it is not the 


_total number of electronic dartings but only a difference 


between those directed towards the positive and neg- 
ative poles. 

The conduction through the space not occupied by 
the solid conductor is electronic only in case of ex- 
tremely high vacuum. In this case the electrons shoot 
from the cathode in straight lines across the empty 
space between the comparatively few molecules pres- 
ent which in extremely high vacuum can be in the order 
of a hundred million per cubic centimeter. Since the 
molecules themselves are mostly an empty space with a 
few specks representing the central nuclei and outer 
electrons, the high speed electrons can also shoot 
through them without being stopped or deviated. 


re ore tale ks ecadared btonce the tee 
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ions and the gas containing such electrons 2a an ionized 
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towards the anode can be comparatively low. If the 
gas is at 2 very low pressure, the electrons will movein 
straight limes between the molecules. Only a very few 
of these lectrons will be stopped or deflected by colli- 
sion with molecules. In this case the current will be 
purely dectronic. However, when the molecules are 
present in larger numbers the dlectrons (if moving with 
sufficient velocity) will ionize the gaseous molecules and 
the current will be carried by ionized molecules as well 
as by the dectrons 

The method of producing the intense initial ioniza- 
tion in the ease of an dectric are is by taking advan- 
tage of the ahove described property of certain materials 
to emit cectrons at high temperatures. To draw 
the are between the two electrodes, they are brought in 
contact and a current of sufficient magnitude is passed 
across the contact. The resistance of the contact, 
especially just before the moment of separation 
o& the dectrodes, & high enough to came rapid 
heating of the tips of the dcectrodes to incan- 
descence, with the result that numerous dectrons are 
projected into the surrounding gas, w that at the 
moment of separation of the Gectrodes, the gas con- 
tains large numbers of free dectrons which under the 
action fi the established dectrosiatic fidid will move 
and impinge on the gaseous molecules. 

Since the separation of the dectrodes is done gradu- 
ally, even with exnparativeay low voltages the potential 
gratient during the first moment will be sufficent 
to give the necessary acccleration to the free dectrons 
which at the end of their free path will possess energy to 
ionize the gaseous moleciles. The ionized molecules 
and dectrons will move and impinge on the next neutral 
inclecules but unless the potential gradient ia sufficentiy 
high, they will not acquire at the end of their free path 
2 sufficient vdodty and consequently will be unable 
to iomme the next st of molecules; therclore, the 
ionization will not continue. Since the distance 
between the dectrodes omtinwel to imeresse and 
the potential gradient to decrease, the current, after 
reaching certain magnitude, will fall to 2lower walueand 
finally stop altogether. But if the potential gradient 
during the separation of the dectrodes be sufficient, the 
mumnber of carriers will increase very rapidly until an 
appreciable current will flow between the dectrodes 
which will produce rapid heating of gas. At higher 
temperatures the ionization cocurs much more readily, 
so that 2s som as the appreciable current flows, the 
ionization is more pronounce’ which again causes 
the current to imcrecae. As soon as the cathode spot on 
the dectrode is brought to a high temperature, a2 large 
vhame A metallte vapor is sent into the stream which 
is easily ionized and will conduct practically the whole 
current. Thisis the are conduction. 

Since the drawing of the arc is dome 2t 2 low temapera- 
ture and the maintaining ff the are at high tempera- 
tures, the voltages necessary to strike the are are 
ahways much higher than those used to maintain the are. 
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This feature is taken advantage of in the design of a 
number of commercial welding generators which 
produce a high voltage only on open circuit. As soon as 
the arc is drawn, the voltage across the brushes auto- 
matically falls to a value only slightly higher than that 
of the voltage across the arc. 

Since high temperature is essential to maintain easy 
ionization, any factor tending to cool off the electrodes 
or the are stream will influence greatly the stability of 
the arc. If the temperature of the arc falls, the ioniza- 
tion of the materials in the are stream does not take 
place as readily, so that the agent producing ionization 
must be more active. In other words, the speed with 
which the electrons and ions impinge on the neutral 
molecules must be higher which necessitates a high 
potential gradient; that is, higher are voltage. One of 
the most powerful methods of cooling the are core is by 
surrounding it with hydrogen, which at high tempera- 
ture dissociates into the atomic state and absorbs large 
amounts of energy. 


ATOMIC HYDROGEN PROCESS 


This phenomenon of dissociation of molecular hydro- 
gen at high temperatures into the atomic state was 
discovered by Dr. I. Langmuir? during his studies of the 
laws of heat losses from a heated tungsten filament in 
hydrogen at low pressures. Dr. Langmuir observed 
that above certain temperatures, the heat losses instead 
of being proportional to 1.9th power of the absolute tem- 
perature, are proportional to a much higher power which 
increases with temperature. 

The following studies of this phenomena established 
that these abnormally high losses are due to the dissocia- 
tion of molecular hydrogen into the atomic state. 
Step by step Dr. Langmuir discovered the temperatures 
of dissociation, degree of concentration of the produced 
atomic hydrogen, the energy absorbed by the dissocia- 
tion, the chemical properties of the atomic hydrogen 
and the thermic effects produced by recombination of 
the atoms into molecules. 


The atomic hydrogen possesses many remarkable 
properties which have been studied in the last few years 
by several investigators. Many chemical reactions 
impossible with molecular hydrogen take place when 
that gas is in the atomic state. The most stable 
oxides can be reduced into the metallic state. Sub- 
stances which are usually considered as the most 
refractory materials can be melted by the flames of 
atomic hydrogen. And certain hydrogen compounds 
which formerly could be produced in very small con- 
centrations, now may be obtained in 100 per cent 
concentrations. There are two methods of producing 
atomic hydrogen. 


One discovered by Dr. Langmuir ’s by increasing the 
speed of the thermal agitation of hydrogen molecules 
until the forces between the two atoms composing the 


2. Flames of Atomic Hydrogen, General Electric Review, 
March, 1926. 
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molecule are not sufficient to hold them together. They 
spring apart and by doing so absorb large amounts of 
energy from the source producing that thermal agita- 
tion. In this method all molécules subjected to the 
high temperature are being acted upon simultaneously. 
This is (if we can use such a term here) a “mass 
production.” 

The other way of disrupting the hydrogen molecule 
is by hitting it with a heavy atom, moving with high 
velocity. In this method the hydrogen molecules are 
dissociated one by one and only when shot with a 
swiftly moving atom. Using again a shop term, we can 
call it “piece work.” However, Dr. Langmuir 
developed the first method which permits the produc- 
tion of atomic hydrogen in high concentration, which 
permits the use of atomic hydrogen not only as a 
special chemical regent but also as one of the most 
remarkable agents for transmission of thermal energy. 
To accomplish this, it was necessary to produce the 
atomic hydrogen not inside of a vacuum container, but 
in the open air. The method adopted by Dr. Langmuir 
consists in blowing a stream of molecular hydrogen 
through an electric are maintained between two tung- 
sten electrodes. 

The temperature of the are core is sufficient to 
produce complete dissociation of the whole mass of the 
gaseous layer in contact with it. The produced atomic 
hydrogen diffuses rapidly away from the are core and 
recombines in the cooler regions into the molecular state, 
forming an extremely hot flame of a single gas which 
burns without oxygen. The evolved heat, of course, is 
the energy previously absorbed from the are. It was 
found that the heat of formation of molecular hydrogen 
is equal to 98,000 calories. In other words, when the 
atomic hydrogen recombines to produce one cubic foot 
of molecular hydrogen (measured at N.T.P.), the 
amount of heat produced is 455 B.t.u This quantity 
is greater than that obtained by the combustion 
of one cubic foot of molecular hydrogen in oxygen. 
In the last case the amount of evolved heat will be only 
316 B. t. u. 

The greatest advantage of the atomic hydrogen 
resides not in the amount of energy transmitted but in 
the high potential at which that energy is delivered. 
In other words, the remarkable property of the atomic 
hydrogen is the temperature o its flame. Dr. Lang- 
muir’s calculations show that this temperature is at 
least 3717 deg. cent. One of the experimental con- 
firmations of these conclusions is the fact that tungsten, 
the metal with the highest known melting point, can be 
melted in the atomic hydrogen flame but not in any 
other flame. 

The importance of the temperature of the flame can 
be illustrated by the comparison of two combustible 
gases; one of which is acetylene and another is propane. 
The amount of energy produced by combustion of one 
cubic foot of acetylene is 1456 B.t.u. The corre- 
sponding value for propane is 2465 B. t. u. 
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In spite of much lower heat capacity of acetylene, 
the temperature of its flame (about 3000 deg. cent.) is 
higher than that of propane (about 2100 deg. cent.) and 
the result of it is that the welding with that gas is much 
faster than with the latter. 

One of the practical applications of the atomic 
hydrogen flame is for welding of metals. In this field 
it has received lately numerous applications on account 
of its two properties especially valuable for welding 
work; namely, the extremely high temperature of the 
flame and the reducing properties of the gas forming 
that flame. 

As a welding tool the atomic hydrogen torch must be 
compared with the oxyacetylene torch. It has 
similar characteristics in that the most of the energy is 
produced in a comparatively small inner cone or fan 
where extremely high temperature is attained. This 
inner hot zone is surrounded by the flame of reducing 
gas with temperatures gradually falling to that of the 
outer mantle of the flame where the recombined 
molecular hydrogen is burning in contact with the air. 
The temperature of that part of the flame is something 
like 1000 deg. cent. 

This gradual change of emperatures gives an extreme 
flexibility to the atomic hydrogen torch. It insures a 
perfect control of speed of welding and of the tempera- 
ture of the molten metal in the weld. This last factor 
is of a paramount importance for welding in hydrogen 
atmosphere. This gas is only slightly soluble in 
molten iron ust above the melting point. But witha 
rise of temperature its solubility increases very rapidly. 
When the molten iron is overheated, it will absorb at 
least 15 times its own volume of gas (measured at 
N. T.P.). During the solidification most of that gas 
will be precipitated out and unless special precautions 
are taken, will form numerous blow holes. 

However, if the welder follows the right technic by 
forming only a shallow pool of molten metal which 
insures a low temperature of the molten iron, hydrogen 
will be prevented from going into solution and the re- 
sulting weld will be perfectly free from gas pockets. 

The atomic hydrogen torch embodies in itself all 
the necessary conditions not only to transmit from 
the arc into the plate any desired amount of energy, but 
also to do it at a very high speed. The high speed of 
recombination of the atomic hydrogen into the molec- 
ular state is determined by the steep gradient of tem- 
peratures and also by the catalytic action of the metal 
in the weld. 

This recombination of the atomic hydrogen at the 
surface of the liquid metal in the weld to a certain ex- 
tent replaces he oxidation reaction always present 
when the welding is done in air. This reaction supplies 
the necessary auxiliary heat to keep the surface of the 
solidifying metal in the molten state long enough to 
permit the absorbed gases to escape freely. 

_ The a-c. arcs used in the atomic hydrogen process 
are usually two or three cm. in length bent in a shape 
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of a fan between two tungsten electrodes placed to 
form a “V”. The voltage drops at the surface of the 
electrodes, which correspond to anode and cathode 
drops in d-e. ares, are equal to about 18 volts each. 
With the usual ares of about 100 volts, the 36-volt drop 
at the surface of the electrodes, therefore, represents 
one-third of the total are voltage, so that two-thirds 
of the energy absorbed in the dissociation of hydrogen 
into atomic state comes from the long are core. The 
usual are voltage is about 100 volts and the open circuit 
voltage of the welding circuit is seldom less than three 
or four times that value. The energy absorbed by the 
weld, of course, is that which comes from the arc; the 
atomic hydrogen plays the role only of an exceptionally 
efficient transmitter. 

The energy evolved by burning the molecular hy- 
drogen in contact with the air, serves only to raise 
slightly the temperature of the plate outside the weld 
but does not affect appreciably the weld itself. Most 
of that energy is radiated into surrounding space. 


THE SHIELDED ARC PROCESS 


While the work on atomic hydrogen was proceeding 
in the Schenectady Laboratory, the writer was engaged 
in the Lynn Laboratory on the development of an im- 
proved method of the arc welding with metallic and 
carbon electrodes. 


Since the accepted explanation of brittleness in are 
welds was the presence in the weld of oxides and ni- 
trides of iron, the first experiments were conducted on 
welding in gases other than those composing the atmos- 
pherie air. The first experiments were conducted on 
welding in carbon dioxide, superheated steam, and illu- 
minating gas. Then, without any knowledge of Dr. 
Langmuir’s experiments with atomic hydrogen, the 
writer came to the conclusion that it is hydrogen which 
must give the desired results. The experiments im- 
mediately confirmed this view. The welds produced 
in that gas proved to be perfectly ductile and to possess 
a high tensile strength. Furthermore, it was found 
that the apparent resistance of the welding arc in hy- 
drogen is more than twice that of the same arc in air. 
Because of the desirability of rapid deposition of 
the metal, the welding are must have a definite 
short length. The increase of the apparent resistance 
of the are without increase in length is most welcome as 
it makes the are almost twice as efficient as adevicefor 
the transformation of the electrical energy into the 
thermal form. 

The anode and cathode voltage drops of an iron 
welding arc of 100 amperes maintained in hydrogen 
atmosphere were found to be each equal to 16 volts. 
The voltage drop across the are stream for an arc of 
1¥ inch does not exceed 5 volts, so that the total volt- 
age across the are of 1ginch in length is 37 volts. The 
usual are voltage of the welding ares of the same length 
and current intensity maintained in air is about 18 volts. 

This abnormal apparent resistance of the are in 
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hydrogen, the writer at that time attributed to an xe- 
ceptionally high coefficient of heat conductivity of that 
gos, Indeed the heat conductivity of air is 0.5 K 10-5 
and that of hydrogen is 3.17 x 10-* calories per em. 
per me, per deg, cent. In other words, it was 
thought that the high voltage of the are is due to a 
mere cooling of the are by hydrogen in its molecular 
form, 

At a later date, to check up this assumption, the 
writer repeated the same experiments with the ares in 
helium. This gas has also an exceptionally high 
coefficient of heat conductivity which is even slightly 
higher than that of hydrogen; namely, 3.39 « 10-5, 
The experiments, however, showed that the are voltage 
in that gas is lower even than in air. Sinee the coeffi- 
cients of diffusion of hydrogen and helium are about 
the same and the temperature of the are core in both 
cases probably does not differ materially, the only 
explanation of difference in the are voltages was 
that the hydrogen, being a diatomic gas, was dissociated 
into the atomic state while the helium, being amonatomic 
yas, remained unchanged by the extreme temperature 
of the are, 

These experiments have an interest only as illustra- 
tion of various ways of investigation. The quantative 
determination of the amount of atomic hydrogen pro- 
duced cannot be based on such experiments. They 
only demonstrate the fact of the dissociation of hydro- 
gen into the atomie state and that it affects very 
markedly the anode and cathode fall. 

These two quantities are determined by the con- 
centration of the ions of one sign at the surface of the 
electrodes. If the production of the ions of the other 
sign in the first gaseous layers next to the electrode 
is slowed down, the electrostatic charges of the incoming 
ions will determine a very steep potential gradient. 
The dissociation of hydrogen into the atomic state cools 
off the surface of the anode and cathode and, therefore, 
reduces there, the speed of ionization and emission of 
thermions. The role of atomic hydrogen in the shielded 
are process can be compared with the most effective 
means of cooling the electrodes. , 

Of course, the atomic hydrogen produced undoubt- 
edly affects also the quality of the weld, making it more 
free from oxides. ‘This last action, however, is not as 
important as that which increased the efficiency of the 
are, since in the shielded are process, the weld is fully 
protected by a large volume of the molecular hydrogen 
which at the high temperature of the are is also one of 
the most energetic reducing agents. 


THe DEPOSITION OF METAL 


. The transfer of the metal from the electrode to the 
plate can be either purely ionic or mechanical. In 
the first case the metal is rapidly vaporized from the 
electrode, enters the are and after being ionized is moved 
across the are to the surface of the positive crater where 
it regains its state of neutral atoms and condenses as 
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a vapor on the surface of the crater. The speed of 
motion of gaseous ions is very high so that large quanti- 
ties of metal can be transferred from the electrode to the 
weld in a very short time. The hypothesis of transfer 
of the metal in the state of vapor has been advanced by 
Professor Slocum.? This type of metal transfer is 
observed only with long ares. 

The writer’s experiments indicated that the tempera- 
ture of the anode is the determining factor in the ionic 
transfer of the metal in the welding arc. If an are of 
125 amperes and 60 volts be maintained in hydrogen 
between a cold plate and 1%-in. Armco pure iron elec- 
trode, the transfer of metal will be mostly mechanical. 
The tip of the electrode will be liquified and the large 
drops of metal will be periodically falling down on the 
plate. The vapor stream from the negative electrode 
will enter the arc, but there will not be appreciable 
condensation of that vapor on the plate If, however, 
the positive crater be allowed to establish itself 
on the plate and the temperature of the molten metal 
in the crater rises above a certain limit, then the are 
will become very stable and practically the total amount 
of metal will pass through the are in a state of 
ionized vapor. The speed of ‘vapor deposition” 
of metal is about the same as that which would be with 
the short ares of the same current density when practi- 
cally the total amount of metal is passing through 
the are in the liquid state. However, in usual practise, 
the are length is so short that the intense radiations 
from the positive crater affect not only the surface of the 
negative crater but also the whole tip of the electrodetoa 
considerable length. This results in rapid melting of 
the tip of the electrode which is in more or less plastic 
state to a distance of three or four millimeters from the 
negative crater. This condition determines an en- 
tirely different mode of transfer of metal across the are. 
The wire used as electrodes always contains a large 
amount of occluded gases. The actual volume of 
occluded gases depends on the method of manufactur- 
ing of the wire and in certain instances may reach many 
times the volume of the metal. 


The amount of gas which the metal can hold in the 
occluded state depends on the temperature. At the 
temperature of red heat, most of the gases are expelled 
from the metal. Since the tip of the electrode is in 
molten state, it is mechanically the weakest point and 
the gases escape in that direction which results in 
periodical rupture of the liquid surface of the tip of the 
electrode and projection of it into the direction of the 
positive crater. If the are is very short, this ruptured 
part of the tip of the electrode short-circuits the are. 
In other words, it bridges the tip of the electrode with 
the positive crater. As soon as the globule touches the 
liquid surface, another set of forces comes into play; 
namely, the surface tension of the molten metal. Now 
the globule is pulled towards the liquid by the surface 
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ey 
tension and so breaks the contact with the electrode. 
If the time of transfer was short, the temperature of the 
ionized gases was not affected appreciably so that the 
are can be readily restarted. The experimental proof 
of this mechanism of transfer of molten metal across the 
welding are was furnished by many investigators 
amongst whom we must name Professor Hudson* who 
advocates the theory of liquid transfer of metal deter- 
mined by the expulsion of the gases, and Mr. O. H. 
Eschholz® who demonstrated that even without the 
explosive action of gases, the metal can be transferred 
through the action of the forces of the surface tension. 
However, the writer is of the opinion that both types of 
forces are responsible for the transfer of the metalin the 
short welding arc. 

PHYSICS AND CHEMISTRY OF THE CRATER 

In the case of are welding with a metallic electrode, 
the positive crater is established on the plate itself. 
This is the most efficient method of transmitting the 
energy of the arc into the plate. In this case not only 
the metal is subjected to the radiations from the nega- 
tive crater and the arc core, but it is also the subject 
of the most terrible bombardment by the electrons and 
ions rapidly moving towards the anode. The velocity 
of gaseous ions in the arc core is not definitely known 
but it may be expected to be very high. Further- 
more, the condensation of the gaseous ions on the 
liquid surface of the crater is accompanied by the 
evolution of the latent heat of evaporation of electrons 
and gaseous atoms. This last factor explains the 
difference in the calorific effects at the anode and 
cathode of the arc in spite of the fact that the anode 
and cathode potential drops, as in the case of the iron 
are in hydrogen, are the same. The surface of the 
metal is heated so rapidly that the heat has no time to 
be conducted away through the thickness of the metal. 
Therefore, the metal around the foot of the are core 
is liquefied and forms a shallow molten pool. The 
metal in this molten pool is a subject of severalactions. 
molten metal so that the surface of the crater is con- 
tinually swept by the waves running from the center of 
the crater to the periphery. Secondly, the molten 
metal, being free to move, is repulsed from the foot of the 
are by the electromagnetic interaction of the currents 
carried by those parts of the arc and moves towards 
the edges of the molten pool, forming a sort of a shallow 
cup or a crater. 

The absorption and evolution of gases in different 
parts of the crater is a factor of paramount importance. 
The accurate tests conducted by Dr. Baraduc-Muller,’ 
who was experimenting with the masses of molten steel 
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weighing 11,000 pounds, demonstrated that molten 
steel may hold in solution very large amounts of gases. 
For instance, the volumes of hydrogen, carbon monoxide 
and nitrogen occluded in one cubic foot of molten 
Bessemer steel are respectively equal to thirteen, eight 
and five cubic feet (measured at N. T. P.). 

The writer’s experiments with hydrogen, helium, 
argon, carbon monoxide, and nitrogen occluded in the 
molten part of the crater gave about the same figures 
and indicated that these gases are precipitated out from 
the molten steel when it is still fluid. The observation 
of the large craters of the powerful arcs burning in 
different gases reveals that all these gases are absorbed 
in the hot part of the crater and evolved in a form of a 
stream bubbles coming to the surface of the molten 
metal in cooler parts of the crater. 

This continual process of absorption and evolution of 
gases is equivalent to an energetic washing of the 
molten metal with hot gas. The occluded gases may 
react with the metal and form nitrides, oxides, hydrides 
or may simply be held in solution and be partly pre- 
cipitated out during the solidification. At any rate the 
large amounts of absorbed and later evolved gases have 
a very great bearing on the soundness of the deposited 
metal and the number of blow holes which it may 
contain. 

When the arc is maintained in air, the fundamental 
chemical reaction in the crater of the arc is oxidation. 
Oxygen of the air coming in contact with the molten 
metal reacts almost instantaneously and forms Fe O 
which is gradually dissolved in the mass of the metal. 
The excess of that oxide floats on the surface ‘n a form 
of a slag and being further oxidized during the freezing 
of the metal to Fe; O. The oxidation or burning of 
the surface layer of the molten metal in the arc crater 
has a determining influence on the number of gas 
inclusions in the weld metal. As has been demon- 
strated by the writer’s experiments on welding arcs in 
argon-oxygen mixtures,’ the amount of heat produced 
by the oxidation reaction is sufficient to maintain the 
surface of the freezing metal near the edge of the 
crater in molten state long enough to allow all the gases 
to escape freely and leave the weld metal free from 
blow holes. 

When the deposition of the metal is done in reducing 
or neutral atmosphere, this reaction is suppressed and 
unless special precautions are taken, the weld metal 
will contain numerous blow holes. 

It may be pointed out here that in the atomic hy- 
drogen process, the recombination of the atomic 
hydrogen into the molecular form at the surface of the 
weld metal provides a source of large amount of energy. 
In this way the atomic hydrogen process not only 
suppresses the deleterious action of oxidation but also 
provides means to replace the important and desirable 
influence of that reaction by a new reaction which takes 

7. Oxidation of the Are Crater, Journal of Am. Welding 
Society, December, 1926. 
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p'ace of the old one. In the shielded are process, 
other means are used to assure the prompt expulsion of 
the occluded gases. 


WELDING IN MIXED GASES 


The development of the shielded arc process ex- 
tended also to the making of welds in mixtures of 
hydrogen and carbon monoxide according to the ideas 
of Prof. E. Thomson. ; 

The tests demonstrated that the metal deposited in 
that atmosphere possessed about the same ductility 
as those produced in pure hydrogen. Furthermore, it 
was found that the are in water gas is much more stable 
than in hydrogen and does not necessitate the open 
circuit voltage even for welding with comparatively 
low currents, higher than used for standard work of 
welding in air. 

Other tests were made with various gaseous mixtures. 
In conjunction with Professor Thomson the author 
found that not only various mixtures of hydrogen and 
carbon monoxide could be used for welding work, but 
that certain organic liquids such as methanol and 
denatured ethy! aleohol when vaporized will serve the 
same purpose as the pure hydrogen. 

Working in conjunction with Dr. Langmuir, the 
author also carried out a series of tests which demon- 
strated that for certain purposes nitrogen mixed with 
certain amounts of hydrogen gives welds of superior 
quality. It should be mentioned here also that the 
mixture of hydrogen with argon was suggested to the 
writer by Mr. P. K. Devers. 

The work conducted on welding in various gases re- 
sulted in the development of practical means of producing 
these gases easily and at a lowcost from various organic 
and inorganic compoundssuch asalcohols, ammonia, pro- 
pane, etc. Since these compounds are liquids or liquefied 
gases, the question of storage and transportation has 
also been solved. This can be made clear if we con- 
sider that one gallon of methanol will give on vapor- 
ization and dissociation in the are over 240 cubic 
ft. of gas. The development of welding in alcohol 
vapors should be especially emphasized as one of the 
most practical solutions found in this laboratory of the 
problem of storage and cost of the most suitable gas for 
welding by the shielded are process which is water gas. 

When instead of pure hydrogen, the shielding gas- 
eous atmosphere is provided by the gaseous mixture of 
carbon dioxide with propane or the vapors of alcohol, 
the function of the arc is not only to liberate sufficient 
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amount of energy to melt the metal but ulso by dissoci- 
ating the gaseous raw materials, produces a suitable 
mixture of hydrogen with carbon monoxide. The 
electric arc here becomes not merely a source of heat 
but also a chemical laboratory. 

If we try to visualize all that is happening in the small 
space occupied by the arc, all the different chemical 
reactions, transformation of electrical energy into ther- 
mal form, absorption and evolution of gases and the 
deposition of metal, one begins to wonder how it is 
possible for the welder to take care of all these com- 
plicated factors. The answer is that they take care of 
themselves. If the conditions are regulated rightly, 
all these processes are entirely automatic and the 
man has to watch only the needle of the meter. 

After going through this description of the atomic 
hydrogen and the shielded are processes, one may 
ask, “‘What is the purpose of this development? What 
is all this for? Is it easier to use a combination of the 
electric arc with the gas instead of using each of these 
factors singly?” 

The answer to the last question is “‘no.” Of course, 
the combination of several factors necessitates better 
technique and more accurate adjustment of all the 
conditions. But what is complicated today will be a 
simple thing tomorrow. 

It is simpler to make a lamp with the tungsten 
filament in the vacuum than a combination of the same 
filament and the gas. But who wants now the older 
and simpler type of the incandescent lamp? The pres- 
ent are welding processes are all right and give excellent 
results in every field of their applications. But so 
did the rivet thirty years ago. 

There was a time when no one dreamed of using 
anything but pure wrought iron. Then there came an 
age of iron-carbon alloys; that is, of steel. And now 
we are entering the era of alloy steels. Most of those 
steels contain such easily oxidizable elements as 
chromium. And unless the weld is protected by a re- 
ducing atmosphere, the results on welding such mate- 
rials are not satisfactory. It is in this field that the 
new processes probably will find their best applications. 

The electric arc and the gas flame will, in the future, 
replace rivet cutting tools and the foundry mold. 
Amongst innumerable fields of applications, there will 
be demand for every kind of welding and cutting 
processes. The described processes will not replace 
any of the existing processes but simply assume their 
place of usefulness amongst the older brothers and do 
the job which cannot be done without their help. 


Computation of the Unbalance Factor 


of a Three-Phase Triangle When Lengths of Three Sides are Given 
BY A. E. KENNELLY 


N an important paper read before the June 1918 
Convention of the A. I. E. E., it was shown by Mr. 

C. L. Fortescue that any dissymmetrical system 

Of three-phase voltages or currents could be resolved, 
by vector methods, into a pair of symmetrical systems, 
one forward and the other backward. The numerical 
ratio of the latter to the former is called the unbalance 
factor of the system. Although several vector methods 


were developed in the paper and its discussion, for. 


evaluating the forward and backward components when 
the dissymmetrical triangle is given, so far as is known 
to the writer, no scalar and purely numerical method 
of developing them has been published. As it is useful 
sometimes to compute the two components without 
recourse to vector methods or to the drawing board, 
a numerical method is here offered. 


Let A BC, Fig. 1, be the dissymmetrical three-phase 
triangle, say of voltages A B = 1100, BC = 1000, and 
CA = 900, the system having counterclockwise rota- 
tion. One of the now well-known vector methods for 
deriving the forward and backward components is 
shown. With center A and radius A C, ares of 120 deg. 
and 240 deg. are drawn counterclockwise to the points 
d, and e,, respectively. Again, with center B and 
radius BC, ares of 120 deg. and 240 deg. are drawn 
clockwise to the points D and FE respectively. Lines 
d, D, and e; H, are then drawn asshown. Each of these 
lines is trisected, as at d,d, and e,é,. Equilateral 
triangles d,d.d3;and ¢;é2¢; are then constructed on 
these segments. These are known to be the equivalent 
symmetrical component systems. The equilateral tri- 
angle d, d, d; is drawn with forward rotation or counter- 
clockwise, like ABC, and the equilateral] prance 
€; 2 €3 with reverse or backward rotation. 

The vector sum of d; dz and ¢; é2 is then equal to the 
vector A B, 

The vector sum of dz d; and é. é; is then equal to the 
vector B C, 

The vector sum of d3; d; and é; ¢; is then equal to the 

vector C A. 
In this case, the sides of the forward or d triangle 
measure 996.6 volts, and the sides of the backward or 
e triangle measure 115.9 volts. The unbalance factor of 
the A BC triangle or system is then 115.9/996.6 =0.116. 

An equivalent numerical method is as follows: 

Let A,, be the r. m. s. of the sides of the given triangle 
A BC, and let A, be the side length of an equilateral 
triangle having the same area as the actual] triangle 
A BC; then the side squares d? and e? of the forward 
andJbackward components will be respectively the half 
sum and the half difference of A,,.?and A,?,. Thus 
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An? + A? 
d? = z (1) 
and 
A,’ — A? 
? = 5 (2) 


The unbalance factor is then, as before, ¢/d. 

Let a, b, and c, be the three known sides of the dis- 
symmetrical system triangle ABC. Then the mean 
square of these sides is: 


a 4+- b? +- ¢? 


ap aE Ea ES 
An 3 (3) 
Again, if{the half-perimeter p of the triangle A B C is 
a+b+e 
ea (4) 


Fic. 1—Dracram Suowine ANALYSIS OF A DrssyMMETRICAL 
Sysrem A BC, spy One or run Usvuar Vector Myruons into 
FORWARD AND BACKWARD COMPONENTS 


it is shown in text-books of plane trigonometry that the 
area of the triangleJA B C is: 

= /p(p—a).(p—b).(p—¢) (5) 
If A, is the length of the side of an equilateral triangle 
ABC, Fig. 2, the area S of this triangle, being equal 
to half the product of the base A, and the height h, 
we have 


h = A,cos30° = A, /3/2 (6) 
so that 
h.A, A? /3 
S = = Z (7) 
or 4S 
A? ae 8 
7 (8) 


If we take S = 8, we have 


842 


(9) 


and A," ia now the side square of an equilateral triangle 


equal in area to ABC, Then 
P A, + A? a + b7 + ¢? 4 zZ8 (10) 
Rees 2 F V3 
and 
6: 
| 
i] 
N : REL A. 
A B 
Mia, 2—Nquinaronan Trranann or Stow As 
Aw? A,? a | bh? -|- ¢c* 2 8 
of MULT Ww 9 RAT) ee 


CENT 6 V/3 


With the given values a = 1100, 6 = 1000, and ¢ = 
900, corresponding to the case of Fig. 1, Ay? = (1100? 
4- 1000° + 900*)/8 = 1,006,666, or A,, the r.m.s. 
side, is 1002.66 volts. The semiperimeter pis 
1600 volts, and the areas of the triangle A BC is 
1600 x 600 « 400 x 500 = 424,264. The squared 
side A,’ of an equilateral triangle of this area is, by (9), 
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424,264 « 4/./3 = 979,796. or A, 
then have, by (1), 
1,006,666 + 979,796 
2 


7 989.846. We 


= = 993,231, andd = 996.61 


volts; while 


1,006,666 — 979.796 
Ca 13455; oti bt Loo 


2 
volts. 
The unbalance factor, as before, is 115.91/996.61 
= 0.1163. 

In the extreme case of a symmetrical three-phase 
system, represented by an equilateral triangle, a = 6 
=¢ = qsay, and ther. m.s. side A,, is also g. More- 
over the side A, of the equilatera! triangle of equal area 


, 


is evidently also g. In that case, d = \ Pot = 


ande = A nit =(; so that the unbalance factor 


vanishes, 

In the opposite extreme case of a flat three-phase 
system, reduced to the single-phase type; so that 
A B, BC, and C A are all in the same straight line, the 
area of the system triangle vanishes, and so does the 


sidelengthA,. Consequently, d = = e, and e/d, 


Aw 
V2 
the unbalance factor, becomes unity. 


A Note on the Unbalancing Factor of 
Three-Phase Systems 


BY A. PEN-TUNG SAH 


Material & Process Engg. Dept. Westinghouse Elec. & Mig. Co. 


In an article appearing in the A. I. E. E. JouRNat for 
March 1927, Prof. A. E. Kennelly gave the following 
analytic expressions for computing the forward (positive- 
phase or direct sequence) and backward (negative-phase 
or reverse sequence) components of a dissymmetric 
three-phase vector triangle. 


P+P+ie 268 
A gg = ————— — 
(A) 2 
7+P+2 28 
ee OS 

6 V3 


in which a, b, and ¢ are thelengths of the vectors forming 
the triangle and ¢ its area; d and ¢ being the magnitudes 


Fig. 1 Fic. 2 


of the forward and backward components respectively. 
In deriving expressions (A), he started from the 
relations— 

2 A? 2. Az 
(B) eS dees, Oe oe Avaae 


where A,, is the r. m. s. of the sides of the given triangle 
ABC and A, the side length of an equilateral triangle 
having the same area. Judging from the fact that 
Professor Kennelly did not state how (B) could be de- 
rived, this must be either self-evident or very simply de- 
rivable from his geometrical construction of the forward 
and backward components. However, the present writer 
has failed to see this and it will be shown in the follow- 
ing that the relations (A) can be very simply obtained 
from an alternative method of geometrical construction 
of the components. 

It is well known that the following constructions 
for the components hold: 
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Let A BC be the given vector triangle. Construct 
an equilateral triangle A BD externally on the side 
A B asin Fig. 1. Then the magnitude of the forward 
component is given by C D/./3. If we construct the 
triangle A B D’ internally as in Fig. 2, we get C D’/ 
+/3 as the magnitude of the backward component. 
The lengths CD and CD?’ are readily computed. 
From Fig. 1 by the law of cosines, we have— 
3f=CP =" +e—2bcecos (60° + 2 BAC) 


=¥+e-2be| cos 2 BAC 


- Bein 2 BAC | 


1 
As 5 besin ZLBAC = AreaofABAC =s and 
2bcecos ZBAC =’ + e—42’, 


1 bes 
3P =P +e-——~ (P+ e—a) +2V 380r 


28 
oS he 
which is the first equation in (A). 


Similarly, 
3@=CD* =P +¢- 


+P +e 
Cag ge a 


2becos (60°— Z BAC) 


=<P+e— 2be[ seo 2 BAC +B v3 sin ZL BAC | 


1 a 
=CFE~ SE LEO 2Vb8 
; - O+P+e¢ 28 
, ¢=———- — >, 
rm 6 V3 


which is the second one of the relations (A). 

In passing it should be noted that the constructions 
herein given do not give the correct phase relation of the 
components. To get the correct phase relation the 
line C D has to be rotated through an angle 30 deg. 
counter clockwise and C D’ through 30 deg. clockwise 
in order to get the respective positions of the forward 
and backward components. The unbalancing factor is 
by definition ¢/d. 


The Interpolar Fields of Saturated Magnetic 


Circuits 
BY TH. LEHMANN: 


Non-member 


Synopala, In this note, the question of the effect of assuming 
infinite permeability in the iron on the aceuracy of calculations of the 
tnterpolar fielda in electrie machines ia studied. 

One can do thia very easily by replacing the saturated by non- 
saturated polos, covered by an infinitely thin sheet of current giving 
the same tangential component of the field along the surface of the 
iron, The fleld produced by thia sheet of current, then, represents 
the difference between the exterior fielda of the saturated cireuit and 
of the non«saturated oinoutt, 

Tn addition to thia indirect method of estimating the influence of 


INTRODUCTION 

UPPLEMENTING my discussion of the very 
S interesting papers presented by Messrs. Stevenson 

and Park, and Wieseman, at the last Mid-Winter 
Convention of the A, I, E, E., I should like to show 
briefly how, from the sketches of lines of force given 
by these authors, the distribution of the interpolar 
field can be obtained when the poles or the teeth are 
saturated, 

| have chosen for this the magnetic cireuit of a d-e. 
dynamo which has open armature slots. First, by 
assuming that the iron has infinite permeability, the 
aketeh in Fig, 1 is obtained with four lines of no work, 
or gradients, which outside of the coil become lines of 
equipotential, ‘This process of development is well 
known, In this case, the area of the coil has first been 
subdivided into four equal parts, and the last one of 
these, at the top, into eighths and sixteenths, ete., 
which makes it possible to see at a glance that each 
gradient? encloses that fraction of the total area which 
corresponds to its order, This is not sufficient, how- 
ever, to obtain the exact position of the point of indif- 
ference’ toward which the gradients converge and 
where the field is zero, It is necessary to make sure at 
the same time that the reluctances Ri, Ry, Ry. . . of 
the parts of the same tube from one pole to the other are 
proportional to the ampere-turns J 4, J, Ins... 
enclosed by the gradients which cut off these portions 
of the tubes; otherwise the distance of the point 
of indifference from the side of the coil might vary from 
1 to 2. 

It is therefore necessary to check the relations 
Ri: Ry = In, it my, ete, as has already been shown 
under a different title in the Revwe Générale de U Elec- 
tricite of September 22, 1928, p. 897. 

When a portion of the tube is situated completely 
within the current-carrying region, the ampere-turns 

1. Consulting Nngineer, Urmatt (bas-Rhin) France. 


2. Called “lines of no work’ by Stevenson and Park. 
3. Called “kernel’’ by Stevenson and Park, 


saturation, the sketch of the field between the poles and in the air-gap 
can also be directly developed by determining with the aid of the 
differential field, the point of indifference of the saturated circutt. 
A comparison of sketches obtained in this way shows that, for the 
same useful flux, the interpolar fields are almost the same in both 
cases. I’'rom these sketches and others which will appear shortly 
in the Revue Générale de l’Electricite, it is evident that the sketches 
and functional curves given by Messrs. Stevenson and Park, and 
Wieseman, in their very valuable work, can still be used even though 
the poles are saturated, 


I nm, included between the gradients which cut off that 
portion, are counted from the point of indifference to the 
line of foree which forms the median of the portion of 
the tube under consideration. But if the portion of 
the tube falls partly in the interior and partly outside 
of the current-carrying region, it is preferable to count 
the ampere-turns J n; from the point of indifference 
to the first boundary line of the tube and add to that 
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value half ampere-turns contained in the portion of the 
tube itself. 

Whenever the conductors in the portion of the tube 
form a rectangular section abutting against the two 
limiting lines of force, this reduction is applied, no 
matter what the thickness of the section, in the direction 
of the lines of force. 

But when the current-carrying section does not cover 
the whole width of the tube from one line of force to the 
other, but only a fraction (n/m) of this width, it can be 
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shown that it is necessary to deduct a fraction (n/2 m) 
of the ampere turns confined in the elementary tube. 
For example, one should deduct % of the current- 
carrying section that covers transversely only 34 of the 
width of the tube, regardless of the length of the section. 

Finally, in the case where the contour of the coil 
cuts the tube obliquely, we can employ this same 
method by using judgment in replacing the oblique 
current-carrying zone of the tube by a rectangle of the 
same area, but of proportions so as to overlap the 
non-current-carrying zone as little as possible. 

The magnetic field outside the field coil is Laplacian, 


and can be determined by subdivision into tubes of, 


unit reluctance (curvilinear square tubes), according 
to the usual method. The sketch is commenced by 
full lines which are subdivided only in the regions where 
estimation of the elementary tubes would not be 
sufficiently accurate otherwise. I am inclined to think 
that it is not advisable to commence the sketch with 


2—Isomerric SketcH,or ADDITIONAL Firiup CAusED BY 
SATURATION oF PoLES 


Fig. 


Assumed to be generated by an"equivalent current sheet. 


too fine a subdivision, which uselessly increases the 
necessary sketching and renders the localization of 
errors more difficult. The larger subdivision has also 
the advantage that, in rectifying the errors, account 
can more easily be taken of the effect of local retouching 
on the rest of the sketch which has already been traced. 


THE ADDITIONAL INTERPOLAR FIELD CAUSED BY THE 
SATURATION OF THE POLES 


Fig. 1 represents a sketch obtained in this manner. 
Now, assume that the pole is saturated in such a manner 
that, for the same useful armature flux, the pole core 
absorbs one-third of the total field pole m. m.f. 4 rin, 
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so that the difference of potential caused by the satura- 
tion of the pole will be 


where the current 7 per turn is now in C.G.S. units. 
In Fig. 2, let us mark between the base and the top of 
the pole the points 0.125 7, 0.25 »,, 0.5 0, and 0.75 »,, 
calculated with the aid of the lines of flux in Fig. 1, 
and retouched as follows wherever necessary. 


It has been shown in Sections III and IV of the 
mentioned article, that. the field outside the iron will 
remain unchanged if the saturated core is replaced 
by a non-saturated core covered with an infinitely thin 
sheet of current. The current 7 per unit length must 
satisfy the relation: 


in such a way that at the height x of the pole measured 
from its base, one will have: 


x 


eee ives 


0 


where v, designates the superficial potential at this 
point caused by saturation. This equivalence, it is 
well understood, cannot be extended to the field in the 
interior of the iron, in which we are not interested here. 


On account of this, the problem can be considered as 
follows. We can consider the interpolar field as result- 
ing from the superposition of fields generated by the 
actual current in the field pole coil and by the counter- 
magnetomotive force of a sheet of current correspond- 
ing to the actual saturation, assuming in both cases that 
the iron is infinitely permeable. It is sufficient, there- 
fore, to superpose on the sketch of Fig. 1, which was 
obtained for 4 = in the iron using the field current 
which would be required for the saturated pole, another 
field produced by the sheet of current, also calculated 
for 4 = » in the iron. The sum of these two fields 
will give us the actual resulting field in the interpolar 
space and in the air-gap when the core of the field pole 
is saturated. If the field spider or yoke is also 
saturated, the sheet of current would naturally be 
prolonged along its surface. 

The sketch corresponding to the sheet of current is 
very easy to secure because it is entirely Laplacian 
and the starting points of the equipotential planes 
0.75 »,, 0.50, . . . are known in advance, and in ad- 
dition, the lines of force in the air-gap near the neutral 
zone differ only slightly from those of Fig. 1. Gen- 
erally, such a sketch requires only a few minutes. 

But this is not all. We gain, at the same time, a 
method of predetermining the kernel, or point of 
indifference, when the pole is saturated. 
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UTILIZATION OF THE DIFFERENCE FIELD FOR THE PRE- 
DETERMINATION OF THE POINT OF INDIFFERENCE 
Since only equal and opposite fields annul each other, 

it is only necessary to search for the neighborhood 

where the gradients have the same direction and where 
the fields in Figs. 1 and 2 have the same intensity. 

Since the point of indifference must be in the interior 

of the coil, we notice immediately, when superposing 

Figs. 1 and 2, for example, against a window pane, that 

the gradients of Fig. 1 are tangent to the potential lines 


Fig. 


38—Sxketcu or InNtTEeRPOLAR FIELD or DyNAMO SHOWN 
IN Fic. 1, WHEN PoLe 18 SATURATED 


The point of indifference has been moved toward the interior of the field 
coil. The ampere-turns on the left of the gradients issuing from the 
points v;, are consumed in the pole; and those to the right of these gradients 
are absorbed by the air-gap. 


in Fig. 2 in the narrow slice which has been cross- 
sectioned vertically; see Fig. 1. The tangency con- 
tinues far enough so that it is well to mark off a slice 
by the two gradients of Fig. 1, which coincide with only 
slight deviation with the potential lines of Fig. 2. It 
is only necessary now to compare the intensities of the 
fields. In Fig. 2, we see that the potential line on which 
the new point of indifference should be found is located 
in the square, the bases of which have a difference of 
potential ;/8, and the lines of force a length of 1.95 em. 
Assuming that the current density 7) is 1/4 7 C.G.S. 
units the magnetomotive force of the whole field coil 
will be, for the scale of Fig. 1, 51 C. G. S. units, and that 
of the fictitious sheet of current 51/3 C. G.S. units, so 
that in the square tube under consideration in Fig. 2, 
the field H expressed in C. G. S. units is: 


ay eal 1 


7 See LO 
If one compares in Fig. 1 the curvilinear sector formed 
by the gradients, which embrace the fourth and the 
eighth part of the section of the coil, to a circular sector, 
the radius of such a circular sector must be, according 


= 1.10C.G.5. units 


. 
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if 2 
to a well-known relation, r = Terre and remember- 


TT 0 


1 
es C. G.S. units is the assumed current 
density, we then have: 
ry =2.1.10 = 2.20 cm. 


and since the center of the equivalent circular sector 
falls one mm. behind the point of indifference, of Fig. 1, — 
the new point of indifference will be found 2.10 cm. 
distance from the old one on the curved line bisecting 
the small cross-sectioned slice of Fig. 1. 


DIRECT DEVELOPMENT OF THE INTERPOLAR SKETCH 
WHEN THE POLES ARE SATURATED 


Since we now know the point of indifference when the 
pole is saturated, we can easily develop the sketch of 
the interpolar field shown in Fig. 3, by dividing the area 
of the coil in the ratio 1:3 by a line which starts from the 
lower left corner of the coil. In this particular case, 
the point of indifference will be to the left of this line, 
and it is evident that the gradient which starts from 
the point », of the pole core must be a little further to the 
right than the dividing line. The curve of this gradient 


ing that 7) = 


Fia. 


4—Lines oF Force anp GRADIENTS WHEN POLES AND 
ARMATURE TEETH ARE SATURATED : 


The ampere-turns to the left of the gradients starting from the points v, 
are absorbed by the pole; and the ampere-turns to the right by the air- 
gap and the armature teeth. 


will be given to us by the condition that on both sides 
of it the tubes of the same parameter must join without 
discontinuity, which makes it necessary to move the 
horizontal dotted lines which divide the coil in aliquot 
fractions sideways from this gradient until the proper 
concordance is obtained. The gradients which start 
from the pole core are easy to trace, since they join 
the points 0, 0.5 v1, 0.25 01, and 0.125 »;, with the point 
of indifference. 


Dec. 1927 


Unfortunately, the same line of force was not taken 
as the starting point in Figs. 1 and 3, but one can, 
nevertheless, recognize that the total interpolar flux 
is slightly weaker for the saturated pole than for the 
non-saturated pole for the same useful flux (in spite of 
the fact that there were 50 per cent more ampere-turns 
in Fig. 3); but the difference is not more than 1 per cent 
of the useful flux. 


CASE WHERE POLES AND ARMATURE TEETH ARE 
SATURATED 


In Fig. 4, the case has also been treated where the 
pole absorbs a third of the total ampere-turns, while 
the armature teeth consume 23 per cent of the ampere- 
turns consumed in the air-gap, as is indicated by the 
numbers 0.125%) and 0.105%, noted alongside the 
first tooth. The general appearance of the lines of 
force is, so to speak, the same as in Fig. 3, but the 
interpolar leakage flux is larger, since the ampere-turns 
necessary for the armature and the air-gap have become 
larger for the same useful flux. 


GENERALIZATION FROM THE SUPERPOSITION PROCESS 
OF SECTION II 

Finally, it may be asked if one could not also obtain 
the point of indifference of Fig. 1 with the aid of the air 
field due to the field coils, for example? This is, in 
fact, possible, as we willsoon show in the Revue Générale 
de I’ Electricite. Thus, we are led to the following 
statement. The difference field between two interpolar 
fields generated by the same coil and the same currents 
along a given contour is always a Laplacian field, 
whether the contour is formed by saturated mediums or 
not, and even though the contour is simply imagined 
in an entirely air medium. 

This principle is especially serviceable when it is 
necessary to determine the resulting field generated 


LEHMANN: INTERPOLAR FIELDS 


347 


by several coils, as in the case of a d-c. dynamo having 
commutation poles, for example. The resulting fields 
in the slots when the teeth are highly saturated can be 
determined very well by this method. It is necessary 
to plate the walls of the teeth with sheets of current, 
giving the same tangential potential gradient along the 
teeth walls as the resultant field. 

The principle of superposition of Section II can also be 
applied to space. It is sufficient to make 4 7 times the 
vector of the density 7 of the superficial currents (in 
C.G.S. units) equal to the negative of the vectorial 
product of the normal exterior unit vector and the 
field vector H at the exterior surface, as shown by the 
equation: 

4mj = — [n, H] 
CONCLUSIONS 


Summing up, it may be said that the interpolar 
sketches developed on the assumption that uw = in 
the iron are generally sufficiently exact for all practical 
purposes, provided the interpolar flux is obtained 
from the number of field ampere-turns necessary for 
the air-gap and the armature. 

When only the poles are saturated, the necessary 
correction is hardly ever more than 1 per cent of the 
useful flux, for the same potential difference between the 
pole tips. 

But one can also develop directly the sketch in the 
air-gap, in the interpolar space, and in the slots, when 
the magnetic circuit is saturated. It is then advanta- 
geous to determine the additional Laplacian field caused 
by the saturation, which makes it possible to find the 
exact position of the points of indifference. As soon 
as these points are known, sketching the field presents 
practically no further difficulty. 

The author wishes to express his gratitude to A. R. 
Stevenson, Jr., for translating this paper. 
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